mmmi 


nj?. 


(I.  NEW  Ei  lTK^N. 


jCearning  anb  il'abov. 

I LIBRARY 

O F T H E 

University  of  Illinois. 


CLASS. 


BOOK. 


VOLUME. 

A 

I f 

Accession  No. 


■•  • II 


07  3 ' g-' ,, 

Vi3o‘:].^,i  u..  .f 


'}  ■-  :■' 
i 


if. 


TH1-:  FIPuST  TPAXSFOiniEP. 


The  Iron  Uing,  with  insulated  rriinary  and  Secondary  Coils  wound  on 
it,  with  which  Faraday  made  the  discoveiy  of  ]\Iagneto-Elect*’ic 
Induction.  Photographed  from  the  oi-iginal,  preserved  in  the  Aluseum 
of  the  Poyal  Institutioji. 

[Frontispiece. 


THE  ALTERNATE  CURRENT 
TRANSFORMER 


JN  TJII^ORY  AND  PRACTICE. 


BV 

J.  A.  FLEMING, 

M.A  , D.SC.  (LOND,  ),  F.R.S., 

rROFK.SSOK  OK  KI.KCI'KICAL  KN(;iNKKUING  IN  UNIVKKSIIY 
COLI.K.GE,  LONDON  ; 

I.A  I K,  FKI.I.OW  AND  SCHOLAR  OF  ST.  JOHN'S  COI.LKCH-:,  CAM  R R 1 D(; K ; 
FFLl.OW  OF  UNIVICRSITV  COI.T-ECJE,  l.ONDON  ; 

MKMIiER  OF  I'HE  INSTFJ  UTION  OF  ELECIRICAT-  ENCJINEERS; 

MEM15ER  OF  THE  PHYSICAL  SOCIETY  OF  LONDON; 

MEMI’.ER  OF  J'HE  ROYAI-  I NST  FI  U I ION  OF  CIREA'l'  RRI  I AIN; 
E'l'C.,  ETC. 


VOLUME  I. 

THE  INDUCTION  OF  ELECTRIC 


CURRENTS, 


NEW  EDITION. 


LONDON : 

“ THK  KI.KCTIIKMAN”  PRINTING  AND  PUBLISHING  COMPANV, 

LIMITED, 

Salisbury  Court,  Fleet  Street, 


Jit  Rights  Reserved. 


Printed  and  Published  by 

“THE  ELECTRICIAN”  PRINTING  AND  PUBLISHING  CO.,  LIMITED, 
1,  2 and  3,  Salisbury  Court,  Fleet  Street, 

London,  E.C. 


PREFACE. 


IN  the  seven  years  which  have  elapsed  since  the  lirst 
edition  of  this  Treatise  was  published,  the  study  of 
the  properties  and  applications  of  alternating  electric 
currents  has  made  enormous  progress.  At  the  outset 
the  aim  of  the  author  was  to  collect,  and  present  in  a 
form  suitable  for  students,  a general  statement  of  the 
facts  and  principles  of  electromagnetic  induction,  and  the 
manner  in  which  these  are  applied  in  the  design  and 
construction  of  the  Induction  Coil  and  Transformer. 
At  that  time  most  of  the  practical  information  on  the 
subject  was  embedded  in  technical  journals  and  original 
papers.  Confident  that  alternating  electric  currents 
would  play  a very  important  part  in  the  evolution  of 
the  electrical  industry,  the  author  believed  that  service 
would  be  rendered  to  engineering  students  by  an 
attempt,  even  if  an  imperfect  one,  to  place  a brief 
systematic  treatise  on  the  subject  of  the  Alternating 
'Current  Transformer  within  reach.  The  result,  so  far, 
has  justified  the  belief.  At  the  present  time,  however, 
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much  of  the  subject  matter  in  the  first  edition  has 
become  antiquated,  and  it  became  necessary  to  revise 
the  book  thoroughly,  to  eliminate  those  parts  which  had 
been  seen  to  be  imperfect  or  unnecessary,  and  to  bring 
the  remainder  of  the  information  as  far  as  possible  into 
line  with  recent  views  and  experience. 

The  author  has,  accordingly,  rewritten  the  greater 
part  of  the  chapters,  and  availed  himself  of  various 
criticisms,  with  the  desire  of  removing  mistakes  and 
remedying  defects  of  treatment.  In  the  hope  that  this 
will  be  found  to  render  the  book  still  useful  to  the 
increasing  numbers  of  those  who  are  practically  engaged 
in  alternating-current  work,  he  has  sought,  as  far  as 
possible,  to  avoid  academic  methods  and  keep  in  touch 
with  the  necessities  of  the  student  who  has  to  deal  with 
the  subject  not  as  a basis  for  mathematical  gymnastics 
but  with  the  object  of  acquiring  practically  useful 
knowledge. 

It  is,  perhaps,  in  some  ways,  a positive  disadvantage 
that  alternating-currents  lend  themselves  so  easily  to 
mathematical  treatment  and,  by  a few  assumptions  akin 
to  that  of  the  perfectly  frictionless  machine,  offer 
an  attractive  field  for  mathematical  ingenuity.  Real 
difficulties  are  thus  often  passed  over,  and  an  intimate 
knowledge  only  gained  of  a perfectly  hypothetical 
transformer. 

The  ever-increasing  progress  of  electrical  knowledge, 
and  the  constant  necessit}'  for  recasting  electrical 
theories,  renders  it  a most  difficult  matter  to  secure  in 
an  electrical  treatise  of  any  length,  uniformity  of  treat- 
ment ; whilst  views  must  alwa\’s  differ  as  to  the  mode 
in  which  any  special  subject  should  be  approached. 
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The  author  ventures  to  hope,  however,  that  in  its 
revised  form,  the  information  here  collected  may  be  of 
use  to  those  who  are  in  any  way  concerned  with 
alternating-current  practice  or  investigations,  and  that 
it  may  be  effective  as  an  introduction  to  treatises  of  a 
more  advanced  character,  which  deal  with  the  properties 
of  periodic  currents  and  their  utilization  in  various 
technical  applications. 

J.  A.  F. 


University  College^  London^ 
Aprils  1896. 
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In  the  table  at  the  bottom  of  page  63,  for  the  power 
wasted  in  watts  per  cubic  centimetre  per  100  cycles 
per  second,  in  all  the  numerical  values  except  the 
first  for  very  soft  annealed  iron,  the  decimal  point  is 
displaced.  The  numbers  should  be  divided  by  ten. 

Line  6 from  top,  for  lies  down  at  h read  dies  down  at  h. 


Line  7 from  top,  for  lO'-^  linkages  of  current  and  magnetic 
force  read  10®  linkages  of  current  and  magnetic  force  ; 


also,  in  equation  (25), /or 


BSN 

'W 


read 
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10®  ’ 


and  in  line  7 from  bottom, 

. 4:7!-  AS  , 

for As"  read 

1010  L 


477 

109  “l 


N'k 


The  equation  numbered  (12)  should  be  numbered  (39). 
Equation  (47),  instead  of  v = Y (I  + e ^ 

t_ 

read  y = V(l  + e k,*-'), 

_ R 

Last  line  equation  (64), /or  i = ke  , Arc., 
read  i = ke  t.  + ^ Slq. 

Line  11  from  bottom,  for  of  the  mean  is  - read  of  the 
mean  is  J. 

In  the  first  line  of  paragraph  § 4,  for  1888  read  1838. 

Line  7 from  bottom,  for  then  Sir  William  Thomson 
read  then  Prof.  William  Thomson. 


In  equation  (116),  for  q = k + B read,  (]  = k 
+ B 

At  the  end  of  line  7 insert  a full  stop,  and  in  line  8 for 
when  t = 0 read  When  t = 0. 


Equation  (156),  for  N.  S — read  S 

d t dt 

also,  in  equation  (157),  /or  + N.,  read  -N.2S^-^, 

dt  d t 

in  line  7 from  bottom,  for  S^-^  read  N, 

- dt  ^ dt 

and  in  line  4 from  bottom,  for  - N.,  read  No  S 

' dt  ^ dt' 
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HISTORICAL  INTRODUCTION. 

§ 1.  Faraday’s  Discoveries. — The  autumn  days  of  the  year 
1831  are  ever  memorable  in  the  annals  of  electrical  discovery. 
At  that  time  Faraday,  then  in  the  prime  of  his  intellectual 
powers,  began  the  continuous  series  of  “ Electrical  Researches,” 
which  enriched  physical  science  with  discoveries  of  far-reaching 
importance,  and  laid  the  firm  foundations  on  which  much  of 
the  modern  applications  of  electricity  rests.  Looking  on  the 
whole  of  electrical  phenomena  with  an  eye  eager  to  see  physical 
analogies,  and  confident  that  where  these  exist  they  may  prove 
suggestive  for  further  research,  he  had  already  asked  himself 
if  it  were  possible  there  was  any  effect  in  the  case  of  electric 
currents  analogous  to  that  known  as  electrostatic  induction. 
An  insulated  conductor  possessing  an  electric  charge  when 
introduced  into  a closed  chamber  having  conducting  walls  calls 
forth  upon  them  an  equal  charge  of  an  opposite  sign.  This 
induced  electrification  is  invariably  present,  no  matter  how  far 
off  the  walls  of  the  enclosing  chamber  may  be,  and  all  sur- 
rounding conductors  share  in  the  duty  of  carrying  a portion  of 
the  induced  charge.  At  a later  date,  when  Faraday  viewed 
this  phenomenon  of  electrostatic  induction  by  the  aid  of  the 
education  he  had  received  in  dealing  with  magnetic  lines  of 
force,  he  was  able  to  picture  to  himself  lines  of  electrostatic 
force  proceeding  in  all  directions  from  the  surface  of  a charged 
body.  Wherever  they  terminated,  whether  on  neighbouring  con- 
ductors or  on  the  walls  of  an  enclosing  chamber,  they  developed 
on  these  “ corresponding  points  ” a charge  equal  and  opposite 
to  that  of  the  surface  at  the  point  from  which  they  took  their 
rise.  Just  eleven  years  previously  H.  C.  Oersted  had  made 
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CopcDliagen  famous  as  the  birthplace  of  the  discovery  that  an 
electric  current  passing  through  a metallic  wire  magnetises  it 
circularly  and  creates  round  it  a magnetic  field,  the  direction 
of  the  lines  of  magnetic  force  being  closed  curves  surrounding 
Lhe  axis  of  the  wire.  Faraday  placed  these  two  phenomena 
dde  by  side  before  his  mental  vision,  and  he  asked  himself 
whether  it  was  possible  that  the  magnetic  field  of  force  gene- 
rated round  a current-carrying  conductor  could  develop  in  an 
adjacent  circuit  an  induced  current  just  as  the  charged  body 
calls  forth  an  induced  electrostatic  charge  on  the  neighbouring 
conductors. 

Some  notions  on  this  subject  of  electric  current  induction 
had  before  1831  occupied  his  mind  at  intervals,  but  these 
early  experiments  did  not  lead  to  any  satisfactory  results. 

In  1825,  in  the  month  of  November,  Faraday  stretched 
alongside  of  a wire  connected  with  a galvanometer  another 
through  which  an  electric  current  was  flowing,  but  both  then 
and  on  December  2,  1825,  and  on  April  22,  1828,  he  had  to 
record  of  his  experiment  that  it  gave  “no  result.”  A very 
little  step  in  experimental  research  often  separates  failure  from 
success.  A reversal  of  operations,  a change  of  some  dimension, 
an  alteration  of  some  proportion,  is  often  all  that  is  needed  to 
step  from  the  region  of  failure  into  the  field  of  discovery  and 
achievement.  In  this  case  it  may  have  been  the  apparently 
trivial  one  of  starting  the  electric  current  in  one  wire  befo?^ 
completing  the  circuit  of  the  galvanometer. 

The  one  thing,  it  seemed,  that  this  preliminary  work  did  dis- 
prove was  the  notion  that  a continuous  steady  current  in  one 
conductor  could  generate  a continuous  current  in  another 
adjacent  conductor  relatively  at  rest  to  the  first.  It  is  possible 
that  some  conception  of  the  above  nature  had  been  dominant 
in  the  mind  of  Faraday  before  these  trials  had  convinced  him 
that  the  effect,  if  existing  at  all,  was  not  detectable  with  his 
apparatus.  Three  years  later  he  returned  to  the  attack,  and 
we  cannot  describe  the  experimental  results  of  the  autumn 
months  of  1831  better  than  they  have  been  given  in  Faraday’s 
own  words  in  the  laboratory  note-books  of  the  Royal  Insti- 
tution.* On  the  29th  day  of  August,  1831,  he  thus  records 
the  epoch-making  discovery  by  which  he  will  be  for  ever 

* See  Dr.  Bence  Jones’s  “ Life  of  Faraday,’  Vol.  II.,  p.  2. 
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known.  He  wrote: — “I  have  had  an  iron  ring  made  (soft 
iron),  iron  round  and  fin.  thick,  and  ring  Gin.  in  external 
diameter.  Wound  many  coils  of  copper  round  one-half  of  it, 
the  coils  being  separated  by  twine  and  calico  ; there  were  three 
lengths  of  wire,  each  about  24ft.  long,  and  they  could  be  con- 
nected as  one  length  or  used  as  separate  lengths.  By  trials 
with  a trough,  each  was  insulated  from  the  other.  Will  call 
this  side  of  the  ring  A.  On  the  other  side,  but  separated  by 
an  interval,  was  wound  wire  in  two  pieces,  together  amounting 
to  about  60ft.  in  length,  the  direction  being  as  with  former 
coils.  This  side  call  B.  Charged  a battery  of  ten  pairs  of 
plates  4in.  square.  Made  the  coil  B side  one  coil,  and  con- 
nected its  extremities  by  a copper  wire  passing  to  a distance 
and  just  over  a magnetic  needle  (3ft.  from  wire  ring),  then 
connected  the  ends  of  one  of  the  pieces  on  A side  with  battery ; 
immediately  a sensible  effect  upon  needle.  It  oscillated,  and 
settled  at  last  in  original  position.  On  breaking  connection  of 
A side  with  battery,  again  a disturbance  of  the  needle.”  {See 
Frontispiece.) 

On  September  24th  he  resumed  his  attack.  He  prepared  an 
iron  cylinder  and  wound  on  it  a helix  of  insulated  wire.  The 
ends  of  the  helix  were  connected  with  a galvanometer.  The 
iron  was  then  placed  between  the  poles  of  bar  magnets.  Every 
time  the  magnet  poles  were  brought  in  contact  with  the  ends 
of  the  iron  cylinder  the  galvanometer  needle  indicated  a 
current,  the  effect  being,  as  in  former  cases,  not  permanent, 
but  a mere  momentary  impulse  or  deflection. 

But  the  full  meaning  of  this  hardly  appeared  clear,  and  on 
October  1st  he  once  more  laid  siege  to  the  fortress.  Preparing 
a battery  of  100  pairs  of  plates,  each  4in.  square,  and  charged 
with  a mixture  of  nitric  and  sulphuric  acids,  he  arranged  to 
send  the  current  from  this  through  a wire  of  copper  203ft.  long 
wound  round  a block  of  wood.  Round  the  same  block,  and 
wound  parallel  to  the  first,  was  a second  wire,  of  equal  length 
to  the  first,  but  insulated  from  it.  This  second  wire  he  joined 
up  to  the  terminals  of  his  galvanometer,  and  then  when  the 
battery  connection  was  made  or  broken  with  the  first  wire  he 
noticed  a small  but  sudden  jerk  of  the  needle,  one  way  when 
the  current  was  made,  the  other  way  when  it  was  broken. 
The  clue  to  the  real  phenomenon  was  now  in  his  hand,  and 
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guided  by  it  he  stepped  over  a series  of  confirmatory  experi- 
ments, and  entered  as  a triumphant  conqueror  into  the- 
stronghold  wherein  the  whole  truth  lay  hid. 

Writing  on  November  29th  to  his  friend,  Mr.  E.  Phillips,  he- 
says : — “ Now,  the  pith  of  all  this  I must  give  you  very  briefly. 
When  the  electric  current  is  passed  through  one  of  two 
parallel  wires  it  causes  at  first  a current  in  the  same  direction 
through  the  other,  but  this  induced  current  does  not  last  a 
moment,  notwithstanding  the  inducing  current  (from  the  voltaic 
battery)  is  continued.  All  seems  unchanged  except  that  the 
principal  current  continues  its  course.  But  when  the  current 
is  stopped,  then  a return  current  occurs  in  the  wire  under 
induction  of  about  the  same  intensity  and  momentary  duration, 
but  in  the  opposite  direction  to  that  first  formed.  Electricity 
in  currents,  therefore,  exerts  an  inductive  action  like  ordinary 
electricity,  but  subject  to  peculiar  laws.  The  effects  are  a 
current  in  the  same  direction  when  the  induction  is  estab- 
lished, a reverse  current  when  the  induction  ceases,  and  a 
jyeculiar  state  in  the  interim.” 

The  path  for  valuable  discovery  now  lay  open.  Fully 
familiar  with  the  work  of  Ampere  and  Arago,  Faraday  knew 
that  a closed  circuit  conveying  an  electric  current  affects  all 
surrounding  space  with  magnetic  force,  and  that,  in  particular^ 
a small  closed  circular  current  can,  as  far  as  magnetic  action 
is  concerned,  be  exactly  replaced  by  a very  thin  disc  of  steel, 
whose  edge  coincides  with  the  line  of  the  closed  current, 
and  which  is  magnetised  everywhere  in  a direction  perpen- 
dicular to  its  surface.  Such  a normally  magnetised  disc  is 
called  a magnetic  shell.  It  follows  that  a helix  of  wire,  which 
may  be  regarded  as  a number  of  closely  approximate  circular 
currents  nearly  in  the  same  plane,  should  be  magnetically 
equivalent  to  a number  of  magnetic  shells  piled  one  above  the 
other,  with  similar  polar  faces  turned  the  same  way.  But  such 
an  arrangement  of  shells  would  form  a cylindrical  magnet,  and 
therefore  a helix  of  wire  or  solenoid  in  which  a current  is  flow- 
ing is  for  all  external  space  the  magnetic  equivalent  of  a cylinder 
of  steel  of  the  same  dimensions  magnetised  uniformly  in  a 
longitudinal  direction.  It  remained,  therefore,  to  test  this 
hypothesis.  The  fifth  day  of  his  experiments  was  October 
17th,  and  on  that  day  he  thus  notes  in  the  laboratory  book  the 
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results: — “A  cylindrical  bar  magnet  fin.  in  diameter  and  8|in. 
in  length  had  one  end  just  inserted  into  the  end  of  a helix  of 
wire  220ft.  long.  It  was  then  quickly  thrust  in  the  whole 
length,  and  the  galvanometer  needle  moved ; then  pulled  out 
again,  and  again  the  needle  moved,  but  in  the  opposite  direc- 
tion. This  effect  was  repeated  every  time  the  magnet  was 
put  in  or  out,  and  therefore  a wave  of  electricity  was  so  pro- 
duced from  mere  approximation  of  a magnet.” 

Exactly  twenty  years  afterwards,  in  the  28th  and  29th  series 
of  his  “Researches,”  Faraday  illuminated,  by  the  exactness  and 
clearness  of  his  experimental  method,  the  whole  behaviour  of 
magnets  towards  closed  conducting  circuits.  It  is  probable 
that  even  at  this  time  he  had  learned  to  think  of  a magnet  as 
carrying  with  it,  as  part  of  itself,  a whole  system  of  lines  of 
magnetic  force,  which  emanate  from  it  and  surround  it.  The 
system  of  lines  of  force  moves  with  the  magnet  wherever  it 
goes.  Regarding  the  production  of  a current  in  the  helix  by  a 
magnet  thrust  into  it,  Faraday  pictured  to  himself  the  advanc- 
ing magnet  as  pushing  its  lines  of  magnetic  force  across  the 
coils  of  wire  of  the  helix,  and  “cutting  ” or  intersecting  them  in 
its  progress  towards  its  final  position  in  the  coil.  The  conclusion 
to  which  he  was  led  by  this  reflection  seemed  to  be  that  the 
very  essence  of  the  effect  was  the  movement  across  one  another 
of  a line  of  force  and  a portion  of  a conducting  circuit.  If  this 
was  so,  then  the  result  could  be  obtained  by  a more  simple  and 
obvious  method.  The  ninth  day,  October  28th,  saw  these  ideas 
put  to  further  crucial  test.  Taking  the  great  permanent  horse- 
shoe magnet  of  the  Royal  Society,  he  placed  a copper  disc  so 
that  it  was  free  to  revolve  on  an  axis  placed  in  the  line  of  the 
poles.  Soft  iron  pole  pieces  were  then  adjusted  to  create  a 
powerful  magnetic  field,  the  lines  of  force  of  which  passed 
through  the  disc  at  right  angles  to  its  surface.  The  wires  of 
the  galvanometer  were  made  to  press  against  the  disc,  one 
near  the  axis,  and  the  other  near  the  edge.  When  the  disc 
remained  stationary,  no  current  whatever  was  manifested,  but 
on  causing  the  disc  to  revolve  on  its  axis  a permanent  and 
steady  current  traversed  the  galvanometer.  This  experiment 
was  conclusive.  The  operation  taking  place  during  the  revolu- 
tion of  the  disc  could  be  viewed  as  consisting  simply  in  the 
continual  movement  of  any  radial  section  of  the  disc  across  a 
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stream  of  lines  of  magnetic  force  flowing  at  right  angles  to  its 
surface.  The  continuous  current  resulted  from  the  fact  that 
the  motion  of  that  radial  section  of  the  disc  was  always  the 
same  relatively  to  the  stream  of  force.  On.  November  4th 
Faraday  reduced  the  conception  to  its  utmost  simplicity. 
Taking  in  his  hand  the  mere  closed  galvanometer  wires,  he 
passed  a portion  of  the  loop  between  the  poles  of  his  large 
permanent  magnet  in  such  a way  that  the  direction  of  that 
part  of  the  loop  between  the  poles  was  at  right  angles  to  the 
direction  of  the  magnetic  force,  and  the  direction  of  the  move- 
ment was  at  right  angles  to  the  direction  of  the  force  and  that 
portion  of  the  conductor.  The  galvanometer  deflected,  and 
showed  the  presence  of  a momentary  current  at  the  instant 
when  the  intersection  took  place. 

§2.  Faraday’s  Theories. — In  ten  days  of  splendid  and  con- 
clusive experiment  in  the  autumn  of  1831,  Faraday  had  there- 
fore not  only  discovered  the  law  of  induction  of  currents,  but 
the  facts  of  magneto-electricity  as  well ; and  more,  for  he  had 
not  merely  accumulated  a mass  of  experimental  results,  but 
had  reduced  the  whole  valuable  store  of  knowledge  to  one 
fundamental  principle  of  exquisite  simplicity,  namely,  that  the 
passage  of  a line  of  magnetic  force  across  a line  of  a conducting 
circuit  generates  in  that  portion  of  the  circuit  an  electromotive 
force,  or  a force  setting  electricity,  or  tending  to  set  electricity, 
in  motion. 

The  subsequent  work  of  all  experimentalists  and  mathema- 
ticians has  been  to  work  out  the  applications  of  this  principle 
in  countless  forms  ; but  no  one  has  since  added  any  essential 
discovery  of  fact  which  is  not  implicitly  contained  in  the  series 
of  discoveries  by  which,  in  this  short  space,  Faraday  stepped 
from  happy  conjectures  into  possession  of  facts,  which  have 
proved  more  fertile  in  far-reaching  practical  consequences  than 
any  of  those  which  even  his  genius  bestowed  upon  the  world. 
Faraday’s  theoretical  views,  however,  on  the  phenomena  under- 
went, in  process  of  time,  some  modification.  He  apparently 
distinguished  at  first  between  the  induction  of  currents  by 
a current,  which  he  called  volta- elec  trie  induction,  and  the  pro- 
duction of  currents  hy  a conductor  moving  in  a magnetic  field, 
which  he  called  magneto-electric  induction.  That  which  seemed 
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to  impress  him  most  forcibly  was,  how'ever,  the  fact  that  it 
was  only  the  beginning  and  ending  of  the  inducing  current 
which  had  any  effect  upon  the  other  circuit.  He  considered 
that,  since  the  mere  cessation  of  the  inducing  current  was 
accompanied  by  a wave  of  induced  current,  that  could  only 
be  because  the  induced  current  circuit  was,  meantime,  in  a 
peculiar  condition,  to  which  he  gave  the  name  of  the  electro- 
tonic state,  the  annulment  of  which  gave  rise  to  a current  in 
the  circuit.  The  same  state  he  considered  to  be  found  in 
a wire  or  circuit  at  rest  in  a magnetic  field.  The  circuit  was 
in  the  electrotonic  state  whilst  in  the  field,  but  withdrawing 
the  circuit  or  removing  the  magnetic  field  annulled  the  electro- 
tonic state  and  gave  rise  to  a current.  To  use  his  own  words 
at  a later  date  (Ser.  XXVIII.,  § 3172,  “ Exp.  Researches”), 
“ Mere  motion  would  not  generate  a relation  which  had  not 
a foundation  in  the  existence  of  some  previous  state ; ” and 
(Ser.  XXIX.,  § 3269,  ibid.)  “ Again  and  again  the  idea  of  an 
electrotonic  state  has  been  forced  upon  my  mind.”  The  mere 
motion  of  an  external  body,  such  as  a copper  wire,  in  a mag- 
netic field  cannot,  he  considers,  be  the  sole  cause  of  the 
current,  unless  there  is  a previous  peculiar  state  as  regards 
the  wire  which,  when  motion  is  superadded,  produces  the 
current.  When,  however,  subsequent  thought  and  diverse 
experiment  had  clarified  his  ideas  and  adjusted  facts  in  proper 
relation,  he  came  to  see  that  that  which  he  had  denominated 
the  electrotonic  state  is  really  the  amount  of  electromagnetic 
momentum  which  the  circuit  possesses  in  virtue  of  its  being  in 
a magnetic  field.  In  modern  language,  it  is  the  equivalent  of 
that  which  is  now  called  the  number  of  lines  of  magnetic  force 
passing  through  the  circuit.  Every  line  of  magnetic  force  is 
a closed  loop  or  continuous  line,  and  if  we  set  out  at  any  point 
on  a line  of  magnetic  force  and  travel  forwards  along  that  line 
we  shall  come  back  to  that  same  point  again.  If  this  line  of 
force  is  originated  by  a permanent  magnet  or  an  electromagnet, 
then  part  of  our  journey  will  be  performed  through  the  iron  or 
steel  and  part  through  the  air  or  other  diamagnetic  surround- 
ing it.  If,  then,  a closed  conducting  circuit  is  so  situated  that 
the  line  of  force  considered  passes  through  it  or  is  linked  with 
it,  the  line  of  force  and  the  closed  circuit  form,  as  it  were,  two 
links  of  a chain,  and  cannot  be  sex)arated  except  by  pulling 
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one  through  the  other  (Fig.  1).  When  they  are  so  pulled 
through  one  another  the  line  of  force  “ cuts  ” and  is  cut  by 
the  circuit.  The  number  of  lines  of  force,  therefore,  which  at 
any  instant  are  linked  with  a given  circuit  represent  poten- 
tially the  greatest  amount  of  “ cutting  ” possible.  The  exist- 
ence of  lines  of  magnetic  force  linked  with  the  circuit  is  an 
essential  antecedent  to  the  appearance  of  a current  of  induction 
in  that  circuit  when  removed  from  the  magnetic  field.  At 
a later  stage  of  his  investigations  Faraday  was  able  to  modify 
his  earlier  notions  of  the  electrotonic  state,  and  learnt  to  look 
on  the  induced  current  appearing  under  these  circumstances  as 
due  not  to  a state  of  things  in  the  circuit,  but  to  a condition 
of  things  outside  the  circuit,  or,  more  precisely,  to  the  relation 
in  which  the  circuit  stands  to  the  magnetic  field  of  force 
around  it. 


In  the  28th  and  29th  series  of  his  “ Experimental  Re- 
searches,” Faraday  exhausted  all  possible  means  of  experi- 
ment in  proving  that  this  conception  of  the  linking  or  un- 
linking of  loops  of  force  and  loops  of  conducting  circuits  was 
an  unerring  guide  to  the  solution  of  all  problems  of  electro- 
magnetic induction.  The  circuit  being  given,  he  was  able  to 
show  by  a course  of  rigid  demonstration  that  the  process  of 
linking  with  it  a loop  of  magnetic  force  was  always  accompanied 
by  the  passage  of  a wave  of  current  round  the  circuit  in  one 
direction,  and  the  unlinking  was  invariably  associated  with  the 
flow  of  an  opposite  pulsation  of  electricity.  Moreover,  and 
most  important  of  all,  he  built  up  a quantitative  conception 
around  the  term  “ a line  of  magnetic  force,”  so  that  it  came  to 
him  to  mean  not  merely  a geometrical  line  or  a direction,  but 
a definite  physical  magnitude,  which  represented  the  product  of 
a certain  area  of  space,  and  a certain  mean  intensity  of  mag- 
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netic  force  over  that  area.*  Armed  with  this  idea,  he  proceeded 
to  show  that  the  quantity  of  electricity  represented  by  each 
•current  of  induction  is  the  numerical  equivalent  of  the  “ number 
of  lines  of  force  ” which  are  linked  or  unlinked  with  the  circuit 
by  any  operation.  He  found  that  this  hypothesis  never  failed 
to  enable  him  to  render  a satisfactory  and  a logical  explanation 
of  all  his  results,  and  with  this  clue  in  hand  he  could  find  his 
way  about  amidst  the  entanglements  of  experimental  inquiry, 
and  return  always  from  each  fresh  excursion  after  fact  with 
new  confirmation  of  its  consistency,  and  with  fresh  power  to 
predict  the  results  of  other  experiments. 

So  strong  became  at  last  his  conviction  that  these  lines  of  force 
could  hardly  have  such  powers  if  they  were  mere  geometrical 
•conceptions,  like  lines  of  latitude  and  longitude,  that  he  gives 
expression  to  it  by  speaking  of  them  as  physical  lines  of  force. 
He  intends  to  imply  that  he  thinks  “ a line  of  force  ” must  be 
taken  to  be  a definite  action  going  on  in  a certain  region  of 
space,  and  that,  whatever  may  be  its  real  nature,  we  must  accord 
to  it  a definite  physical  character  in  some  sort  or  sense,  as  much 
as  we  do  an  electric  current  of  unit  strength  flowing  along  a 
prescribed  circuit.  Faraday  was  not  a professed  mathematician, 
and  it  was  perhaps  fortunate  that  his  inability  to  employ  the 
mechanical  aid  of  symbolic  reasoning  forced  him  to  make  clear 
to  himself  each  step  by  experimental  demonstration.  He  was 
thereby  compelled  to  keep  to  the  main  track  of  discovery,  and 
prevented  from  deviating  into  the  more  abstract  lines  of  thought. 
The  special  abilities  of  Kelvin  and  Helmholtz,  and  subse- 
•quently  those  of  Clerk  Maxwell,  were,  however,  directed  to  the 
•complete  elucidation  of  these  conceptions  of  Faraday,  and  the 
great  treatise  of  Maxwell,  as  he  himself  has  stated,  was  under- 
taken mainly  with  the  hope  of  making  these  ideas  the  basis  of  a 
mathematical  method.  The  one  cardinal  principle  which  may 
be  said  to  be  at  the  base  of  the  mode  of  viewing  electrical  and 
magnetic  phenomena  introduced  by  these  investigators  is  the 
denial  of  action  at  finite  distances,  and  accounting  for  the 
phenomena  by  the  assumption  of  the  existence  of  a medium 

* Faraday’s  notion  of  “a  line  of  force”  was  at  first  merely  a geometrical 
conception,  representing  a certain  line  of  action,  but  bis  ultimate  applica- 
tions of  the  term  showed  that  he  had  come  to  think  of  it  as  a surface 
integral. 
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which  is  the  active  agent  in  the  transmission  of  energy  from 
one  place  to  another,  and  which  is  itself  capable  of  storing  up 
energy  in  a potential  and  kinetic  form. 

The  mathematical  methods  and  hypotheses  of  the  French 
school  of  physicists,  represented  chiefly  by  Ampere,  Arago, 
Poisson,  and  Coulomb,  consisted  in  the  assumption  that  material 
particles  in  special  states,  called  electric  and  magnetic,  could 
act  on  one  another  at  finite  distances  without  any  intervening 
mechanism  according  to  certain  laws  of  force  varying  with  the 
distance.  Faraday  may  be  said  to  have  raised  the  standard  of 
revolt  against  this  notion,  and  indeed  he  was  able  to  quote  in 
his  support  the  great  authority  of  Newton  in  rejecting  the  idea 
that  matter  could  act  on  matter  across  intervening  distance 
without  aid  from  any  mechanism.  He  never  considers  bodies 
as  existing  with  nothing  between  them  but  their  distance,  and 
acting  on  one  another  according  to  some  function  of  that  dis- 
tance. He  conceives  all  space  as  a field  of  force,  the  lines  of 
force  being  in  general  curved,  and  those  due  to  any  body  ex- 
tending from  it  on  all  sides,  their  direction  being  modified  by 
the  presence  of  other  bodies.  A magnet,  an  electrified  conductor, 
or  a wire  conveying  an  electric  current,  are  thus  the  focus  and 
source  of  a system  of  radiations  of  force  lines  or  loops  which 
are  to  be  thought  of  as  part  and  parcel  of  it.  This  force 
system  is  capable  of  deformation  or  change  by  the  presence  of 
other  bodies,  but  it  moves  with  the  magnet,  electrified  body,  or 
current-carrying  wire.  These  force  radiations  penetrate  sur- 
rounding bodies,  and  the  apparent  actions  between  bodies  at  a 
distance  are  in  reality  actions  due  to  immediate  action  of  the 
field  of  force  of  one  body  upon  the  other  at  the  place  where 
it  is.  Then  rises  for  solution  the  important  problem : What 
are  these  lines  of  force  ? Faraday  answered  the  question  by 
saying  that  they  consist  in  some  sort  of  operation  or  action 
going  on  in  a medium  along  certain  lines  or  axes,  and  Maxwell 
added  to  this  the  suggestion  that  the  electromagnetic  medium 
must  be  identical  with  the  medium  postulated  to  account  for 
the  phenomena  of  light. 

The  question  which  yet  remains  unanswered  is  : What  is 
the  nature  of  the  action  or  operation  along  certain  lines  in  this 
medium  which  causes  a line  of  force  to  exist  ? The  future  of 
electric  and  magnetic  investigation  will,  perhaps,  conduct  us 


HISTORICAL  INTRODUCTION. 


11 


step  by  step  to  the  solution  of  this  supremely  important 
problem. 

§ 3.  Henry’s  Investigations. — At  the  same  time  that  Fara- 
day was  pursuing  in  England  a career  of  triumphant  discovery 
in  the  field  of  electromagnetic  science  a young  philosopher  of 
hardly  less  intellectual  power,  but  more  limited  opportunities 
for  research,  was  following  hard  on  the  same  path  of  investi- 
gation in  America.  The  name  of  Joseph  Henry  is  one  which 
we  must  link  with  that  of  our  own  great  countryman  as  a co- 
worker, nay,  even  an  anticipator  in  some  things,  in  the  region 
of  fundamental  discovery  in  electromagnetism. 

To  Henry  clearly  belongs  the  credit  of  having  improved 
Sturgeon’s  electromagnet  by  substituting  for  the  single  layer 
of  copper  wire  wound  on  the  iron  horse -shoe  a spool  or  bobbin 
of  insulated  copper  wire.  By  this  means  he  made  what  he 
then  called  intensity  magnets,  or  electromagnets,  suitable  for 
excitation  by  an  intensity  battery  or  battery  of  many  cells. 
Henry  in  this  manner  constructed  in  1829  or  1830  a very  large 
electromagnet,  capable  of  supporting  a weight  of  6001b.  or 
7001b.  Before  having  any  knowledge  of  Faraday’s  experi- 
ments, and  guided  apparently  by  the  notion  that  as  electric 
currents  can  produce  magnetism,  so  magnetism  should  be  able 
to  generate  electric  currents,  Henry  experimented  as  follows: — 
A piece  of  wire  about  30ft.  long  and  covered  with  an  elastic 
varnish  was  closely  coiled  round  the  middle  of  the  soft  iron 
armature  of  this  large  electromagnet.  The  wire  was  wound 
upon  itself  so  as  only  to  occupy  about  lin.  in  length  of 
the  armature  which  was  Tin.  in  all  its  length.  The  ends 
of  this  wire  were  connected  by  long  copper  wires  with  a 
distant  galvanometer.  The  armature  with  its  coil  was  laid 
upon  the  poles  of  the  electromagnet,  and  the  galvanic  plates 
connected  with  the  helix  of  the  electromagnet  immersed  in  the 
trough  of  acid.  At  the  moment  of  immersion  the  needle  of 
the  galvanometer  was  seen  to  be  deflected  about  30deg.,  but  it 
immediately  returned  to  its  normal  position.  On  withdrawing 
the  battery  plates  from  the  acid  it  was  noticed  that  the  gal- 
vanometer needle  made  a sudden  deflection  in  the  opposite 
direction  of  about  20deg.  A similar  effect  was  produced  by 
pulling  off  or  putting  on  the  armature  whilst  the  magnet 
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remained  excited.  Henry,  in  his  account  of  this  experiment, 
says  : — “ From  the  foregoing  facts  it  appears  that  a current  of 
electricity  is  produced  for  an  instant  in  a helix  of  copper  wire 
surrounding  a piece  of  soft  iron  whenever  magnetism  is  induced 
in  the  iron,  and  a current  in  the  opposite  direction  when  the 
magnetism  ceases  ; also,  that  an  instantaneous  current  in  one 
or  other  direction  accompanies  every  change  in  the  magnetic 
intensity  of  the  iron.” 

This  very  lucid  statement  of  experiments,  made  probably  in 
x\ugust,  1831,  shows  that  Henry  was  at  least  an  independent 
discoverer  of  the  induction  of  electric  currents.  In  April,  1832, 
an  account  reached  him  of  Faraday’s  discovery  in  the  previous 
year,  and  Henry  then  repeated  his  former  experiments,  and 
was  able  by  means  of  larger  helices  of  wire  wound  on  the 
armature  of  his  electromagnet  to  greatly  increase  the  magni- 
tude of  the  induced  current.  Henry,  therefore,  not  only  dis- 
covered independently  the  facts  of  electromagnetic  induction, 
but  correctly  interpreted  them  as  well.  He  early  laid  a firm 
grasp  upon  the  essential  principles  involved,  and  he  came 
almost  within  reach  of  anticipating  that  discovery  which  is, 
and  will  remain,  the  crowning  glory  of  his  illustrious  rival. 
Between  1831  and  1840,  or  later,  Henry  continued  to  add 
fresh  knowledge  to  the  original  facts,  and  in  a later  chapter 
a description  will  be  given  of  his  important  investigations  on 
the  self  and  mutual  induction  of  conducting  circuits. 


CHAPTER  11. 


ELECTRO-MAGNETIC  INDUCTION. 

§ 1.  Magnetic  Force  and  Magnetic  Fields. — Certain  sub- 
stances, such  as  iron,  nickel,  cobalt,  steel,  and  some  of  their 
compounds,  particularly  a native  oxide  of  iron,  possess  peculiar 
physical  properties,  and  either  exist  in,  or  can  be  put  into,  a 
condition  in  which  they  are  said  to  be  magnetised.  When  in 
this  condition  they  exhibit  physical  qualities  which  are  called 
magnetic  properties,  the  most  obvious  of  which  is  the  power 
of  producing  attraction  and  repulsion  upon  other  magnetic* 
substances.  Some  bodies,  notably  hardened  steel,  can  acquire 
marked  permanent  magnetic  qualities.  The  neighbourhood 
round  these  bodies  when  in  this  state,  and  within  which  they 
exercise  these  actions,  is  called  a magnetic  field.  If  a small 
magnetised  steel  needle  is  suspended  freely  at  its  centre  of 
gravity  and  held  in  a magnetic  field  it  is  found  that  it  takes  up 
a certain  direction  under  the  influences  of  forces  acting  upon 
it.  If  disturbed  from  this  position  it  returns  to  it  again. 

It  is  found  that  there  is  a line  in  the  needle  round  which  it 
can  be  revolved  without  changing  the  set  of  that  line  when 
the  needle  is  left  free  to  obey  the  forces  acting  upon  it.  The 
direction  of  this  line  in  the  needle  is  called  its  magnetic  axis. 
Oersted  discovered  that  a magnetic  field  exists  in  the  neigh- 
bourhood of  a conductor  conveying  an  electric  current,  and 
that  it  imposes  a certain  directive  influence  upon  a magnetic 
needle  held  near  to  it.  If  a small  steel  magnetised  needle  is 
placed  in  any  region  containing  either  conductors  carrying 
electric  currents  or  substances  in  a permanent  magnetic  state 
it  is  found  that  at  every  point  of  the  field  the  magnetic  axis  of 
this  small  exploring  needle  takes  up  a definite  position  if  it  is- 
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freely  suspended  so  as  to  be  removed  from  the  influence  of 
gravity.  The  direction  so  assumed  by  its  magnetic  axis  is 
called  the  direction  of  the  magnetic  force  at  that  point.  The 
magnetic  force  has  at  every  point  in  the  magnetic  field  of 
these  active  agents  a certain  direction.  On  examining  the 
behaviour  towards  one  another  of  two  magnetised  steel  needles 
we  find  that  their  magnetic  properties  are  exhibited  chiefly  at 
the  two  extremities,  and  these  are  called  the  magnetic  poles. 
The  two  poles  of  a magnetic  needle  are  not  identical  in  quality. 
If  a uniformly  magnetised  steel  needle  is  broken  in  the  middle, 
the  ends  where  it  is  broken  immediately  become  new  magnetic 
poles,  whereas  before  rupture  that  portion  of  theneedle  exhibited 
no  apparently  active  magnetic  properties.  If  the  two  poles 
which  make  their  appearance  at  the  broken  ends  are  tested  it 
will  be  found  that  they  attract  one  another.  If  these  poles 
are  placed  one  centimetre  apart  and  the  force  with  which  they 
attract  one  another  measured  in  absolute  units,  the  square  root 
of  the  number  which  expresses  this  attraction  is  called  the 
numerical  value  of  the  strength  of  these  poles.  Hence,  a unit 
magnetic  pole  is  a pole  which  at  a unit  of  distance  attracts 
another  unit  pole  of  opposite  kind  with  a unit  of  force.  The 
earth  as  a whole  is  a magnetic  body,  and  if  a small  magnetic 
needle  is  freely  suspended  at  its  centre  of  gravity,  its  magnetic 
axis  assumes  a certain  position  at  each  point  on  the  earth’s 
surface  which  is  called  the  direction  of  the  terrestrial  magnetic 
force  at  that  point.  The  pole  of  the  needle  which  points  in 
our  latitude  in  any  direction  north  of  the  true  east  and  west 
line  is  called  the  north  pole  or  north-seeking  pole  of  the 
needle.  If  we  take  a very  long  thin  magnetised  needle, 
called  for  shortness  a magnetic  filament,  we  can  employ  one 
pole  of  it,  say  the  north  pole,  for  exploration  in  a field,  whilst 
the  other  pole  is  so  far  removed  as  not  to  be  affected.  If  such 
a pole,  called  for  shortness  a free  north  pole,  is  placed  in  any 
magnetic  field  it  is  acted  upon  by  the  magnetic  force  and 
urged  to  move  in  the  direction  of  this  force.  If  this  free 
north  pole  is  a pole  of  unit  strength,  then  the  force  dynami- 
cally measured  in  absolute  units  which  acts  upon  it  is  called 
the  numerical  measure  of  the  magnetic  force  at  that  point. 

The  direction  in  which  a free  north  pole  tends  to  move 
is  called  the  positive  direction  of  the  magnetic  force  at  that 
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point.  The  magnetic  force  at  any  point  in  the  magnetic 
field  of  magnetic  bodies,  whether  magnetised  substances  or 
conductors  conveying  electric  currents,  is  thus  a quantity 
which  has  direction  as  well  as  magnitude,  and  we  have 
defined  above  how  both  of  these  can  be  measured.  By 
means  of  a free  north  magnetic  pole  of  unit  strength  we 
may  thus  explore  and  define  a magnetic  field  at  every  point. 

A magnetic  field  in  which  the  magnetic  force  is  the  same 
in  magnitude  and  direction  at  every  point  is  called  a uniform 
magnetic  field.  The  magnitude  of  the  magnetic  force  at 
any  point  is  a measure  of  the  strength  of  the  magnetic  field 
at  that  point. 

There  are  several  simple  and  yet  important  cases  in  which 
it  is  possible  to  calculate  the  strength  of  the  magnetic  field 
or  the  magnetic  force  at  certain  assigned  points  in  the 
neighbourhood  of  conductors  conveying  electric  currents. 
The  pre-determination  of  the  field  strength  at  points  near 
to  magnets  and  conductors  conveying  electric  currents  is, 
generally  speaking,  except  in  these  simple  cases,  a very 
difficult  matter. 

The  Magnetic  Force  near  to  a verg  long  Straight  Wire 
conveying  an  Electric  Current. 

If  a current  flows  in  a thin  circular  wire  we  may  call  a 
very  short  length  of  this  conductor,  denoted  by  d s,  an 
element  of  the  circuit  or  of  the  current.  Ampere  showed 
by  a classical  series  of  experiments  that  the  magnetic  force 
due  to  an  element  of  a current  at  any  point  near  it  was 
numerically  equal  to  the  product  of  the  strength  of  the 
•current,  the  length  of  the  element,  and  the  sine  of  the 
angle  between  the  direction  of  the  element  of  the  circuit 
and  the  line  joining  the  centre  of  that  element  with  the  point, 
and  inversely  as  the  square  of  this  distance.  Thus,  ii  ds 
(Fig.  2)  represents  the  element  P of  a circuit  in  which  is 
flowing  a current  of  strength  I in  absolute  electromagnetic 
measure,  and  if  a is  the  angle  which  any  line  0 P makes  with 
the  direction  of  the  element,  and  r is  the  length  of  the  line 
OP,  then  the  magnetic  force  at  the  point  0 due  to  that 
element  of  the  current  is  numerically  equal  to 

Ids  sin  a 
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and  this  force  is  in  a direction  at  right  angles  to  the  plane 
containing  the  element  of  the  circuit  and  the  line  joining  it  to 
the  given  point.  Starting  with  this  fundamental  law,  we  can 
deduce  expressions  for  the  strength  of  the  magnetic  field  due 
to  currents  flowing  in  conductors  of  certain  forms  at  certain 
assigned  points.  Consider,  for  instance,  a very  long,  practically 
infinite  straight  wire  in  which  a current  is  flowing,  the  return 


ds  P 


wire  being-  at  a very  great  distance.  Take  any  point  P in  the 
neighbourhood  of  this  conductor  (Fig.  3).  It  is  required  to 
find  the  magnetic  force  at  the  point  P.  Draw  P M perpen- 
dicular to  the  wire  from  P.  Let  N N'  be  any  element  of  the 
conductor.  Then  the  magnetic  force  at  P due  to  the  element 
d s = N N'  of  the  conductor  is  in  a direction  at  right  angles  to 
the  plane  of  the  paper,  and  if  the  length  N P is  called  r and 


Fig.  3. 


the  angl^  P N M is  called  a,  the  magnetic  force  at  P due  to  the 
element  N N'  is  equal  numerically  to 

j (Z  s sin  CL  (I) 

where  I is  the  current  flowing  in  the  element.  Let  P M be 
denoted  by  p.  In  order  to  find  the  magnetic  force  due  to  the 
whole  wire  at  P w^e  have  to  integrate  the  above  expression 
throughout  the  whole  length  of  the  wire.  To  do  this  we 
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transform  it  as  follows : — Let  the  angle  M P N = then  N P N' 

is  the  increment  of  this  angle,  call  it  d 9.  From  the  geometry 

of  the  figure  it  is  easily  seen  that  sin  a = cos  0,  and  that  when 

, . „ ds  r ds  dO 

ds  very  small  — ^ = _ or  -—  = — . 

riie  p ?-2  p 


Hence  substituting  these  values  for  sin  a and  ds/r^  in  equation 
(1),  we  have  as  the  expression  for  the  value  of  the  magnetic 
force  at  P,  due  to  the  element  N N'  of  the  current,  the  formula 


dF  = l 


cos  Odd 

p 


The  magnetic  force  due  to  the  whole  infinitely  long  straight 
current  is  obtained  by  integrating  this  expression  between  the 

limits  ^ = 0 and  ^ ^ and  then  doubling  this  value.  Hence 

2 


the  magnetic  force  of  the  whole  wire  at  P is  equal  to 

— fl  DOS  6(10  =— (2) 

P Jo  P 


In  other  words,  the  magnetic  force  at  any  point  due  to  the 
current  I flowing  in  an  infinitely  long  straight  conductor  is 
in  magnitude  inversely  proportional  to  the  perpendicular  dis- 
tance of  the  point  from  the  wire  ; and,  as  regards  direction,  it 
is  everywhere  perpendicular  to  the  plane  containing  the  wire, 
and  the  perpendicular  let  fall  on  it  from  the  given  point.  This 
conclusion  was  experimentally  verified  by  Biot  and  Savart  by 
vibrating  a small  magnetic  needle  at  different  distances  from 
a long  straight  current,  and  counting  the  square  of  the  number 
of  oscillations  in  a given  time  made  by  the  said  small  needle 
in  these  different  positions.  If  the  current  in  the  wire  is 
measured  in  amperes,  then,  since  ten  amperes  equal  one 
unit  current  in  absolute  electromagnetic  measure,  and  if  A 
is  the  current  so  measured  in  amperes,  the  magnetic  force  at 
any  point  p centimetres  from  the  wire  is  equal  to 
2 1 A 

10  JO  bp 

Thus  the  magnetic  force  due  to  a current  of  one  ampere 
flowing  in  a long  straight  wire  at  a point  one  centimetre  from 
the  wire  is  equal  to  one-fifth  of  a unit  of  magnetic  force.  This 
is  nearly  equal  to  the  value  of  the  earth’s  horizontal  magnetic 
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force  in  England.  It  will  be  seen  that  the  magnetic  force  due 
to  powerful  currents  in  long  straight  cables  may  be  sensible  at 
points  very  far  removed  from  the  cable.  This  magnetic  force 
is  at  every  point  perpendicular  to  the  conductor,  and  hence  the 
direction  of  the  force  of  such  a straight  conductor  must  be 
everywhere  a tangent  to  a circle  drawn  round  the  wire  with 
its  plane  perpendicular  to  the  axis  of  the  wire  and  its  centre 
in  that  axis.  Hence  a freely  suspended  magnetic  needle  tends 
to  stand  perpendicular  to  a straight  conductor  when  this  last 
is  traversed  by  a current.  If  a magnetic  pole  of  strength  m is 
placed  at  any  point  in  the  field  of  such  a straight  conductor 
the  magnetic  force  tends  to  drive  the  pole  in  a circle  round  the 

wire  with  a force  equal  to  — dynamical  units  or  dynes, 


where  p is  the  distance  of  the  pole  from  the  axis  of  the  wire 
and  I is  the  absolute  value  of  the  current  flowing  in  it.  It 
follows  that  the  lines  of  magnetic  force  of  such  a linear  current 
are  circles  described  round  the  wire  with  planes  perpendicular 
to  it  and  centres  in  the  axis  of  the  wire.  Oersted  was  aware 
of  this  fact,  and  he  expressly  says,^'  “The  electric  conflict” 
(that  is,  magnetic  field)  “ performs  circles  round  the  wire.” 

We  may  next  proceed  to  determine 


The  Magnetic  Force  at  the  Centre  of  a Circular  Current. 

If  a thin  wire  is  bent  into  a circle,  and  a current  of  strength 
I is  sent  round  it,  the  magnetic  force,  estimated  at  the  centre 
of  the  circle,  due  to  each  element  of  the  length  of  the  current, 
is  in  a direction  at  right  angles  to  the  plane  of  the  circle.  Let 
ds  be  an  element  of  length  and  let  r be  the  radius  of  the 
circular  wure,  then  the  magnetic  force  due  to  ds  at  the  centre 

But,  since  the  force  due  to  each  element  is 


• 1 1 I d s 

IS  equal  to  — ^ 

j.j 


the  same,  the  magnetic  force  due  to  the  whole  length  of  the 
circular  wire  is  equal  to 

27rlr  27rl 

E” 

If  the  current  is  measured  in  amperes  and  denoted  by  A, 
then  the  magnetic  force  at  the  centre  of  the  circular  current  is 

w 

5 r 
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This  magnetic  force  at  the  centre  of  a circular  current  is  in 
a direction  perpendicular  to  the  plane  of  the  circle.  If  the 
circular  current  consists  of  a current  of  A amperes  flowing 
in  a very  thin  wire  wound  n times  round  a circular  groove  of 
mean  radius  r,  then  the  magnetic  force  at  the  centre  is 
equal  to 

(5) 

The  expression  for  the  magnetic  force  at  a point  in  the  plane 
of  the  circle  not  in  the  centre  is  less  simple  {see  Appendix, 
Note  A). 

The  Magnetic  Force  due  to  a Circular  Current  of  n turns  at  a 
point  on  its  axis  out  of  its  own  plane. 

The  third  case  of  importance  is  to  find  the  value  of  the 
magnetic  force  due  to  a circular  current  at  a point  on  a line 


x 


drawn  through  its  centre  and  perpendicular  to  its  plane.  Let 
the  circular  current  be  X Y Z (Fig.  4),  and  let  P be  any 
point  on  a line  0 P drawn  through  the  centre  0 and  perpen- 
dicular to  the  plane  of  X Y Z.  The  magnetic  force  at  P, 
due  to  an  element  ds  of  the  circuit  at  X,  acts  along  a line 
perpendicular  to  X P,  and  is  in  the  plane  of  X 0 P.  If  r 
stands  for  0 X,  and  x for  0 P,  the  magnetic  force  due  to  the 
element  ds  at  P resolved  in  the  direction  0 P is  equal  to 

Ids 

. TV—, — sin  X P 0, 

(?'2  -1-  x^)  ’ 

where  I is  the  strength  of  the  current  in  the  element.  The 
above  is  equal  to 


I r ds 


c 2 
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and  hence  the  magnetic  force  due  to  one  whole  turn  of  the 
conductor  is  equal  to 

I 27rr2 

(,.2 

If  the  circuit  makes  n turns,  the  magnetic  force  at  P,  due 
to  the  current  I flowing  n times  round  the  circular  conductor 
X Y Z estimated  in  the  direction  0 P,  is  equal  to 

27r??I_ — ? (6) 

/ 9 0\  3 ' ' 

This,  then,  is  the  expression  for  the  magnetic  force,  due  to 
a circular  current  of  n turns  at  a point  on  its  axis  but  outside 
of  its  own  plane.  The  calculation  of  the  magnetic  force  due 
to  the  circular  currrent  at  points  other  than  those  on  the  axis 
OP,  is  a much  more  difficult  matter.  In  the  above  formula  I 
is  measured  in  the  electromagnetic  units.  If  the  current  is 
measured  in  amperes  and  denoted  by  A,  then  (6)  becomes 

(7) 

• 5 (,.2  + ^.2)^ 

The  above  expression  may  be  put  into  another  useful  form. 

,.2 

Since 


^*2 


+ 


is  the  differential  with  respect  to  x of 


X 

J 7-2  + x‘^ 

which  last,  as  can  be  seen  from  Fig.  4,  is  equal  to  cos  XP  0, 
we  may  write  (7)  in  the  form 

^ A A (cos  (9),  ....  (8) 

5 ax 

where  6 stands  for  the  angle  X P 0. 


The  Magnetic  Force  due  to  a long  closely -coiled  Helical  Current 
at  pointi  on  the  axis  near  the  centre. 

Another  useful  case  in  which  it  is  possible  to  calculate  the 
magnetic  force  due  to  a current  is  in  the  case  of  points  in  the  in- 
terior of  a very  long  closely-coiled  helical  current  called  a sole- 
noid. Such  a case  is  practically  realised  by  coiling  insulated 
wire  round  a tube.  Let  the  length  of  the  helix  be  Z,  and  let 
there  be  N turns  of  wire  per  unit  of  length.  Then  if  a slice  of 
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this  helix  is  considered  of  thickness  d cc,  the  number  of  turns  of 
wire  in  this  slice  is  N d x.  Let  a current  I flow  through  the 
wire.  Take  a point  on  the  axis  of  the  helix  somewhere  near 
the  centre  {see  Fig.  5),  and  take  any  element  of  length  of  the 
helix  at  a distance  x from  this  point.  Then  by  (8)  the  mag- 
netic force  due  to  this  element  of  length  of  the  helix  at  the 
point  P is 

O ' AT  T d COS  0 j /Cl\ 

2 TT  JN  1 dx, (U) 

d X 

where  0 is  the  angle  0 P X. 

Let  the  slice  of  the  helix  be  taken  at  successive  distances 
from  the  point  P,  beginning  with  a;  = 0 and  ending  with  the 
end  of  the  helix.  The  sum  of  all  the  magnetic  forces  due  to 
each  element  of  the  helix  to  the  left  of  the  point  P is  then 
equal  to  the  integral  of  (9)  taken  between  the  limits  0 = 9Odeg. 
or  cos  ^ = 0 and  0=6^,  where  6^  is  the  angle  O' P X',  or  the 
angle  subtended  by  half  the  mean  diameter  of  the  end  of  the 


Fig.  5. 


helix  at  the  point  P.  Similarly,  to  obtain  the  whole  force  at  P 
due  to  the  elements  of  the  helix  lying  to  the  right  of  P we  have 
to  integrate  (9)  from  ^ = 0 to  ^ where  6^  is  the  angle  sub- 
tended by  half  the  aperture  of  the  other  end  of  the  helix  at  P. 
Adding  these  forces  together  we  have  as  value  of  the  whole 
magnetic  force  of  the  whole  helix  at  P the  expression 

F = 27r  N I (cos  6^  -f  cos  6^. 


If  the  helix  is  so  long  that  the  half  diameter  of  the  aperture  of 
the  ends  of  the  helix,  as  seen  from  the  point  P,  is  practically 
zero,  then  6^  and  9^  are  both  practically  zero,  and  therefore 
cos  cos  9^  = ^,  nearly,  or 

F = 47rNI (10) 


The  magnetic  field  at  P is  then  equal  to  Itt  times  the  absolute 
current-turns  per  unit  of  length.  If  the  current  is  measured 


2 2 

in  amperes,  the  force  is  equal  to  -ttN  A,  or  to  -tt  times  the 

5 5 


22 


BLECTRO-MAGNETIG  INDUCTION. 


1*25,  the  approximate  practical  rule  for  the  magnetic  force 
in  the  neighbourhood  of  the  centre  of  a long  helix  of  this  kind 
is  that  the  magnetic  force  is  numerically  equal  to  IJ  times 
the  ampere-turns  per  unit  of  length  of  the  helix.  The  above 
formula  is  only  strictly  true  for  points  on  the  axis  of  the  helix 
and  for  helices  very  long  compared  with  their  diameters.  It 
is  very  nearly  true  for  all  points  in  the  interior  of  a fairly  long 
helix.  Thus,  for  instance,  if  the  helix  is  twelve  diameters 
long,  the  magnetic  force  in  the  interior  throughout  one  quarter 
of  its  length  on  either  side  of  the  central  point  does  not  differ 
by  much  more  than  one  per  cent,  from  the  value  it  has  at  the 
central  point.  Hence  this  fact  presents  us  with  an  easy  and 
practical  method  of  procuring  a magnetic  field  of  known 
strength.  On  a long  pasteboard  or  metal  tube  provided 
with  cheeks  wind  covered  copper  wire  carefully  and  evenly 
in  any  number  of  layers.  Count  the  turns  and  layers  of 
wire,  and  measure  the  length  between  the  cheeks ; this 
gives  us  the  turns  per  unit  of  length.  Then  pass  a known 
current  through  the  wire,  and  calculate  by  formula  (10)  the 
field  at  the  centre.  The  coil  should  be  at  least  twelve 
diameters  long.  We  may  approximately  apply  (10)  to  calcu- 
late the  magnetic  force  in  the  interior  of  such  long  bobbins 
as  are  used  in  winding  the  field-magnets  of  dynamos.  The 
magnetic  force  in  the  interior  of  a long  bobbin  is  strongest  in 
the  centre  of  the  bobbin,  and  falls  off  towards  either  end, 
and  it  is  slightly  stronger  at  points  nearer  the  wire  than 
on  the  central  axis  even  at  the  centre.  The  complete 
calculation  of  the  field  at  any  point  in  the  interior  or 
exterior  of  a not  very  long  helix  is  a rather  difficult  matter, 
but  the  above  formula  (10)  will  be  sufficient  for  most  practical 
purposes. 

A final,  practical,  and  useful  case  is  that  of  the  predetermina- 
tion of  the  magnetic  force  in  the  interior  of  a circular  closed 
solenoid  or  endless  helical  current.  Let  a wooden  ring  of 
circular  cross-section  be  wound  over  closely  with  insulated 
wire  so  that  the  turns  of  the  wire  are  contiguous  and  one 
or  more  layers  are  put  on.  This  is  called  a circular  solenoid, 
and  we  can  calculate  the  magnetic  force  for  points  in  the 
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interior  when  the  circular  solenoid  is  traversed  by  a current. 
Let  R be  the  mean  radius  of  the  solenoid,  and  a that  of  the 
mean  circular  section.  If  the  wire  is  wound  in  one  layer 
on  a wooden  ring,  then  a will  be  the  mean  between  the 
half  diameter  of  the  section  of  the  ring  and  the  half  diameter 
measured  over  all  after  the  wire  is  wound  on  it. 

The  magnetic  force  is  not  the  same  at  all  points  over  the 
circular  cross-section  of  the  solenoid.  To  find  out  Avhat  it  is 
at  any  point  we  may  proceed  as  follows  : — A solenoid  of  any 
size,  meaning  by  that  a spiral  current  with  turns  closely 
adjacent,  is  electrically  equivalent  to  a bundle  of  elementary 
solenoids  or  spiral  currents  of  exceedingly  small  cross-section. 
Consider  such  a very  small-sectioned  solenoid,  which  may  be 
called  a spiral  filament.  It  may  be  obtained  in  practice  by 
winding  insulated  wire  of  small  size  on  a very  fine  knitting 
needle  as  a core,  and  then  withdrawing  the  needle.  The  section 
of  this  solenoid  being  very  small,  the  magnetic  force  in  its 
interior  is  everywhere  nearly  the  same  over  the  cross-section, 
and  if  the  spiral  is  long  the  force  in  the  centre  in  the  interior 
is  equal  to  47^7^I,  where  I is  the  absolute  current  flowing 
in  the  wire,  and  n is  the  number  of  turns  per  unit  of  length. 
Let  this  long  elementary  solenoid  be  bent  round  into  a circle 
so  as  to  form  a closed  or  endless  solenoid,  let  x be  the  mean 
radius  of  the  circle  which  it  forms  and  let  n■^^  be  the  number 
of  turns  of  wire  of  the  spiral  in  an  arc  of  the  solenoid  equal 
to  one  unit  angle  in  circular  measure.  Then,  the  number 
of  turns  per  unit  of  length  of  the  spiral  being  n,  we  have 
nx  = n^,  and  we  may  write  the  expression  for  the  magnetic 
force  in  the  interior  of  the  solenoid  as 


Itt  I 

X 


(11) 


A little  consideration  will  then  show  that  the  magnetic  effect 
of  any  circular  solenoid  must  be  the  same  as  that  of  a bundle 
of  elementary  solenoids,  so  wound  and  arranged  as  that  the 
number  of  turns  of  wire  of  each  spiral  per  length  of  arc 
subtending  one  unit  angle  in  circular  measure  is  the  same. 
The  magnetic  force  in  the  interior  of  the  circular  solenoid 
at  any  point  in  the  cross-section  is  then  equal  to  the  product 
of  47r7ij  I,  and  the  reciprocal  of  the  perpendicular  distance 
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of  this  point  from  the  axis  of  the  circular  solenoid.  The 
force  over  the  cross-section  is  not  uniform,  but  has  a 
particular  value  for  every  point,  but  the  same  value  at  all 
points  at  an  equal  radial  distance  from  the  axis  of  the 
circular  solenoid  or  ring  coil. 

§2.  Magnetomotive  Force  and  Magnetic  Induction. — We 

have  in  the  foregoing  section  defined  magnetic  force,  and 
shown  how  it  can  be  determined  in  a few  simple  cases  from 
a fundamental  principle.  If  any  line  is  drawn  in  a magnetic 
field  of  force,  and  we  sub-divide  this  line  into  very  small 
elements  of  length,  and  estimate  the  magnitude  of  the  mag- 
netic force  at  the  centre  of  each  element  resolved  in  the 
direction  of  this  element,  and  then  sum  up  all  the  products 
obtained  by  multiplying  the  length  of  each  element  by  the 
strength  of  the  magnetic  force  along  its  direction,  we  obtain 
the  line  integral  of  magnetic  force  along  that  line.  This  is  also 
called  the  mag^ietomotive  force  along  that  line. 

In  mathematical  language,  if  H is  the  magnetic  force  at  any 
point  on  the  line,  and  d the  angle  this  force  makes  with  the 
line  and  d s,  an  element  of  length  of  that  line  at  that  point,  then 

J H cos  0 ds  is  the  line  integral  of  magnetic  force  along  that 

line.  From  the  definition  of  magnetic  force,  it  is  clear  that 
this  line  integral  is  the  ivork  done  in  carrying  a free  unit 
magnetic  pole  along  that  line.  This  magnetomotive  force 
along  a line  is  likewise  called  the  difference  of  magnetic  potential 
between  the  two  ends  of  the  line.  In  those  cases  in  which  the 
magnetic  force  has  a uniform  value  and  is  in  the  direction  of 
the  path  chosen,  it  becomes  a simple  matter  to  calculate  the 
magnetomotive  force  along  that  line,  for  it  is  the  simple 
product  of  the  numerical  values  of  the  magnitude  of  the 
magnetic  force  and  the  length  of  the  line. 

Let  us  consider  two  simple  cases.  First,  when  the  line  integral 
is  taken  along  a closed  line  or  loop  in  a magnetic  field  drawn 
in  air  or  other  non-magnetic  medium,  but  not  linked  with 
or  encircling  a circuit  conveying  a current.  In  this  case  the 
value  of  the  line  integral  is  zero,  because  no  work  is  done  in 
carrying  a free  pole  around  a closed  path  in  an  air  field. 
Second,  when  the  line  integral  is  taken  along  a path  which  is 
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a closed  loop,  and  which  surrounds  or  is  linked  with  a circuit 
conveying  an  electric  current.  Consider  the  simplest  case. 
Let  a straight  wire  convey  an  electric  current  C,  the  return 
being  at  a great  distance.  Describe  a circular  line  round  the 
wire  at  a distance  r from  the  axis  of  the  wire.  The  length  of 
this  line  is  27r  r ; the  magnetic  force  at  a distance  r from  a 
2 C 

straight  wire  is  — units  ; and  the  line  integral  along  this 
r 

20 

line  is  27r  r x - = 47r  C.  Hence  the  line  integral  of  the 

magnetic  force  taken  once  round  the  circuit  is  47r  times  the 
total  current  through  the  line  of  force.  This  can  be  shown 
to  be  generally  true,  and  is  the  general  relation  between 
magnetic  force  and  current.* 

If  a looped  line  is  taken  through  a helical  current  which 
links  itself  round  the  line  n times,  then,  if  A amperes  traverse 
the  conductor,  the  total  quantity  of  current  flowing  through 
the  loop  is  7^  A (equal  to  the  ampere-turns),  or  in  absolute 
• 72'  A.  • • 

C.G.S.  measurement  is  - — ; hence  the  line  integral  of  the 
10 

magnetic  force  taken  along  any  closed  line  threading  n times 

47r 

through  the  circuit  of  a current  A is  — A,  or  1;^  times  the 
ampere-turns  of  the  current  which  are  linked  with  the  closed 

47r  , 

line.  It  is  useful  to  remember  that  the  value  of  — is  very 
nearly  1*25. 

We  have  here  introduced  the  student  to  the  notion  of  a 
line  integral.  Another  similar  mathematical  idea  which  has 
to  be  grasped  is  that  of  a surface  integral.  If,  in  any  field  of 
magnetic  force,  we  describe  a surface  of  any  form  bounded  by 
a closed  line,  the  magnetic  force  at  all  points  of  this  surface 
will  have  a certain  value,  call  it  H.  Let  the  surface  be 
supposed  to  be  divided  in  a number  of  very  small  elements 
of  surface  each  equal  to  cf  S.  At  the  centre  of  each  element 
estimate  the  value  of  the  magnetic  force  perpendicularly  or 
normally  to  that  element,  take  the  product  of  the  value  of 
this  normal  value  and  that  of  the  element  of  area.  If  6 is 
the  angle  between  the  direction  of  the  force  and  that  of  the 

* See  Electrician,  Vol.  X.,  p.  7 : Mr,  Oliver  Heaviside  on  “ The  Relation 
between  Magnetic  Force  and  Electric  Current.” 
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normal  to  the  surface,  then  the  product  of  the  normal  force, 
or  H cos  6 and  cZ  S is  to  be  taken  for  all  elements  of  the 
surface.  The  sum  of  all  such  products  is  called  the  surface 
integral  of  the  force,  and  is  expressed  in  mathematical  language 
by  the  integral /H  cos  B d^. 

This  is  also  called  the  flux  of  the  force  through  the  area,  for 
if  we  suppose  that,  instead  of  dealing  with  magnetic  force,  we 
were  considering  the  velocity  of  a moving  fluid,  the  surface 
integral  of  the  velocity  over  any  area  would  represent  the 
whole  quantity  of  liquid  which  flows  in  one  second  through 
the  line  bounding  the  area  or  the  flux  of  the  fluid. 

Returning  to  the  measurement  of  magnetomotive  force,  the 
reader  will  notice  that,  as  a consequence  of  the  above  general 
theorem,  in  those  cases  in  which  we  are  dealing  with  the 
magnetic  force  due  to  a spiral  current  or  solenoid  making  a 
number  of  turns  round,  or  linkages  with,  the  line  of  the 
magnetomotive  force,  the  measurements  of  this  magneto- 
motive force  is  practically  made  in  ampere- turns,  or  by  the 
products  of  the  number  of  turns  of  the  wire  and  the  ampere 
current  conveyed  by  it. 

Owing  to  the  fact  that  the  circumference  of  a circle  is  27r 

times  its  radius  in  length  we  get  a numeric  ^ introduced 

which  makes  the  magnetomotive  force,  measured  along  a 
line  linked  with  a line  of  current  making  n turns  round  it, 
numerically  equal  to  IJ  times  the  ampere-turns,  but  it  is  not 
difficult  to  remember  or  to  use  this  simple  factor. 

When  magnetomotive  force  acts  on  any  body,  whether 
magnetic  like  iron  or  non-magnetic  like  wood  or  air,  it 
produces  in  it  an  effect  called  magnetic  induction.  The  student 
must  think  of  magnetic  induction  as  something  which  is 
produced  by  magnetomotive  force,  just  as  electric  current 
is  produced  by  electromotive  force.  Magnetic  induction  is  a 
quantity  which  is  called  a flux,  and  the  magnetic  induction 
in  magnetic  bodies  results  from  magnetomotive  force  or 
difference  of  magnetic  potential,  just  as  the  flow  of  water 
results  from  difference  of  pressure  or  head  of  water,  and  the 
flow  of  electricity  in  conductors  from  difference  of  electric 
potential,  and  the  flow  of  heat  in  thermal  conductors  from 
difference  of  temperature. 
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The  quality  in  virtue  of  which  magnetomotive  force  can 
produce  magnetic  induction  in  a magnetic  body  is  called  its 
magnetic  inductivity,  or  magnetic  permeability.  A body  having 
large  permeability  is  one  in  which  a given  magnetic  force 
produces  a relatively  large  magnetic  induction.  Similarly, 
we  might  say  that  the  quality  of  bodies  in  virtue  of  which  a 
hydrostatic  force  or  pressure  produces  a flow  of  fluid  through 
them  is  called  their  porosity,  and  a very  porous  body  is  one 
in  which  a given  hydrostatic  pressure  produces  a relatively 
great  flow  of  liquid.  Quite,  similarly  we  define  electric  and 
thermal  conductivity  as  those  qualities  of  bodies  in  virtue  of  which 
electromotive  force  and  difference  of  temperature  produces 
in  them  electric  current  or  flow  of  heat.  Hence  magnetic 
permeability,  electric  conductivity,  thermal  conductivity, 
porosity,  and,  we  may  add,  specific  inductive  capacity,  in 
electrostatics  are  all  analogous  qualities  of  bodies  numerically 
capable  of  being  measured  which  are  of  importance  in  that 
they  determine  the  amount  of  the  fiax  produced  by  a unit  of 
force  of  the  corresponding  kind. 

The  magnetic  induction,  like  magnetic  force,  has  a definite 
direction  as  well  as  magnitude  at  every  point  where  it  exists* 
Both  magnetic  induction  and  force  belong  to  that  class  of 
quantities  which  in  mathematics  are  called  vector  quantities, 
and  possess  both  magnitude  and  direction.  In  order  to 
define  the  direction  and  amount  of  magnetic  induction  we 
fall  back  upon  the  fundamental  discovery  of  Faraday.  The 
ground  fact  of  all  his  investigations  is  that  if  a conducting 
circuit  is  placed  in  a field  of  magnetic  induction  any  change 
in  the  magnitude  or  strength  of  the  magnetic  induction 
will  create  an  electromotive  force  in  that  circuit  urging, 
or  tending  to  urge,  an  electric  current  round  it,  provided 
that  the  plane  of  this  circuit  has  any  but  one  particular 
direction.  We  may,  therefore,  use  a small  conducting  circuit 
to  explore  a field  of  magnetic  induction,  just  as  we  employed  a 
free  magnetic  pole  to  explore  a field  of  magnetic  force.  Let  a 
small  circular  conducting  circuit,  formed,  say,  of  one  turn  of 
very  thin  wire,  and  enclosing  one  unit  of  area,  be  placed 
in  a field  of  magnetic  induction.  Let  this  small  loop  or 
unit  circuit  be  held  in  various  positions,  and  let  changes 
be  made  in  the  induction  by  varying  the  magnetomotive 
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force.  It  will  be  found  that  there  is  a particular  position 
or  positions  of  the  circuit  in  which  no  change  in  the  strength 
of  the  induction  produces  any  electromotive  force  in  this 
small  circuit.  The  direction  of  the  induction  at  the  centre 
of  the  circuit  is  then  parallel  to  the  plane  of  the  circuit. 
The  axis  round  which  the  circuit  can  be  revolved  without 
affecting  this  inactive  condition  of  the  circuit  is  the  direction 
of  the  induction  at  that  place.  Hence  we  can  map  out  at 
all  points  of  the  field  of  induction  the  direction  of  the  magnetic 
induction.  If  the  circuit  is  turned  into  any  other  position 
such  that  a change  in  the  induction  does  produce  an  electro- 
motive force  acting  in  the  circuit,  we  may  find  by  trial 
another  position  of  the  circuit  at  any  point  in  the  field  in  which 
the  total  suppression  of  the  induction,  or  its  instantaneous 
reversal  in  direction,  produces  the  maximum  electromotive 
force  in  the  circuit.  The  direction  of  the  induction  is  then 
normal  to  the  plane  of  that  exploring  circuit.  At  every 
point  in  the  field  of  induction  the  induction  has  a certain 
magnitude  as  well  as  direction.  If  we  suppose  any  plane 
surface  placed  normally  to  the  direction  of  the  induction  in  a 
field  of  uniform  induction,  the  product  of  the  strength  of  the 
induction  and  the  area  of  the  surface  is  called  the  total 
induction  through  that  area.  If  we  take  any  surface  placed 
in  any  position,  and  suppose  it  divided  up  into  small  elements 
of  surface  d S,  and  at  the  centre  of  each  element  of  the  surface 
estimate  the  magnitude  of  the  induction  in  a direction  normal 
to  the  surface  at  the  centre  of  the  element,  and  sum  up  all  the 
products  obtained  by  multiplying  the  normal  value  of  the 
induction  and  the  area  of  the  element,  the  sum  so  obtained  is 
called  the  surface  integral  of  induction.  If  we  draw  in  a field 
of  induction  a line  such  that  the  direction  of  its  tangent 
at  any  point  is  the  direction  of  the  induction  at  that  point, 
such  a line  is  called  a line  of  induction.  Suppose  a surface  of 
any  kind,  for  simplicity  a plane  surface,  placed  in  a field 
of  induction,  and  let  it  be  divided  up  into  small  areas  such 
that  over  each  of  them  the  surface  integral  of  induction  is 
equal  to  unity,  and  if  through  the  centre  of  each  of  these 
small  areas  we  draw  a line  of  induction,  then  we  may  make 
the  following  statements: — The  bounding  line  of  the  surface 
is  said  to  be  perforated  by  induction,  or  to  have  a fiux  of 
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induction  taking  place  through  it,  or  to  have  lines  of  induction 
passing  through  it.  Since  the  total  surface  integral  of  induc- 
tion through  this  surface  is,  by  definition,  equal  numerically  to 
the  number  of  lines  of  induction  passing  through  the  boundary 
of  the  surface,  we  may  also  speak  of  the  number  of  lines  of 
induction  passing  through  the  surface.  Faraday  used  the 
phrase  number  of  lines  of  magnetic  force  instead  of  induction. 
Hence  the  student  should  notice  that  the  following  expressions 
all  denote  the  same  thing  : 

1.  The  surface  integral  of  induction  over  a surface. 

2.  The  total  induction  through  the  surface  (Maxwell). 

3.  The  flux  of  induction  through  the  surface. 

4.  The  number  of  lines  of  induction  passing  through  the 
surface. 

5.  The  number  of  lines  of  force  (Faraday)  passing  through 
the  surface. 

If  a circuit  be  placed  normally  in  a field  of  uniform 
induction,  then  the  numerical  product  of  the  area  of  the 
circuit  and  the  strength  of  the  induction  gives  us  the  total 
induction  through  that  surface,  or  total  number  of  lines  of 
induction  (force)  passing  through  that  circuit. 

In  the  twenty-eighth  series  of  his  “Experimental  Researches 
on  Electricity,”  Faraday  examined  afresh  with  elaborate  care 
the  notion  of  lines  of  magnetic  force  which  had  guided  him 
at  all  stages  of  his  electromagnetic  discoveries.  He  there 
gathers  together  his  ideas  on  this  subject,  and  by  a series 
of  researches,  inimitable  for  physical  insight  and  exquisite 
experimental  skill,  he  has  shown  how  the  definition  of  a line 
of  force  or  induction  can  be  raised  from  a merely  qualitative 
or  directive  one  into  a quantitative  conception  by  which  not 
only  the  direction  but  the  magnitude  of  the  induction  can 
be  denoted.  Having  placed  clearly  before  his  mind  the  idea 
of  the  surface  integral  of  induction  or  the  total  induction 
through  any  surface  or  circuit  as  the  important  one  to  hold 
in  view,  he  proceeds  in  the  latter  part  of  his  investigations 
(§3,152  and  §3,199  “Exp.  Res.”)  to  show  experimentally 
that  when  any  closed  circuit,  such  as  a loop  of  wire,  is  placed 
in  a field  of  magnetic  induction,  and  if  in  any  way  the  total 
induction  through  that  circuit  is  changed,  there  is  a flow  of 
electricity  round  the  circuit,  and  the  total  quantity  so  set 
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flowing  is  proportional  to  the  conducting  power  of  the  circuit, 
and  to  the  change  in  the  total  magnetic  induction  passing 
through  it.  Employing  for  this  purpose  a ballistic  galvano- 
meter, or  a galvanometer  with  a needle  having  a long  periodic 
time  of  vibration  inserted  in  the  circuit,  he  placed  circuits 
of  various  forms  in  fields  of  induction,  and  exhausted  every 
possible  method  of  experimental  proof  that  in  every  case 
any  change  which  altered  the  total  induction  through  the 
circuit  was  accompanied  by  the  production  of  an  electro- 
motive force  in  the  circuit,  and  that  the  product  of  the  total 
quantity  of  electricity  so  set  in  motion,  and  the  number  repre- 
senting the  resistance  of  the  whole  circuit,  was  in  every  case 
proportional  to  the  change  in  the  total  induction  through 
the  circuit.  This  provides  us  with  the  means  of  defining 
the  strength  or  magnitude  of  induction  and  stating  what 
is  meant  by  a unit  of  total  induction. 

A unit  of  magnetic  induction  is  a flux  or  amount  of  induction 
such  that,  when  passing  through  or  linked  once  with  a circuit  of 
unit  resistance,  it  gives  rise,  if  suppressed,  to  a flow  of  a unit 
quantity  of  electricity  round  that  circuit. 

In  other  words,  the  above  is  the  definition  of  what  is 
meant  by  one  line  of  induction  (or  force),  linked  once  with 
a single  turn  of  a circuit  of  unit  resistance.  We  can  then 
define  the  meaning  of  the  term  density  of  magnetic  induction 
or  induction  density.  It  is  the  total  induction  through  a unit 
of  area  taken  normally  to  the  lines  of  induction  at  that  place. 
Instead  of  the  term  density  of  induction,  it  is  usual  to  speak 
simply  of  the  induction  at  any  point  in  a field  of  induction, 
or  the  number  of  fines  of  induction  (force)  passing  normally 
through  a unit  of  area. 

We  shall  employ  the  letter  B to  stand  for  the  induction  at 
any  point  in  a field  of  magnetic  induction.  Hence  in  the 
notation  of  the  difi'erential  calculus  d B will  stand  for  any 
small  change  in  the  induction.  Let  a circuit  formed  of  one 
single  turn  of  wire  whose  resistance  is  R be  placed  in  a 
uniform  field  of  induction  of  strength  B,  and  let  S be  the 
area  of  that  circuit  ; the  total  induction  through  the  circuit 
will  be  B S.  Let  the  induction  be  changed  by  an  amount 
d B,  then  the  total  induction  is  changed  by  an  amount 
d (B  S).  According  to  Faraday’s  experiments  the  change 
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will  set  a small  quantity  of  electricity,  which  may  be  denoted 
by  d q,  flowing  round  the  circuit,  and  we  have 
d(B  S)  = Bdq. 

If  the  whole  of  this  change  of  induction  takes  place  in  a 
very  short  interval  of  time,  which  may  be  denoted  by  dt, 
then  during  that  time  the  total  flow  of  electricity  is  equiva- 
lent to  an  average  current  of  strength  i,  and  we  have 

idt  = dq. 

Hence  also  c? (B  8)  = E^c?^. 

But  R i is  the  instantaneous  value  of  the  induced  electro- 
motive force  in  the  circuit ; let  this  be  denoted  by  e,  and 
we  have 

or  S^  = e (12) 

Therefore  the  magnitude  of  the  induced  electromotive  force 
in  the  circuit  is  at  any  instant  expresssed  by  the  time-rate 
of  change  of  the  total  induction  passing  through  the  circuit. 

If  we  bear  in  mind  clearly  the  meaning  which  Faraday 
attached  to  the  phrase  “a  line  of  force”  or  “the  number  of 
lines  of  force  ” as  expressing  the  total  induction  through  any 
area  or  conducting  circuit,  we  can  express  in  his  language 
the  above  fact  in  a statement  which  may  be  called  Faraday’s 
Law  of  Induction  ; it  is  as  follows  : — 

If  there  be  in  any  field  of  magnetic  induction  a circuit 
which  is  traversed  by  induction,  then  any  change  either 
of  the  size  or  position  of  the  circuit  or  of  the  direction  or 
strength  of  the  induction  which  changes  the  number  of  lines 
of  force  (induction)  passing  through  the  circuit  creates  an 
induced  electromotive  force  in  this  circuit  which  is  numeri- 
cally equal  at  any  instant  to  the  rate  of  change  in  the  number 
of  lines  of  force  (induction)  so  passing  through  it.  The 
above  defines  the  magnitude  of  the  electromotive  force  ; we 
have  next  to  define  its  direction  in  the  circuit.  To  do  this 
we  must  make  certain  conventions.  If  a watch-face  is  held 
in  front  of  the  observer,  then  the  q^ositive  direction  throur/h  that 
watch-face  is  away  from  the  observer,  and  the  positive  direction 
round  that  disc  is  in  the  direction  in  which  the  hands  rotate. 
The  connection  between  positive  direction  round  and  positive 
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direction  through  can  be  also  fixed  by  thinking  of  the 
direction  of  the  thrust  and  twist  of  a corkscrew  or  other 
right-handed  screw.  The  negative  direction  of  rotation  is 
therefore  the  counter-clockwise  direction. 

In  regard  to  the  direction  of  the  induced  electromotive 
force,  the  following  is  the  law  : — The  insertion  of  lines  of 
induction  into  a circuit  in  the  positive  direction,  or  the  in- 
crease of  positively-directed  lines  of  induction,  gives  rise  to 
negatively-directed  electromotive  force.  Let  the  reader  bear 
in  mind  the  following  rule : Imagine  a magnetic  north  pole 
and  a magnetic  south  pole  placed  opposite  to  each  other,  as  in 
the  case  of  a horse-shoe  magnet  or  dynamo  field-magnet. 
The  positive  direction  of  the  magnetic  force  in  the  interspace 
is  by  convention  from  the  north  pole  to  the  south  pole.  This 
field  of  force  creates  magnetic  induction  in  the  air-space, 
and  the  positive  direction  of  the  lines  of  induction  is  in  the 
same  direction  from  the  north  pole  to  the  south  pole  in  the 
air-space.  Place  a watch  (non-magnetic)  in  this  space  with 
its  watch-face  facing  the  north  pole ; the  watch-face  is 
traversed  by  a certain  flux  of  induction.  Let  the  rim  of  this 
face  be  thought  of  as  a conducting  circuit.  Then  demagne- 
tise the  magnets  or  withdraw  them  so  as  to  diminish  the 
induction  perforating  through  the  watch-face ; it  will  generate 
an  induced  electromotive  force  in  the  rim  which  will  tend  to 
set  an  induced  current  flowing  round  the  rim  in  the  direc- 
tion in  which  the  hands  of  the  watch  usually  rotate,  or  in 
the  positive  direction.  Hence  as  time  increases  induction 
diminishes,  and  we  get  positively -directed  electromotive  force. 
If,  then,  N represents  the  number  of  lines  of  induction  passing 

d N 

positively  at  any  instant  through  the  watch-face  and  - ^ 

the  rate  of  decrease  of  induction  at  any  instant,  since  this 
creates  positively-directed  electromotive  force,  we  must  write 


The  differential  coefficient  must,  therefore,  have  the  negative 
sign. 

The  above  rules  accordingly  settle  the  magnitude  and  the 
direction  of  the  induction  and  of  the  rate  of  change  of  induc- 
tion, and  hence  of  the  induced  electromotive  force. 
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§3.  The  Magnetic  Circuit.  — Magnetic  Resistance.  — We 

have  in  the  foregoing  section  defined  magnetic  force,  magneto- 
motive force,  and  magnetic  induction,  and  explained  how  they 
are  measured.  We  have  in  the  next  place  to  examine  the 
conditions  under  which  magnetic  induction  is  produced  by 
magnetomotive  force.  The  same  magnetomotive  force  will 
not  always  produce  the  same  magnetic  induction.  What  it 
will  produce  depends  upon  the  nature  ot  the  magnetic  circuit. 
The  path  of  a line  of  induction  is  always  a closed  loop — that 
is,  it  is  an  endless  line.  In  its  path  it  passes  either  through  a 
magnet  or  is  linked  with  an  electric  circuit,  and  the  path  of  a 
line  of  induction  is  called  a magnetic  circuit.  This  circuit 
may  pass  wholly  through  air,  or  it  may  pass  partly  or  wholly 
through  iron  masses,  or  of  masses  partly  of  iron,  air,  brass, 
wood,  &c.  There  are  three  principal  kinds  of  magnetic 
circuits.  First,  those  in  which  the  path  of  a line  of  induction 
lies  wholly  in  iron  or  magnetic  metals.  Second,  those  in 
which  it  travels  wholly  in  air  or  in  non-magnetic  metals. 
Third,  those  in  which  it  passes  partly  through  iron  masses 
and  partly  through  air  or  non-magnetic  materials.  This 
distinction  is  founded  upon  the  fact  that  there  is  a very 
great  difference  between  circuits  in  which  the  lines  of  in- 
duction lie  wholly  in  iron,  wholly  in  air  or  non-magnetic 
materials,  or  partly  in  magnetic  and  partly  in  non-magnetic 
materials. 

A given  magnetomotive  force  produces  an  enormously 
greater  induction  when  the  path  of  the  lines  of  induction  is 
wholly  in  iron  masses  than  it  does  when  they  are  wholly  in 
air.  This  is  analogous  to  the  fact  that  a given  electromotive 
force  produces  a much  greater  current  when  the  electric 
circuit  of  given  dimensions  is  composed  wholly,  say,  of  copper, 
than  it  does  when  it  is  composed  wholly,  say,  of  carbon.  The 
number  expressing  the  ratio  between  the  numerical  value  of 
the  electromotive  force  and  that  of  the  total  current  produced 
by  it  in  any  electric  circuit  is  a measure  of  the  value  of  the 
electrical  resistance  of  that  circuit,  and  briefly  we  may  say  that 
for  unvarying  or  continuous  currents  the  electrical  resistance 
of  a circuit 

_ The  electromotive  force  acting  in  the  circuit 

~ Tlie  total  current  in  circuit 

E 
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Similarly  the  term  magnetic  resistance  is  applied  to  that 
quality  of  the  magnetic  circuit  in  virtue  of  which  a given 
magnetomotive  force  produces  a certain  definite  total  mag- 
netic induction,  and  the  numerical  measure  of  this  magnetic 
resistance  of  a circuit  is  obtained  by  taking  the  quotient  of  the 
numbers  representing  the  magnetomotive  force  and  the  total 
induction,  or  the  magnetic  resistance  of  a circuit 

_ The  magnetomotive  force  acting  in  the  circuit 
The  total  induction  in  circuit 

There  is,  however,  a great  difference  between  electric  and 
magnetic  circuits.  In  the  case  of  electric  circuits,  though  the 
electric  resistance  is  affected  by  temperature  changes  and 
other  physical  alterations,  yet,  when  all  necessary  corrections 
are  made,  it  is  found  practically  that  the  electric  resistance  of 
a circuit  does  not  depend  upon  the  current  flowing  through 
it,  whereas  in  the  case  of  magnetic  circuits  formed  wholly 
or  partly  of  magnetic  metals  the  magnetic  resistance  of  the 
circuit  does  depend  essentially  upon  the  value  of  the  induction. 

It  has  not  yet  been  found  necessary  to  coin  words  analogous 
to  volt,  ampere,  and  ohm,  as  names  for  the  practical  units 
of  magnetomotive  force,  magnetic  induction,  and  magnetic 
resistance. 

All  magnetic  circuits  which  are  wholly  composed  of  non- 
magnetic substances,  such  as  air,  wood,  brass,  &c.,  have  the 
same  magnetic  resistance  for  the  same  dimensions,  and  the 
specific  magnetic  resistance  of  these  substances,  or  the  magnetic 
resistance  per  unit  length  and  unit  cross-section,  is  taken  as 
unity.  As  an  instance  of  the  great  difference  in  magnetic 
resistance  between  an  air  circuit  and  an  iron  circuit  let  us 
consider  the  following  simple  case. 

Let  two  rings  be  made,  one  of  wood  and  the  other  of  the 
best  soft  iron.  Let  these  rings  have  a circular  cross-section  of 
radius  a,  and  let  the  mean  radius  of  the  circular  axis  of  the  ring 
be  denoted  by  R,  the  value  of  R being  large  compared  with  that 
of  a.  Let  each  of  these  rings  be  wound  uniformly  and  closely 
over  with  insulated  wire,  and  let  there  be  N turns  on  each 
ring.  We  have  then  two  circular  solenoids,  and  if  a current  is 
passed  through  each  coil  of  which  the  strength  is  A amperes, 
we  have  equal  magnetomotive  forces  acting  round  the  axis  of 
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[each  circular  solenoid.  This  magnetomotive  force  along  the 
• circular  axis  of  the  ring  is  equal  to  the  product  of  the  length 
,277  K of  the  path  of  the  line  of  induction  and  the  strength  of 
the  field  along  this  line,  and  it  is  therefore  approximately  equal 

■ iTT  NA 

10  277  E. 


x 277R  = 1-1NA. 


The  sectional  area  of  the  magnetic  circuit  is  77  a^,  since  all  the 
lines  of  induction  are  confined  to  the  inside  of'  the  circular 
solenoid  and  from  endless  circular  lines.  The  mean  length  of 
the  magnetic  current  is  2n-E.  The  total  magnetic  resistance 
is  numerically  obtained  by  multiplying  the  specific  magnetic 
resistance  (which  in  the  case  of  the  wooden  ring  is  equal  to 
unity)  by  the  length  and  dividing  by  the  section  of  the  path. 

Hence,  the  magnetic  resistance  is  equal  to  1 x ^ = 2?,  and 

77  (fi  a- 

this  is  the  total  magnetic  resistance  of  the  circuit.  The  total 
induction  is  numerically  equal  to  the  quotient  of  the  magneto- 
477 


motive  force,  viz 
2E 


10 


N A,  by  the  magnetic  resistance,  viz.. 


, and  is  therefore  equal  to 


277  N A «2 

10 . E 


and  the  induction  or 


1 NA 


induction  density  is  equal  to  - > since  the  section  is  Tra^. 

The  above  is  very  nearly  true  if  a is  very  small  compared 
with  E,  but  if  this  is  not  the  case,  we  have  to  take  account  of 
the  fact  that  in  this  last  instance  the  magnetic  force  has 
different  values  at  different  points  over  the  cross-section  of  the 
solenoid  {see  Appendix,  Note  B). 

As  an  actual  example  we  may  take  the  case  of  a wooden 
ring  in  which  a = 1-27015  centimetres,  E=  12-8291  centi- 
metres, and  N = 623.  If  a current  of  1 ampere  is  sent 
round  this  wire,  the  magnetomotive  force  on  the  axis  is 
477 

X N A = 1\  X 623  = 779,  and  the  induction  density  along  the 

central  axis  is  - ? - = 1 =9-7  C.G.S.  units  nearly,  or 

5 E 5 12-829 

about  10  lines  of  induction  per  square  centimetre. 

• If,  however,  a soft  iron  ring  of  the  same  dimensions  is 
employed  and  wound  over  with  the  same  number  of  turns  and 
the  same  current  employed,  it  would  have  been  found  that  the 
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induction  density  on  the  axis  Avould  have  been  about  10,000 
C.G.S.  units  or  lines  of  induction  (force)  per  square  centi- 
metre. The  same  magnetomotive  force  in  both  cases,  viz., 
779,  would  in  one  case  give  rise  only  to  an  induction  density  of 
10  C.G.S.  units,  and  in  the  other  case  to  an  induction  density 
of  many  thousands  of  C.G.S.  units.  This  is  because  soft  iron 
has  a far  less  specific  magnetic  resistance  than  wood,  and  a 
given  magnetic  force  produces  far  more  induction  through  it 
than  it  does  in  wood. 


Diagram  showing  the  path  of  the  Lines  of  Induction  in  a closed  Iron 
Ring  when  magnetised  by  a closed  endless  solenoid  or  coil  wound  on  it. 
The  dotted  lines  inside  the  ring  represent  the  Lines  of  Induction.  There 
is  no  sensible  field  outside  the  ring. 

There  is,  very  roughly  speaking,  about  the  same  numerical 
difierence  between  the  minimum  specific  magnetic  resistance 
of  soft  wrought  iron  and  that  of  air  as  there  is  between  the 
specific  electrical  resistance  of  copper  and  gas  retort  carbon. 

If,  instead  of  forming  the  core  of  the  solenoid  above 
mentioned  wholly  of  iron  or  wholly  of  wood,  we  make  it  partly 
of  iron  and  partly  of  wood,  or  employ  an  iron  ring  with  a 
cut  or  air-gap  in  it,  and  apply  the  same  magnetomotive 
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force,  the  result  will  be  that  the  induction  in  different  parts 
.of  the  core  will  be  found  to  be  different.  There  will  be  a 
certain  number  of  lines  of  induction  which  will  be  continuous 
right  round  the  core,  and  which  are  determined  by  the 
resultant  magnetic  resistance  of  the  path  which  is  in  part  of 
iron  and  in  part  of  wood  or  air,  and  which  resultant  magnetic 
resistance  will  be  something  intermediate  between  that  of  a 
.complete  iron  core  and  a complete  wooden  or  air  core.  There 


Diagram  showing  the  paths  of  the  Lines  of  Induction  in  and  outside  an 
Iron  Ring  with  an  air-gap  in  it  wdien  magnetised  by  a solenoid  wound  on 
it.  The  lines  exterior  to  the  ring  are  supposed  to  be  delineated  by  iron 
filings.  The  lines  inside  the  ring  are  represented  by  the  dotted  lines. 

will  be,  however,  an  additional  induction  in  the  iron,  which  will 
be  represented  by  an  extra  number  of  lines  of  induction  which 
pass  through  the  iron  but  turn  back  and  complete  themselves 
through  the  space  outside.  In  Figs.  6,  7,  and  8 are  shown 
three  diagrams  illustrating  the  form  of  the  lines  of  induction 
for  three  cases  of  complete  and  incomplete  iron  circuits. 
Where  the  lines  of  induction  enter  and  leave  the  iron  parts  of 
the  core  they  give  rise  to  magnetic  j^oles  in  the  iron,  and 
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this  additionally  complicates  the  case.  These  magnetic  poles- 
produce  a reverse  magnetising  force  in  the  interior  of  the  iron 
which  opposes  the  magnetic  force  due  to  the  magnetising 
solenoid.  Such  an  imperfect  iron  circuit  is  often  called  an 
open  ma[inetic  circuit,  whilst  the  complete  iron  ring  core  would 
be  called  a closed  magnetic  circuit.  The  wood,  or  air,  or  other 
body  of  unit  specific  magnetic  resistance  is  said  to  form  a gap 
in  the  iron  magnetic  circuit. 


Diagram  showing  the  paths  of  the  Lines  of  Induction  in  and  near  an 
Iron  King  with  wider  air-gap  in  it,  when  magnetised  by  a solenoid  wound 
on  it.  The  dotted  lines  show  the  paths  of  the  lines  of  induction  in  the 
iron  core,  and  the  exterior  field  is  supposed  to  be  delineated  by  iron 
filings. 

Speaking  generally,  the  subject  of  closed  magnetic  circuits 
is  more  easy  to  treat  and  deal  with  than  that  of  open  magnetic 
circuits.  The  particular  reason  why  magnetic  problems  are 
more  difficult  to  manage  than  the  corresponding  electrical 
problems  is  because  the  magnetic  resistance  even  of  a closed 
magnetic  circuit  is  not  a constant  quantity.  It  is  not  only 
affected  by  temperature,  but  is  also  determined,  within  very 
wide  limits,  by  the  value  of  the  magnetic  induction  itself,  by 
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the  direction  of  the  induction,  in  that  it  is  not  the  same  for 
increasing  as  for  diminishing  induction  when  the  magneto- 
motive force,  and  therefore  the  induction,  is  periodic ; and,  in 
fact,  it  is  dependent  upon  the  whole  past  magnetic  history  of 
the  iron.  It  is  impossible,  therefore,  to  draw  up  a table  of 
exact  specific  magnetic  resistances  of  magnetic  metals  as  we 
can  draw  up  a table  of  specific  electrical  resistances,  and 
reduce  the  calculation  of  the  induction  produced  by  a given 
steady  magnetomotive  force  to  the  same  simplicity  that 
results  from  the  application  of  Ohm’s  law  to  electric  circuits. 

The  reciprocal  of  magnetic  resistance  is  mar/)ietic  conductance. 
Faraday  used  the  phrase  “ conducting  power  for  lines  of 
magnetic  force  ” to  express  the  reciprocal  notion  to  that  of 
magnetic  resistance.  The  reciprocal  quality  to  specific  magnetic 
resistance  is  also  called  magnetic  permeability.  This  is  generally 
denoted  by  the  symbol  p.  Hence  the  magnetic  permeability 
is  the  magnetic  conductance  of  a magnetic  circuit  of  unit 
length  and  unit  cross-section.  If  p stands  for  specific  magnetic 
resistance  and  p for  magnetic  permeability,  we  can  say  that 

- = /^ (13) 

P 

Consider  a closed  magnetic  circuit  of  uniform  specific  magnetic 
conductance  p and  of  length  I and  section  s,  and  let  a uniform 
magnetic  force  H act  in  this  circuit,  producing  a uniform 
induction  B.  Then  by  definition  the  magnetic  resistance 
R of  the  circuit  is  given  by 

_ H Z _ Magnetomotive  force 
B s Total  induction  ’ 

where  H I is  the  magnetomotive  force,  and  B s the  total 
induction  ; but 


XV cviivi 

s p 

therefore  we  have  B = /x  H (14) 


This  equation  (14)  is  not  only  a fundamental  equation  in 
magnetism,  just  as  Ohm’s  law  is  in  electro-kinetics,  but  it 
furnishes  a definition  of  the  method  of  measuring  magnetic 
permeability. 
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Experiment  shows,  as  stated,  that  the  ratio  B to  H, 


R 

expressed  by  the  equation  r,  = is  not  of  a determinate 

H 


character,  and  that  the  value  of  /x,  so  far  from  being  constant, 
is  dependent  on  the  whole  previous  magnetic  history  of  the 
iron,  on  the  value  of  B,  and  on  the  nature  of  the  magnetic 
changes  the  iron  is  undergoing,  viz.,  whether  H is  increasing 
or  diminishing.  In  fact,  yw,  for  iron  varies  from  a value  not 
far  from  unity  for  strongly  magnetised  iron  up  to  a value  of 
2,000  or  2,500  at  a maximum  for  closed  magnetic  circuits  of 
best  soft  iron,  and  down  to  a value  of  about  100  for  very 
feeble  magnetising  forces. 

In  a cycle  of  magnetic  operations,  during  which  a bar  of 
iron  is  exposed  to  increasing  magnetising  forces  and  then 
afterwards  to  decreasing  ones,  beginning  and  ending  with  the 
same  force,  the  value  of  B is  always  greater  on  the  descend- 
ing than  on  the  ascending  course,  and  hence  the  value  of  ya 
which  is  given  by  the  ratio  of  B to  H is  also  different.  This 
phenomenon,  which  is  exemplified  familiarly  by  the  retention 
of  magnetism  in  a bar  after  withdrawal  of  the  magnetising 
force,  has  been  named  by  Prof.  Ewing  hysteresis  (from  va-repeo), 
to  lag  behind). 

The  magnetic  permeability  above  defined  is  a quantity 
which  is  in  magnetism  the  analogue  of  specific  inductive 
capacity  in  electrostatics,  and  of  the  conducting  power  of  a 
body  for  heat.  It  was  spoken  of  by  Faraday  as  the  conduct- 
iny  jjower  of  a inayneLic  medium  for  lines  of  force  (“Exp.  Re- 
searches,” Ser.  XXVI.,  § 2,797  and§  2,846).  More  recently 
the  reciprocal  of  /x  has  been  called  the  magnetic  reluctance. 
The  term  magnetic  resistance  has,  however,  become  so  sanc- 
tified by  use  that  we  shall  continue  to  employ  it  in  spite  of 
certain  objections  which  have  been  urged  against  it. 

The  magnetic  resistance  of  a circuit,  composed  partly  of 
iron  and  partly  of  air,  is  greater  in  proportion  as  the  length  of 
the  air  path  is  increased  in  proportion  to  that  of  the  iron. 
This  fact  is  strikingly  shown  in  experiments  on  the  magnetic 
induction  produced  in  closed  rings  and  short  bars  of  soft  iron. 
Thus  from  some  curves  given  by  Prof.  Ewing  we  find  that  in 
a certain  soft  iron  ring  a magnetising  force  of  7 C.G.S.  units 
produced  an  induction  of  11,000  C.G.S.  units;  whereas,  in 
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the  case  of  an  iron  rod,  of  which  the  length  was  50  times  the 
diameter,  the  same  force  produced  an  induction  of  only  4,000 
units.  In  the  first  case  the  circuit  was  a complete  iron  circuit, 
and  the  resistance  small.  In  the  second  case  the  magnetic 
-circuit  was  partly  iron  and  partly  air,  and  therefore  the  total 
magnetic  resistance  was  much  greater. 

The  equation  B = ft  H is  the  expression  of  the  fundamental 
relation  between  magnetic  force  and  magnetic  induction. 
For  all  ordinary  non-magnetic  materials  the  value  of  p and 
also  of  its  reciprocal  /x  is  taken  as  unity.  Hence,  in  these 
•cases  the  magnetic  force  and  magnetic  induction  have  the 
same  value  and  are  in  the  same  direction.  In  the  case  of 
such  diamagnetic  bodies  as  bismuth  and  phosphorus,  /x  is 
very  slightly  less  than  unity  and  p very  slightly  greater,  but 
so  little  as  to  be  unappreciable  except  to  refined  experiments. 
In  speaking  of  air  circuits,  or  non-magnetic  circuits  generally, 
we  can  speak  of  lines  of  force  or  lines  of  induction  indifferently, 
as  the  force  and  induction  have  everywhere  the  same  numerical 
value  and  same  direction,  but  in  dealing  with  magnetic 
circuits  of  permeability  greater  than  unity,  the  magnetic 
force  and  magnetic  induction  must  be  carefully  distinguished, 
because  they  have  not  the  same  magnitude  and  may  not  have 
the  same  direction.  In  crystalline  magnetic  bodies  the  induc- 
tion might  have  a very  different  direction  and  value  to  the 
force,  and  as  wo  have  seen  in  the  case  of  soft  iron,  the  induc- 
tion may  be,  numerically,  two  or  three  thousand  times  greater 
than  the  magnetic  force. 

It  should  be  borne  in  mind,  therefore,  that  in  the  air-space 
“Outside  a magnet  or  a mass  of  iron  under  induction  the  mag- 
netic force  and  magnetic  induction  have  the  same  direction 
and  same  numerical  value,  but  inside  a magnet  or  mass  of 
iron  under  induction  they  must  be  distinguished.  The  mag- 
netic force  outside  the  magnet  may  be  called  the  magnetic 
induction  through  the  air,  and  generally  in  the  non-magnetic 
material  surrounding  the  magnet  the  magnetic  force  and 
magnetic  induction  are,  for  the  purposes  of  measurement, 
one  and  the  same.  In  the  interior  of  a mass  of  iron  under 
induction  in  a magnetic  field,  the  magnetic  force  at  each 
point  is  one  compounded  of  that  due  to  the  external  or 
original  field  and  that  due  to  the  induced  polarity  acquired. 
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and  which  acts  to  produce  an  opposing  magnetic  force.  Hence 
the  effect  of  the  induced  poles  on  any  element  in  the  interior 
of  the  iron  is  to  tend  to  demagnetise  it  when  the  external 
magnetising  force  is  withdrawn.  In  the  inside  of  a straight 
uniformly  magnetised  bar  the  magnetic  force  due  to  the 
influence  of  the  poles  themselves  is  from  the  end  which  points 
to  the  north  to  the  end  which  points  to  the  south,  both  within 
the  magnet  and  in  the  space  outside.  The  magnetic  induction, 
on  the  other  hand,  is  from  the  north  pole  to  the  south  pole 
outside  the  magnet,  and  from  the  south  pole  to  the  north  pole 
inside  the  magnet.  A line  of  induction  followed  round,  moving 
always  in  the  positive  direction,  is  found  to  be  a closed  loop  or 
endless  line. 

It  is  a fact  of  fundamental  importance  that  a thin  disc  of 
iron  or  steel,  magnetised  so  that  at  all  points  the  magnetic 
axis  of  each  small  element  of  it  is  in  a direction  normal 
to  its  surface,  produces  a magnetic  field  identical  with 
that  produced  by  a wire  conveying  an  electric  current 
coinciding  in  form  with  the  edge  of  the  disc.  In  short,  the 
magnetic  field  of  a closed  circuit  conveying  a current  is 
identical  with  that  of  a magnetic  shell  filling  up  the  aperture 
of  the  circuit.  The  magnetic  field  due  to  electric  currents 
circulating  in  conductors  is,  however,  of  such  a nature  that 
each  line  of  induction  embraces  or  surrounds  the  axis  of  the 
circuit  once  or  more.  The  magnetic  field  due  to  permanent 
or  electromagnets  is  of  such  a nature  that  each  line  of 
induction  passes  through  the  magnet,  giving  rise  to  magnetic 
polarity  at  the  places  where  it  enters  and  leaves  the  iron  or 
steel.  Every  line  of  induction  either  surrounds  an  electric 
current  or  passes  through  magnetised  iron. 

The  intensity  of  magnetisation  of  any  element  of  a magnet  or 
mass  of  iron  under  induction  is  a term  requiring  definition. 

The  couple  required  to  hold  a very  small  magnet  when 
placed  with  its  axis  of  magnetisation  perpendicularly  across 
the  lines  of  force  of  a uniform  magnetic  field  in  air  of  unit 
strength  is  a numerical  measure  of  the  moment  of  the  magnet. 

The  moment  of  a magnet  or  of  any  element  of  a magnet 
may  be  considered  numerically  to  be  made  up  of  two  factors 
one  its  volume,  and  the  other  its  intensity  of  magnetisa- 
tion, or,  simply,  its  magnetisation  ; and  hence,  for  a uniformly 
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magnetised  small  linear  needle,  we  may  define  tlie  intensity  of 
its  magnetisation  by  saying  that  it  is  the  magnetic  moment 
of  unit  volume  of  it.  Intensity  of  magnetisation  is,  like 
force  and  induction,  a vector  quantity.*  In  the  case  of  a very 
long  thin  wire  of  soft  iron  placed  along  the  lines  of  force  of  a 
uniform  field  the  three  quantities — the  magnetic  force,  the 
magnetic  induction,  and  the  magnetisation — are  all  in  align- 
ment at  any  point. 

It  is  important  that  the  full  meaning  of  the  phrase  “ mag- 
netic force  at  any  point  ” should  clearly  be  grasped.  If  there 
be  any  uniform  magnetic  field  of  strength  Hq,  and  in  it  is- 
placed  a mass  of  iron  in  the  shape  of  an  elongated  bar,  the 
configuration  of  this  uniform  field  is  disturbed  and  magnetic 
polarity  is  developed  in  the  iron . At  any  point  in  the  interior 
of  the  iron  there  is  a magnetising  force,  henceforth  denoted  by 
the  letter  H,  which  is  due  partly  to  the  original  magnetic  field 
Hq  and  partly  to  the  induced  poles  which  create  a force- 
opposing  Ho-  This  resultant  magnetic  force  is  spoken  of  as- 
the  magnetising  force  in  the  iron,  and  it  is  the  resultant  of  the 
external  magnetic  forces  and  the  internal  magnetic  forces  due 
to  the  polarity.  If  the  form  of  this  bar  is  so  chosen  that  there 
are  no  magnetic  poles,  as  in  the  case  of  a ring  lapped  over 
with  an  endless  solenoid,  then  the  magnetic  force  in  the  iron 
is  easily  calculable,  and  it  is  that  due  to  the  external  magnetic- 
force  alone.  If  the  bar  is  straight  and  very  long  the  induced 
magnetic  poles  may  exert  so  little  efiect  at  the  centre  of  the 
bar  that  the  induction  there  and  the  magnetic  force  also  is 
that  due  to  the  external  field  alone. 

At  each  point  in  the  iron  the  magnetic  force  H must  be- 
thought of  as  producing  magnetisation  or  magnetic  displace- 
ment, just  as  in  electrostatic  phenomena  electric  force  pro- 
duces in  a dielectric  electric  displacement  or  electric  strain,  or 
just  as  mechanical  stress  produces  in  an  elastic  body  ordinary 
strain  or  displacement  at  every  point.  This  magnetisation  is 
not  necessarily  in  the  same  direction  as  the  force. 

§ 4.  Lines  and  Tubes  of  Magnetic  Induction. — ^Faraday 
and  Maxwell  have  raised  the  conception  of  a line  of  magnetic 

* A vector  quantity  is  one  which  is  only  precisely  fixed  w hen  we  know  its 
direction  as  well  as  magnitude. 
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induction  from  a simply  directive  notion  to  one  which  enables 
it  to  be  used  to  convey  a quantitative  knowledge  of  the  mag- 
netic field — in  other  words,  have  enabled  lines  of  induction  to 
be  used  not  only  to  show  the  direction  of  the  induction,  but 
also  its  magnitude  in  certain  units.  By  this  means  the  mag- 
netic field  can  be  mapped  out  into  areas  and  volumes  which 
have  a definite  dynamical  signification. 

In  the  twenty- eighth  series  of  his  “ Researches  on  Elec- 
tricity,” Faraday  lays  stress  on  the  fact  stated  above  that 
every  line  of  force  (induction)  is  an  endless  loop  (§  3,117, 
“Exp.  Res.”) : — “Every  line  of  force  must  therefore  be  con- 
sidered as  a closed  circuit  passing  in  some  part  of  its  course 
through  a magnet,  and  having  an  equal  amount  of  force  in 
every  part  of  its  course.  There  exist  lines  of  force  within  the 
magnet  of  the  same  nature  as  those  without.  What  is  more, 
they  are  exactly  equal  in  amount  to  those  without.  They 
have  a relation  in  direction  to  those  without,  and  are,  in  fact, 
continuations  of  them.” 

Let  a magnetic  field  have  drawn  in  it  a number  of  closely 
contiguous  lines  of  induction.  None  of  these  lines  can  cut 
each  other,  because  the  resultant  magnetic  induction  at  any 
point  can  have  only  one  definite  direction. 

In  any  region  it  is  possible  to  describe  a surface  perpen- 
dicular to  all  the  lines  of  induction.  Such  a surface  is  called 
a level  surface. 

In  the  case  of  a straight  infinite  current,  these  level  surfaces 
will  be  planes  radiating  out  from  the  axis  of  the  wire,  and 
their  traces  on  a plane  perpendicular  to  the  axis  of  the  wire 
will  be  a series  of  radial  lines  cutting  all  the  circular  loops  of 
induction  normally.  Let  A (Fig.  9)  represent  such  a level 
surface,  and  let  B be  another,  both  cutting  the  same  sheaf  of 
magnetic  lines  of  induction. 

On  the  level  surface  A let  any  unit  of  area  a be  taken,  and 
let  this  area  a he  projected  on  to  the  adjacent  level  surface  B 
by  lines  of  induction  drawn  through  its  boundary.  We  have 
then  a tubular  surface,  the  ends  of  which  are  formed  of 
portions  of  level  surfaces,  and  the  rest  of  the  tubular  surface 
may  be  conceived  to  be  formed  of  lines  of  magnetic  induction, 
supposed  to  be  very  closely  drawn  through  the  bounding  line. 
Such  a geometrical  conception  is  called  a tube  of  induction. 
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The  characteristic  quality  of  a tube  of  induction  is  as  follows. 
If  the  areas  of  the  sections  made  by  the  two  level  surfaces  A 
and  B be  called  s and  s',  and  if  B be  the  mean  magnetic 
induction  over  s,  and  B'  that  over  s',  then  B s = B'  s',  or  the 
product  of  a normal  cross-section  of  tube  and  mean  magnetic 
induction  over  that  section  is  constant  for  all  sections  of  the 
tube. 

If  any  level  surface  be  drawn,  and  on  this  surface  be 
marked  off  contiguous  small  areas  such  that  the  magnitude  of 
the  area  is  inversely  as  the  mean  value  of  the  magnetic 
induction  over  that  little  area,  and  if  s and  B are,  as  before, 
the  numerical  values  of  any  small  area  and  the  mean  induc- 
tion over  it,  then  the  product  B s may  be  made  equal  to  unity 
for  each  of  these  portions  of  that  level  surface.  From  these 


small  areas  let  tubes  of  induction  be  supposed  to  take  their 
rise,  the  whole  field  will  be  cut  up  into  contiguous  tubes  of 
induction.  Each  of  these  tubes  is  called  a unit  tube  of  imhic- 
tion.  By  their  mode  of  description  these  tubes  wdll  have 

small  cross-section  at  pi  aces  where  the  field  is  strong  and 

widen  out  in  section  at  places  where  it  is  weak,  and  by  the 
fundamental  property  of  the  tubes  the  value  of  the  mean 

magnetic  induction  at  any  place  is  inversely  as  the  cross- 

section  of  the  tubes  of  induction  force  at  that  place. 

From  Faraday’s  point  of  view,  a magnet  of  any  form  must 
be  mentally  pictured  as  surrounded  with  and  as  having  its 
whole  field  filled  up  by  a closely  packed  arrangement  of  such 
unit  tubes  of  induction,  the  tubes  being  intersected  at  right 
angles  by  the  equipotential  or  level  surfaces,  and  each  having 
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at  any  point  a normal  cross-section  which  is  inversely  as  the 
magnetic  induction  at  that  point.  This  system  of  tubes  must 
be  supposed  to  be  rigidly  attached  to  the  magnet,  and  to  move 
with  it  wherever  it  goes.  Furthermore,  in  accordance  with 
Faraday’s  conception,  each  tube  is  an  endless  tube,  or,  as  it 
were,  a pipe  returning  into  itself  and  passing  in  some  part  of 
its  course  through  a magnet  or  round  an  electric  current.  In 
constructing  what  may  seem  to  the  student  to  be  a highly 
artificial  conception,  we  are  not  postulating  necessarily  any 
physical  existence  for  these  tubes.  They  should  be  regarded 
simply  as  a device  for  plotting  out  the  space  round  a magnet 
according  to  a definite  rule,  and  may,  in  the  first  place,  be 
regarded  as  no  more  than  analogous  to  such  subdivisions  of 
the  earth’s  surface  as  we  make  by  lines  of  latitude  and  longi- 


tude. Having  thus  divided  up  a magnetic  field  into  unit 
tubes  of  induction,  it  is  simpler  in  thought  to  suppose  a 
single  line  of  induction  to  run  down  the  axis  of  each  tube,  and 
then  to  mentally  disregard  the  tubular  system,  and,  instead 
of  speaking  of  a unit  tube,  to  speak  of  each  as  a single  line 
of  induction.  If  we  imagine  a system  of  induction  tubes 
starting  from  an  equipotential  surface  and  draw  any  irregular 
curve  on  this  surface,  we  shall  find  that  this  curve  encloses 
a certain  number  of  tubes  or  lines  of  induction  (Fig.  10). 
Bearing  in  mind  that  the  cross-section  s of  the  tube  where  it 
sprauts  out  from  the  equipotential  surface  is  inversely  as  the 
magnetic  induction  B at  the  centre  of  this  cross-section,  it  is 
at  once  evident  that  the  greater  the  average  induction  over 
the  area  defined  so  much  the  more  numerous  will  be  the 


ELECTEO-MA  GNETIC  IND  UCTION 


47 


number  of  tubes  or  lines  of  induction  which  pass  through  it. 
If  the  cross-section  s of  each  tube  should  happen  to  be  equal, 
and  there  be  7i  tubes  passing  altogether  through  an  area  equal 
to  S,  bounded  by  the  black  line,  then  by  the  very  definition  of 
a unit  tube 

Bs  = l, 

or  B s = }i ; 

but  ns  = S, 

lienee  BS  = n; 

and  the  number  of  tubes  passing  through  any  area  S on  such 
an  equipotential  surface  in  a uniform  field  is  numerically  equal 
to  the  product  of  the  whole  area  and  of  the  induction  at  any 
point  on  that  area. 


Fig.  11. 

The  characteristic  quality  of  a tube  of  induction  is  that  the 
flux  of  induction  along  it  is  constant  throughout  its  length. 
That  is  to  say,  the  product  Bs  = induction  x cross-section  is 
constant,  and,  since  what  is  true  of  one  tube  is  true  of  all,  we 
may  say  that  in  a space  wholly  made  up  of  tubes  of  magnetic 
induction  the  total  magnetic  induction  or  flux  of  induction  is 
the  same  across  all  sections  of  this  mass  of  tubes. 

The  lines  of  induction  of  a permanent  steel  magnet  are  to 
be  thought  of  as  closed  loops  which  pass  in  their  course  partly 
through  the  steel  and  partly  through  the  air.  The  lines  of 
induction  of  a circuit  conveying  an  electric  current  are  closed 
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loops  entirely  surrounding  the  axis  of  the  wire.  If  this  circuit 
is  a straight  wire,  with  the  return  wire  at  a very  great 
distance,  the  lines  of  induction  are  concentric  circles  described 
on  a plane  perpendicular  to  the  axis  of  the  wire,  and  having 
their  centre  in  that  axis. 

If  a circuit  is  formed  by  coiling  up  into  a circular  coil  a 
length  of  insulated  wire,  the  coil  having  n turns,  then  to  a first 
degree  of  approximation  we  may  say  that  each  line  of  induction 
forms  a closed  curve  embracing  the  circuit  n times.  Thus,  if 
the  wire  forms  a coil  of  one  turn  (Fig.  11)  each  line  of  induc- 
tion (represented  by  the  dotted  line)  is  a closed  loop  em- 
bracing or  linked  with  the  circuit  once.  If  we  take  a circuit 


of  two  turns  (Fig.  12),  then  nearly  all  loops  of  induction 
belonging  to  one  single  turn  embrace  not  only  that  turn  but 
the  adjacent  turn,  and  if  the  circuit  could  be  supposed  to  be 
opened  out  straight  (Fig.  13),  without  destroying  the  loop  of 
induction,  it  would  be  found  to  be  twisted  twice  round  that 
circuit.  By  similar  reasoning,  if  a loop  of  induction  embraces 
or  is  linked  with  n turns  of  a conducting  circuit,  it  is  in  fact 
the  same  as  linking  each  loop  of  induction  n times  with  the 
single  circuit. 

Let  a conducting  circuit  have  the  form  of  a helix  (Fig.  14), 
then  the  lines  of  induction  are  closed  loops,  which  embrace 
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some  or  all  the  turns  of  the  spiral,  and,  if  the  helix  have  n 
turns,  then  each  loop  of  induction,  according  to  its  length  and 

position,  in  reality  embraces  that  circuit  1,  2,  3 ot  n times. 

If  there  be  two  circuits,  in  one  or  both  of  which  currents  are 
flowing,  then  each  circuit  is  surrounded  by  lines  or  loops  of 
induction,  and  of  those  belonging  to  one  circuit  some  or  all  are 


Fig.  13. 


linked  in  as  well  with  the  other  circuit,  so  that  a certain 
number  of  all  the  loops  of  induction  are  common  to  the  two 
circuits,  and  are  called  the  loops  or  lines  of  mutual  induction. 

It  is  exceedingly  convenient  to  think  of  these  lines  or  tubes 
of  induction  as  linked  with  various  circuits.  A line  of  induc- 
tion is  always  linked  with  an  electric  circuit  or  else  passes 


Fig.  14. 


through  a magnet  in  some  part  of  its  course.  If  any  closed 
conducting  circuit  is  placed  in  a field  of  magnetic  induction,  it 
may  be  thought  of  as  linked  with  a certain  number  of  unit 
lines  or  tubes  of  induction.  If  the  circuit  is  moved  or  the 
field  is  changed,  the  nimiher  of  Irnktajes  is  altered  or  may  be 
altered.  If  at  any  instant  N unit  tubes  or  lines  of  induction 
are  linked  with  any  circuit,  and  at  a very  short  interval  of  time 
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afterwards,  say  after  an  interval  t,  the  number  of  linkages  is 

N - N' 

N',  then  N - N'  is  the  change  in  the  linkage,  and  — - — is  the 

rate  of  change  of  linkage,  and  this,  by  Faraday’s  law,  is  the 
numerical  value  of  the  electromotive  force  set  up  in  the  circuit. 

If  during  any  period  of  time  a circuit  is  exposed  to  magnetic 
induction  the  rate  of  change  of  which  varies,  then  from 
instant  to  instant  the  impressed  inductive  electromotive  force 
varies  and  may  be  represented  grapbically  as  follows  : Let  the 
straight  line  OX  (Fig.  15)  be  an  axis  on  which  lengths  are 
marked  off  to  represent  intervals  of  time,  and  let  ordinates 
perpendicular  to  it  represent  the  instantaneous  value  of  the 
ffux  of  induction  through,  or  lines  of  induction  included  by, 


a circuit ; then,  if  the  variation  of  induction  is  continuous,  it 
may  be  represented  by  a curve  drawn  between  these  axes. 
This  curve  may  be  called  a curve  of  induction.  If  at  any 
point  P a tangent  P T is  drawn  to  this  curve,  the  trigono- 
metrical tangent  of  the  angle  P T M represents  the  rate  of 
variation  of  P M with  respect  to  0 M,  and  if  P M represents  at 
any  instant  the  induction  N,  then  the  slope  of  the  tangent  at 


d N 

P represents  — , or  the  rate  of  change  of  N with  respect  to 


time. 


dt 


In  the  practical  application  of  the  above  rule  it  must  be 
borne  in  mind  that  if  N,  or  the  number  of  lines  or  linkages,  is 
measured  in  units  based  on  the  centimetre,  gramme,  and  second 
system,  then  the  electromotive  force  is  given  in  the  same  units. 
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Since  one  volt  is  10®  C.G.S.  electromagnetic  units,  to  get  the 
electromotive  force  in  volts  we  must  divide  the  time  rate  of 
change  of  induction  by  10®.  Thus,  if  the  change  of  induction 
be  such  that  N C.G.S.  lines  are  removed  uniformly  from  the 
circuit  per  minute,  the  electromotive  force  in  volts  set  up  will  be 


N 


— volts. 
10® 


§ 5.  Curves  of  Magnetisation. — One  of  the  most  important 
practical  problems  in  magnetism  is  to  discover  the  manner 
in  which  the  induction  B varies  with  the  magnetising  force 
H in  different  cases.  Since  this  variation  is  often  very 
complicated,  it  is  best  represented  by  a curve  of  which  the 
ordinates  are  taken  as  proportional  to  the  induction  and 
the  abscissae  as  proportional  to  the  magnetising  force.  Such 
curves  are  called  curves  of  magnetisation.  We  shall  consider 
a few  special  cases  and  describe  the  mode  of  practically 
determining  these  curves.  The  principal  instance  is  the 
curve  of  magnetisation  of  a closed  iron  ring.  Let  an  iron 
ring  be  made  of  circular  cross-section  radius  a and  be  circular 
in  form,  the  radius  of  the  mean  circular  central  axis  being 
R.  Let  a be  very  small  compared  with  R.  Let  such  a 
ring  be  wound  over  uniformly  with  N turns  of  insulated 
wire,  and  let  a current  of  strength  A amperes  be  sent 
through  this  wire.  The  magnetic  force  creates  an  induc- 
tion in  the  iron,  and  the  lines  of  induction  are  circles  lying 
wholly  in  the  iron.  Inside  the  circular  solenoid  the  mag- 
netic force  is  nearly  the  same  in  value  everywhere,  and  is 

equal  to  — n A,  where  n is  the  number  of  turns  of  the  wire 

N 

per  unit  length  of  the  solenoid  ; or  w = - — — . Hence  we 

ZTT  R 


can  calculate  the  magnetic  force  acting  everywhere  on  the 
iron.  Let  the  ring  be  also  wound  over  with  a second 
insulated  coil  of  wire  of  N'  turns,  and  let  this  secondary 
coil  be  connected  to  a ballistic  galvanometer  or  a galvano- 
meter suitable  for  measuring  quantity  of  electricity.  If  the 
current  in  the  primary  coil  is  altered  in  strength  or  reversed, 
the  magnetic  force  undergoes  a change,  and  the  induction 
changes  also.  Since  the  lines  of  induction  all  pass  through, 
or  are  linked  with,  the  turns  of  the  secondary  coil,  this 
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change  in  induction  will,  by  Faraday’s  law,  create  a flow 
of  electricity  in  the  secondary  circuit.  If  the  current  in 
the  primary  coil  is  suddenly  changed  from  one  value  A amperes 
to  another  value  A'  amperes,  a certain  quantity  of  electricity 
will  flow  through  the  secondary  coil  and  galvanometer,  and  it 
will  cause  the  galvanometer  needle  to  deflect  through  an  angle 
6.  If  k is  the  galvanometer  constant  (see  Appendix,  Note  C), 
then  the  whole  quantity  of  electricity  which  flows  through 


the  galvanometer  is  equal  to  Q,  where  Q = k sin 


A being  the  logarithmic  decrement  of  the  galvanometer. 

If  R'  is  the  total  resistance  of  the  secondary  coil  on  the 
ring,  together  with  that  of  galvanometer  coils  and  connec- 
tions, then,  as  above  shown,  the  total  change  in  the  induction 
through  the  secondary  circuit  is  equal  numerically  to  R'  Q. 
If  B is  the  mean  induction  density  in  the  interior  of  the 
circular  solenoid,  S the  mean  cross-sectional  area  of  the 
primary  coil,  and  N'  the  number  of  turns  on  the  secondary 
coil,  then  it  is  clear  that  B S N'  represents  the  total  induction 
passing  through  the  secondary  circuit,  or  the  number  of  lines 
of  induction  which  are  linked  with  the  galvanometer  circuit. 

Hence  if  the  induction  is  suppressed  by  stopping  the  current 
the  total  change  in  induction  is  B S N',  and  this  is  equal  to 
R'  Q.  If  the  current,  instead  of  being  simply  stopped,  is 
reversed,  then  the  total  change  in  induction  is  2 B S N'. 
Therefore  we  have 


B S N'  = R'  Q for  stoppage  of  current  ; 
or  2 B S N'  = R'  Q for  reversal  of  current. 

By  our  fundamental  equation 

B=ix  H: 


In  the  above  case  the  average  magnetic  force  H is  equal  to 


IttNA 

10  z ’ 


in  which  formula  N is  the  number  of  primary  turns. 


A the  primary  current  in  amperes,  and  I the  mean  perimeter 
of  the  primary  solenoid,  which  last  is  equal  to  27r  R,  where  R 
is  the  mean  radius  of  the  primary  solenoid.  Hence  we  find 


that 


SN' 


Itt  N A /X 
10  X ’Ztt  R 


l*'Q, 


(15) 
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or 


SN' 


Stt  N A /X  _ p,  ^ 

10x27rK“ 


(16) 


according  as  the  primary  current  is  stopped  or  reversed. 
Taking  the  latter  as  the  usual  case,  we  find  finally  that 


or 


SN' 


Stt  N A /X 

10x27rR 


= R'k  sin 


/c . R'  . R . sin  2 

OOTT 


(17) 


Hence  [x  is  determined  in  terms  of  nine  quantities,  all  of 
which  can  be  easily  and  exactly  measured.  If  all  quantities 
are  measured  in  centimetres  and  seconds,  then  it  must  be 
particularly  noted  that  the  galvanometer  constant  k is  the 
number  by  which  the  corrected  sine  of  half  the  angle  of  throw 
has  to  be  multiplied  in  order  to  obtain  the  quantity  of 
electricity  producing  that  throw,  estimated  m absolute  C.G.S. 
electromagnetic  measure,  which  has  flowed  through  the  gal- 
vanometer. Generally  speaking,  it  is  most  convenient  to 
find  k by  determining  the  throw  produced  by  a discharge 
through  the  galvanometer  of  a certain  number  of  microcou- 
lomhs,  obtained  by  charging  a condenser  of  known  capacity  in 
microfarads  with  a certain  number  of  volts.  Then  it  must  be 
remembered  that  a microcoulomb  is  10“’^  of  an  electromag- 
netic unit  of  quantity  in  C.G.S.  measure. 

By  the  help  of  the  above  formula  we  can  deduce  the  values 
of  /X  for  the  iron  ring  corresponding  to  certain  values  of  B or 
H,  and  tabulate  them.  For  instance,  taking  a perfectly  new 
iron  ring,  w^e  can  apply  gradually  increasing  values  of  H, 
increasing  by  small  steps,  and  obtain  the  corresponding 
values  of  B,  and  then  draw  curves  representing  the  relation 
of  B and  H and  of  B and  /x.  Such  curves  have  been  given 
by  many  observers  : Rowland,  Hopkinson,  Ewing,  Shelford 
Bidwell,  and  others.  For  the  sake  of  showing  what  are  the 
sort  of  values  of  B and  /x  corresponding  to  certain  values  of  H, 
a table  is  given  on  the  next  page  oi  results  of  an  experiment 
by  Shelford  Bidwell  on  a soft  iron  ring,  and  in  Figs.  16  and 
17,  page  55,  are  given  diagrams  showing  the  forms  of  the 
curves  of  induction  and  permeability  for  such  a ring. 
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Values  of  the  Permeability  and  Induction  corresponding  to 
various  Magnetising  Forces  for  Closed  Iron  Magnetic  Circuits. 


H. 

Magnetising  Force. 

B. 

Induction. 

M- 

Permeability. 

0-2 

80 

400 

0-5 

300 

600 

I'O 

1,400 

1,400 

2-0 

4,800 

2,400 

3-9 

7,390 

1,899 

5-7 

9,240 

1,621 

10-3 

11,550 

1,121 

17-7 

13,630 

770 

22-2 

14,450 

651 

30-2 

15,100 

500 

40 

15,460 

386 

78 

16,880 

216 

115 

17,330 

151 

145 

17,770 

122 

208 

18,470 

89 

293 

18,820 

64 

362 

19,080 

52-7 

427 

19,330 

45 

465 

19,470 

42 

503 

19,480 

38-7 

585 

19,820 

34 

24,500  (Ewing) 

45,300 

1-9 

It  will  be  noticed  that  the  value  of  the  permeability  rises 
very  rapidly  to  a maximum,  but  that  with  increasing  magnet- 
ising force  it  finally  diminishes  again,  and  that  in  very  strong 
magnetic  fields  iron  becames  scarcely  much  more  permeable 
than  air.  Although  there  is  apparently  no  limit  to  the 
induction  or  number  of  lines  of  force  which  can  be  forced 
through  iron,  yet  it  seems  as  if  the  excess  of  lines  of  force 
generated  in  the  iron,  over  and  above  that  which  would  exist 
if  the  iron  were  not  there,  is  limited.  Hence,  if  we  consider 
the  strength  of  the  original  field  as  numerically  defined  by  a 
certain  number,  the  number  expressing  the  induction  when  a 
closed  circuit  of  iron  is  placed  in  that  field  is  obtained  by 
using  a certain  multiplier,  which  becomes  less  and  less  as  the 
magnitude  of  the  field  increases. 

On  looking  at  these  permeability  curves  it  will  be  seen  that 
the  permeability  rises  to  a maximum  for  a certain  value  of  the 


ELECmO-MAGNETIC  INDUCTION.  55 

induction  and  then  falls  again.  It  has  been  shown  by  Lord 
Rayleigh  that  for  very  small  magnetic  forces  soft  iron  has  an 


Magnetising  Force. 

Fig.  16. 

Curve  of  Magnetisation  for  rising  and  falling  magnetisation  in  a 
Soft  Iron  King. 

initial  permeability  of  about  100.  Its  maximum  permeability 
is  about  2,500,  and  for  very  great  inductions  it  falls  again  to 
something  not  much  greater  than  unity.  Hence  the  specific 


Permeability  Curve  for  Soft  Iron  King  (Rowland). 


magnetic  resistance  curve  is  the  inverse  of  the  above  curves, 
and  the  specific  magnetic  resistance  has  a minimum  value 
which  for  a soft  iron  ring  appears  to  correspond  to  an  indue- 
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tion  density  of  about  5,000  C.G.S.  (lines  per  square  centi- 
metre). At  less  or  greater  induction  densities  the  specific 
magnetic  resistance  is  increased. 

Experiments  to  determine  fx  can  only  be  performed  properly 
on  very  long  bars  or  rings  of  iron  placed  in  uniform  predeter- 
mined magnetic  fields  by  lapping  over  the  ring  with  insulated 
wire  or  placing  the  bar  in  a helix,  so  that  an  electric  current 
traversing  this  wire  generates  a field  having  known  values  at 


Indnction. 

Fig.  18. 


Permeability  Curves  for  Nickel  (Rowland). 


each  point  in  the  interior  of  the  coil.  Such  experiments  have 
been  carried  out  extensively  by  various  experimentalists,  and 
the  results  embodied  in  curves  called  jmineahilitu  curves.* 
The  form  of  these  permeability  curves  is  considerably  affected 


* Accounts  of  experiments  and  investigations  on  the  form  of  the  permea- 
bility and  susceptibility  curves  for  iron  and  other  paramagnetic  metals 
will  be  found  in  the  following  memoirs  : — Weber,  Electrodynamische  MaaS' 
hcstimmuvrjen,  Bd.  III., §26  ; Von  Quintus  Icilius,  Poggendorff's  Annalen, 
CXXl.,  1864  ; Oberbeck,  Pogg.  Ann.,  CXXXV.,  1868  ; Riecke,  Pogg.  Ann., 
CXLL,  1870  ; Stoletow,  Pogg.  Ann.,  Ergbd.  V.,  1870  ; Rowland,  Phil. 
Mag.,  Ser.  IV.,  1873,  p.  336,  1874,  p.  254  ; Bouty,  Comptes  Rcndus,  1875  ; 
Fromme,  Pogg.  Ann.,  Ergbd.  VIL,  1875  ; Warburg,  Wiedemann' s Annalen, 
XIII.,  1881  ; Bid  well,  Proc.  Roy.  Soc.  Lond.,  No.  245,  1886  ; Bid  well,  Proc. 
Roy.  Soc.  Lond.,  Vol.  XLIIL,  1888  ; Bidwell,  Proc.  Roy.  Soc.  Lond., 
No.  242,  1886  ; Ewing,  Trans.  Roy.  Soc.  Lond.,  Part.  II.,  1885  ; Hopkinson, 
Tians.  Roy.  Soc.  Lond.,  Part  II.,  1885. 
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by  temperature,  and  for  each  magnetic  metal  there  appears 
to  be  a temperature  at  and  beyond  which  it  is  not  much 
more  permeable  than  air.  The  permeability  of  nickel  and  cobalt 
varies  very  much  with  temperature.  In  Figs.  17  and  18  are 
shown  the  permeability  curves  for  iron  and  for  nickel  for  two 
very  different  temperatures.  At  about  750° C.  iron,  and  at 
about  400°C.  nickel,  possess  a permeability  not  much 
greater  than  air.*  In  cobalt,  permeability  appears  to  be 
increased  up  to  about  150°C.  and  then  diminished. 

In  Fig.  19,  page  58,  is  shown  the  form  of  the  magnetisation 
curve  of  a long  soft  iron  rod.  It  will  be  seen  that  the  curve 
is  divided  roughly  into  three  parts : first,  a part  in  which 
magnetic  induction  increases  slowly  with  magnetising  force ; 
second,  a part  in  which  it  increases  very  rapidly ; and  third,  a 
part  when  it  increases  somewhat  more  slowly  again.  Generally 
speaking,  it  is  difficult  to  force  up  the  induction  in  a soft  iron 
ring  or  long  rod  to  a greater  value  than  about  18,000  or 
20,000  C.G.S.  units,  but  there  is  no  actual  physical  limit  to 
the  amount  of  induction  to  be  created  in  iron ; the  sole  limit 
seems  to  be  the  difficulty  of  obtaining  sufficient  magnetising 
force.  If  instead  of  operating  on  the  best  soft  iron  we  had 
selected  a hard  iron  or  a steel,  it  would  have  been  found  that 
the  magnetisation  curves  would  not  be  quite  of  the  same  form, 
but  that  for  a given  magnetising  force  there  would  be  less 
induction.  As  soon  as  the  induction  reaches  the  point  where 
the  magnetisation  curve  becomes  approximately  flat  the  iron 
is  said  to  be  magnetically  saturated. 

If  instead  of  operating  on  an  endless  iron  circuit  or  ring  we 
select  an  iron  rod,  say  200  diameters  long,  and  wind  it  over 
with  a magnetising  coil,  we  can,  by  means  of  the  ballistic 
galvanometer,  determine  for  it  in  the  above  way  a magnetisa- 
tion curve.  For  if  we  surround  the  centre  of  the  rod  with  a 
secondary  coil,  and  connect  this  to  the  galvanometer,  we  can, 
by  making  changes  in  the  strength  of  the  primary  magnetising 
current,  alter  the  induction  through  the  secondary  circuit,  and 
so  obtain  throws  of  the  galvanometer  indicating  certain 
quantities  of  electricity  discharged  through  it.  If  the  primary 
helix  is  very  long  compared  with  its  diameter  we  can  estimate 


* See  Vroc.  Phiiaical  A'oc  , London,  VoL  IX.,  p.  187  : Mi’.  Tomlinson  on 
‘•The  Teinpeititure  at  whiuli  Nickel  begins  to  Lose  its  Magnetic  Qualities.’' 
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the  strength  of  its  interior  field,  or  the  magnetising  force,  as 
everywhere  approximately  equal  to  47r/10  times  the  ampere- 
turns  per  unit  of  length  of  the  helix.  Hence  we  know  the 
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Magnetising  Force  of  Solenoid  in  C G S.  Units. 

Fig.  19. 

Curve  of  Magnetisation  for  rising  and  falling  magnetism  in  an  Iron  Rod. 
Length  ==200  diameters  (Ewing).* 


* This  curve  is  taken  from  Prof.  J.  A.  Ewing’s  Paper,  “ Experimental 
Researches  in  Magnetism,”  Trans.  Royal  Soc.,  Part  II.,  188b,  p.  535. 
The  treatise  by  Prof.  Ewing  on  “ Magnetic  Induction  in  Iron  and  Other 
Metals,”  in  “ The  Electrician  Series  ” of  Standard  Books,  will  furnish  the 
student  with  the  most  complete  account  of  modern  magnetic  research, 
and  hence  it  has  not  been  considered  necessary  to  amplify  very  much  this 
section  of  the  present  work. 

See  also  Dr.  J.  Hopkinson,  “ Magnetisation  of  Iron,”  2'rans.  Royal  Soc., 
Part  II.,  1885,  p.  455. 

A very  complete  summary  of  recent  research  in  magnetism  is  to  be  found 
in  Prof.  Chrystal’s  article,  “ Magnetism,”  in  the  Encyclopcedia  Britannica, 
Ninth  Edition. 

See  also  ‘‘  On  the  Lifting  Power  of  Electro-Magnets  and  Magnetisation 
of  Iron,”  Shelford  Bid  well,  Proc.  Royal  Soc  , June  10,  1886. 

Other  references  to  valuable  Papers  on  the  magnetisation  of  iron  are — 

Lord  Rayleigh,  “ On  the  Energy  of  Magnetised  Iron,”  Phil.  Mag., 
August,  1886,  p.  175. 

Lord  Rayleigh,  “ On  tlie  Behaviour  of  Iron  and  Steel  under  the  Opera- 
tion of  Feeble  Magnetic  Forces,”  Phil.  Mag.,  March,  1887,  p.  225. 

Ewing  and  Low,  “ On  the  Magnetisation  of  Iron  in  Strong  Fields  ” 
Proc.  Royal  Soc.,  March  24,  1887,  Vol.  XLIf.,  p.  200. 
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force,  and  the  induction  is  ascertained  when  we  know  the 
quantity  of  electricity  discharged  through  the  galvanometer 
on  a reversal  of  the  primary  current.  If  the  secondary  coil 
makes  N'  turns  round  the  iron,  and  if  the  whole  resistance  of 
the  secondary  circuit,  including  galvanometer,  is  equal  to  R', 
and  if  S is  the  cross-section  of  the  rod,  then  2 B S N'  is  the 
total  change  in  induction  through  the  secondary  circuit 
obtained  on  reversing  the  primary  current,  and  this  is  equal 
to  R'  Q,  where  Q is  the  quantity  of  electricity  discharged 
through  the  galvanometer.  After  finding  in  this  way  a series 
of  values  of  B and  the  corresponding  values  of  H , we  have  the 
means  of  determining  the  values  of  [x  for  varying  values  of 
B.  If,  as  in  the  above  case,  the  iron  rod  is  not  endless,  the 
values  of  {x  so  determined  will  be  smaller  than  the  correspond- 
ing values  of  /a  for  an  iron  ring  of  the  same  iron,  and  will  be 
less  as  the  iron  rod  is  made  shorter,  because  a larger  propor- 
tion of  the  magnetic  circuit  is  then  formed  of  air  and  a less 
portion  of  iron. 

§ 6.  Magnetic  Hysteresis. — If  an  iron  ring  or  rod  is  sub- 
jected to  a cycle  of  magnetising  force  in  which  the  force 
beginning  at  zero  rises  up  gradually  to  a maximum  in  one 
direction,  and  is  then  reversed  and  made  a maximum  in  the 
other  direction,  and  finally  reduced  again  to  zero,  we  find  that 
the  following  phenomena  exhibit  themselves.  The  induction 
in  the  iron — and,  therefore,  its  magnetisation — has  a higher 
value  at  all  points  during  the  descent  of  the  force  than  during 
its  ascent.  Hence,  if  a curve  is  plotted  in  which  horizontal 
abscissae  represent  magnetic  force  and  vertical  ordinates  induc- 
tion or  magnetisation,  we  obtain  a curve  of  the  kind  shown  in 
Fig.  20,  which  is  a loop  or  encloses  an  area.  If  at  any  point 
in  the  cycle  we  stop  and  reverse  the  magnetism  a small  or 
subsidiary  loop  {see  Fig.  21)  is  formed  on  the  principal  curve. 
This  phenomena  is  called  magnetic  hysteresis,  because  the  mag- 
netism or  induction  “lags  behind”  the  magnetic  force.  If 
the  induction  B and  the  magnetic  force  H are  the  variables 
in  terms  of  which  the  curve  is  plotted,  the  curve  is  called  a 
B H curve  of  hysteresis.  We  may  next  consider  the  physical 
meaning  of  this  curve.  Consider  as  before  a ring  of  iron  of 
cross-section  B and  mean  perimeter  I wound  over  ^vith  N 
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turns  of  a magnetising  coil.  Let  a current  of  A amperes  be 
sent  through  this  coil,  there  are  then  N A ampere-turns  acting 

on  it,  and  the  magnetic  force  operating  on  the  iron  is  ^ . 


At  any  instant  let  the  difference  of  potential  at  the  ends  of  the 
magnetising  coil  be  V volts,  and  let  the  coil  have  a resistance 
of  R ohms.  If  the  induction  in  the  iron  has  a value  B,  the 
total  number  of  lines  of  induction  linked  with  the  coil  is 

BbN. 


Complete  Magnetisation  Curve  for  Soft  Iron  Ring  carried  from  strong 
positive  to  stroug  negative  inagneiisation.  The  arrows  show  the  direction 
of  the  magnetising  operation,  and  the  shaded  area  the  work  done  due  to 
hysteresis. 

If  we  make  a change  in  the  potential  and  increase  the  volts 
to  V + 8V,  and  at  the  same  time  increase  the  current  from 
A to  A-f-SA,  and  the  induction  from  B to  B-l-SB,  in  the 
small  time  S t the  following  relations  between  these  increments 
will  exist : The  time  rate  of  change  of  the  induction  is  in  the 
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limit  equal  to 


d B 

~di' 


and  the  time  rate  of  change  of  the  whole 


number  of  lines  of  induction  linked  with  the  circuit  is 
S N -^-5.  Hence  this  last  is  numerically  equal  to  the  induced 


electromotive  force  set  up  in  the  circuit  by  this  change  ; and  by 
considering  the  direction  of  this  induction  it  will  be  seen  that 
this  induced  electromotive  force  is  opposed  in  direction  to  the 


Magnetisation  Curve  for  Very  Soft  Iron  Ring,  showing  loops  due  to 
hysteresis  on  the  descending  branch,  and  enclosed  area  due  to  a complete 
cycle  (Ewing). 


impressed  electromotive  force  V producing  the  current.  This 
induced  electromotive  force  reckoned  in  volts  is  equal  to 

Hence  the  current  A in  amperes  must  be  equal  at 


any  instant  to  the  resultant  electromotive  force  divided  by 
the  resistance  of  the  circuit ; or 

y_  HNJB 

, W dt 

A = 


R 


62 


ELECTRO-MAGNETIC  INDUCTION. 


Therefore,  multiplying  all  through  by  A and  d t,  we  have 

V = + ^ a<;b. 

10^ 

But  the  magnetising  force  H in  the  iron  at  that  instant  is 

equal  to  — ? A.  Hence 
^ 10  I 

VA(U  = RA2'<a  + pJ,  L HrfB.  . . (18) 

10'  Itt  ^ ' 

The  first  term  of  this  equation  represents  the  whole  energy 
in  joules  given  to  the  ring  coil  and  core  in  the  small  time  d t ; 
the  second  term  represents  the  energy  wasted  in  that  time  in 
heating  the  copper  magnetising  coil ; and  the  third  term  must 
therefore  represent  the  whole  energy,  measured  in  joules, 
absorbed  or  wasted  in  the  iron  core  in  that  same  element  of 
time.  Accordingly  it  is  easily  seen  that  the  integral 

(19) 

taken  between  any  limits,  must  represent  the  whole  energy 
measured  in  ergs,  dissipated  by  a unit  of  volume  (viz.,  one 
cubic  centimetre)  of  the  iron  core  in  the  time  limits  of  the 
integral.  If  the  time  limit  is  the  interval  of  time  occupied  in 
making  one  complete  magnetic  cycle,  then  the  above  integral 
will  represent  the  energy  dissipated  per  unit  of  volume  of  the 
iron  in  this  cycle  estimated  in  ergs.  But  if  the  diagram  of 
the  magnetic  cycle  is  drawn  in  terms  of  B and  H,  the  integral 

jHdB  taken  over  the  whole  limits  of  the  cycle  is  the  value 

of  the  area  enclosed  by  the  induction  curve.  Finally,  there- 
fore, we  reach  this  rule.  If  a mass  of  iron  is  taken  once 
round  a magnetic  cycle,  and  an  H B diagram  is  drawn, 
showing  the  relation  of  induction  to  magnetising  force  during 
the  cycle,  one  centimetre  or  one  unit  of  length  along  the  hori- 
zontal being  taken  as  equal  to  one  C.G.S.  unit  of  magnetic 
force,  and  one  centimetre  or  unit  of  length  along  the  vertical 
being  taken  for  one  C.G.S.  unit  (one  line)  of  induction  ; 
then  I/Itt  of  the  area  of  this  closed  loop  in  square  units  is 
equal  to  the  energy  wasted  in  such  single  magnetic  cycle 
measured  in  ergs.  The  physical  meaning  of  these  loops  or 
enclosed  areas  in  magnetisation  curves  of  complete  magnetic 
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cycles  was  first  pointed  out  by  Prof.  E.  Warburg,*  but  also 
independently  by  Ewing.  In  the  first  place,  we  may  remark 
that  however  slowly  the  magnetic  cycle  may  be  performed, 
this  waste  of  energy  always  takes  place,  and  it  is  therefore 
seen  to  be  dependent  essentially  on  the  reversal  or  change  of 
magnetism  and  not  upon  the  production  of  local  electric 
currents  in  the  iron.  This  energy  waste  is  called  the  hysteresis 
loss  in  the  iron,  and  it  cannot  be  got  rid  of  by  any  amount  of 
lamination  or  division  of  the  iron.  Careful  measurements 
have  shown  what  is  the  value  of  this  hysteresis  loss  in  iron  of 
various  kinds. 

In  a Paper  entitled  “ Researches  in  Magnetism  ” {Phil. 
Trans.,  Part  II.,  1885),  Prof.  Ewing  has  given  the  values  of 
the  energy  dissipated  in  ergs  per  cubic  centimetre,  experi- 
mentally determined  for  complete  magnetic  cycles  performed 
on  various  samples  of  iron,  as  follows  : — ^ 


Sample  of  iron  operated 

Energy  dissipated  in  ergs  per 
cubic  centimetre  during  a com- 

upon. 

plete  cycle  of  doubly-reversed 

Very  soft  annealed  iron  

strong  magnetisation. 

Less  soft  annealed  iron  

10,300  ,, 

Hard  drawn  steel  wire 

00,000  ,, 

Annealed  steel  wire 

70,500  „ 

Same  steel,  glass  hard 

Pianoforte  steel  wire,  normal  temper. . 110,000  ,, 

Same,  annealed 

94,000  „ 

Same,  glass  hard  

117,000  „ 

If  we  make  one  hundred  complete  cycles  of  magnetisation 
per  second,  the  power  absorbed  per  cubic  centimetre  of  metal 
estimated  in  watts  is  as  follows  : — 


Sample, 


Power  wasted  in  watts 
per  cubic  centimetre  for 
100  ( Co  ) cycles  per  second. 


Very  soft  annealed  iron  

Less  soft  annealed  iron  

Hard  drawn  steel  wire 

Annealed  steel  wire  

Same  steel,  glass  hard  

Pianoforte  steel  wire,  normal  temjjer  ... 

Same,  annealed 

Same,  gla.ss  hard  


0-093 
1 03 
0-00 
7-05 
7-00 
11-000 
9 40 


11-700 


* Wiedemann’s  Annakn,  Xlll.,  p.  141,  1881. 


04 


ELECTRO-MAGNETIC  INDUCTION. 


From  the  above  we  can  deduce  that,  roughly  speaking,  it 
requires  18  foot-pounds  of  energy  to  make  a double-reversal  of 
strong  magnetisation  in  a cubic  foot  of  soft  iron.  The  energy 
so  expended  can  take  no  other  form  than  that  of  heat  diffused 
throughout  the  mass. 

A similar  table  of  experimental  results  has  been  given  by 
Dr.  J.  Hopkinson  [Trans.  Roy.  Soc.,  Part  II.,  1885,  p.  463), 
in  which  Paper  the  chemical  analysis  of  the  samples  operated 
upon  is  given.  The  highest  value  of  specific  hysteresial  dissi- 
pation was  found  for  Tungsten  steel,  oil  hardened,  in  which 
the  value  of  the  energy  in  ergs  per  cubic  centimetre  dissipated 
in  a complete  magnetic  reversal  was  216,864. 

Hysteresis  is  therefore  a quality  of  iron  in  virtue  of  which 
reversal  of  magnetisation  is  accompanied  by  dissipation  of 
energy.  The  energy  so  wasted  is,  of  course,  converted  into 
heat.  This  dissipation  of  energy  into  heat  during  magnetisa- 
tion is  something  quite  apart  from  any  production  of  heat  by 
eddy  (or  so-called  Foucault)  electric  currents  induced  in  the 
mass,  and  would  take  place  in  iron  so  perfectly  divided  that  no 
eddy  currents  could  exist. 

One  result  of  Prof.  Ewing’s  researches  has  been  to  show 
that  if  the  iron  is  kept  in  a state  of  mechanical  vibration 
hysteresis  is  greatly  diminished,  and  the  value  of  the  energy 
dissipated  in  a complete  cycle  is  much  reduced.  The  removal 
of  strong  residual  magnetism  from  soft  iron  by  slight  tapping 
or  twisting  has  also  been  noticed  and  commented  on  by  Prof. 
Hughes.* 

Hysteresis,  therefore,  is  a source  of  dissipation  of  energy  in 
the  armature  of  dynamos.  For  in  this  case  we  have  a mass  of 
soft  iron,  viz.,  the  armature  core,  which  has  its  direction  of 
magnetisation  reversed  every  revolution.  Suppose  the  core 
has  a volume  of  9,000  cubic  centimetres,  and  that  it  makes  15 
revolutions  per  second.  Taking  the  specific  hysteresis  for  this 
sample  of  iron  at  13,356  ergs,  we  find  that  the  dissipation  of 
energy  in  ergs  per  second  is  equal  to  9,000  x 15  x 13,356 
= 180x10^=180  joules,  or  a loss  of  about  a quarter  of  a 
horse-power-hour. 


* Prof.  D.  E.  Hughes,  “On  the  Cause  of  Evident  Magnetism  in  Iron,” 
Troc.  Soc.  Ttl.  Enyiiieers,  May  24,  1883,  p.  3. 
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Experiments  were  at  one  time  made  by  Joule  and  others  to 
determine  by  direct  observation  the  heating  effect  of  magneti- 
sation upon  iron,  but  in  these  early  experiments  it  is  probable 
that  the  results  were  mostly  impure,  and  qualified  largely 
by  the  production  in  the  iron  of  heat  by  local  or  eddy  electric 
currents.* 

Since  about  10,000  ergs  per  cubic  centimetre  are  dissipated 
by  a double  reversal  of  strong  magnetisation  of  soft  iron,  it  is 
not  difficult  to  show  that  the  consequent  rise  of  temperature, 
even  if  all  the  heat  is  retained  in  the  iron,  is  0'000284°C.,  or 
that  some  4,000  reversals  would  be  required  to  raise  the 
temperature  1°C.,  even  provided  all  the  heat  generated  is 
retained  in  the  metal. 

If  the  iron  is  subjected  to  very  rapid  reversals  of  induction, 
and  if  it  is  in  one  solid  mass,  then,  in  addition  to  the 
hysteresis  waste  of  energy,  eddy  electric  currents  are  set  up 
in  the  mass  of  the  iron  and  create  heat.  In  such  cases 
it  must  be  noted  that  the  source  of  waste  of  energy  in  the 
iron  is  twofold : first,  that  due  to  true  magnetic  hysteresis, 
and,  second,  that  due  to  eddy  currents.  The  last  source 
of  waste  can  be  prevented  by  sufficiently  and  properly  sub- 
dividing the  iron  into  very  thin  plates  or  wires,  which  are 
rusted  or  painted  so  as  to  prevent  the  production  to  any 
degree  of  eddy  currents.  The  first  source  of  waste  cannot 
be  prevented  by  any  such  lamination.  The  question  has 
been  very  much  debated  and  considered  whether  the  true 
hysteresis  loss  in  iron  depends  upon  the  speed  at  which 
the  magnetic  cycle  is  described — whether  the  dissipation  of 
energy  at,  say,  100  reversals  per  second  is  or  is  not  more 
than  one  hundred  times  that  of  one  slowly  performed  cycle. 

The  matter  seems  now  decided  as  follows  : — It  appears 
evident  from  the  researches  of  J.  and  B.  Hopkinson,!  that 
if  the  induction  density  is  moderate  in  amount  (for  example, 
not  more  than  3,000  or  4,000  C.G.S.  units)  then,  whether 
the  reversal  of  magnetism  or  cycle  is  made  very  slowdy 

* See  Joule’s  “ Scientific  Papers,”  Vol.  I.,  p.  123,  “ On  the  Calorific 
Effects  of  Ma<j;neto-Electricity,”  and  “ On  the  Mechanical  Value  of  Heat.’ 
Also  Phil.  Mag.,  Series  3,  Vol.  XXIII.,  p.  263. 

t The  ElectricAan,  September  9,  1892.  See  also  Frne.  Roy.  Soc.,  London, 
April  20,  1893,  Vol,  LIIL,  p.  352. 
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or  at  the  rate  of  a hundred  complete  cycles  per  second,  the 
area  of  the  hysteresis  curve  remains  practically  unaltered.  The 
same  fact  has  been  noted  by  Messrs.  Evershed  and  Vignoles,* 
and  also  by  Mr.  Steinmetz.  We  may  say,  therefore,  as  the 
result  of  the  latest  work,  that  the  difference  between  slow 
cycle  and  quick  cycle  hysteresis,  once  supposed  to  exist,  is 
found  to  be  non-existent,  and  that,  at  any  rate  for  such  induc- 
tions as  are  used  in  transformers,  we  can  apply  the  results 
of  the  hysteresis  losses  obtained  by  slow  cycle  methods  to 
the  cases  of  reversals  at  about  a frequency  of  one  hundred 
or  more. 

From  the  researches  of  the  Messrs.  Hopkinson  it  is  also 
clear  that,  for  higher  induction  densities,  there  is  a difference 
between  the  hysteresis  loops  for  very  slow  cycles  and  for 
rapid  ones,  and  this  difference  is  chiefly  in  that  part  of  the 
the  curve  preceding  the  maximum  induction.  As  Prof.  J.  A. 
Ewing  has  observed,  after  sudden  changes  of  magnetising 
force  the  induction  does  not  at  once  attain  its  full  value, 
but  there  is  a slight  increase  going  on  for  some  seconds. 
Dr.  Hopkinson  has  remarked  that  this  small  difference 
between  the  curve  as  determined  by  very  slow  reversals 
and  that  as  determined  by  very  rapid  reversals  is  a true 
time  effect,  the  difference  being  greater  between  a frequency 
of  5 per  second  and  72  per  second  than  between  5 per 
second  and  exceedingly  slow  cycles.  There  may  be,  there- 
fore, a true  time  lag  of  magnetism  at  the  higher  speeds, 
but  for  all  such  frequencies  as  are  employed  in  ordinary 
transformer  work,  we  may  take  it  that  the  hysteresis  loss 
is  constant  per  cycle  and  equal  to  that  obtained  by  slow 
reversals. 

The  reader  should  carefully  note  that,  if  the  hysteresis 
diagrams  are  taken  for  a solid  iron  ring  and  an  equal  sized 
ring  made  of  iron  wire  in  a way  afterwards  to  be  described 
wdth  the  wattmeter,  when  rapidly  alternating  currents  are 
employed,  the  area  of  the  diagram  will  be  greater  for  the 
solid  than  for  the  divided  ring.  The  area  of  the  hysteresis 
diagram,  then,  gives  us  the  energy  loss  due  both  to  eddy 
currents  set  up  in  the  iron  and  also  that  due  to  true  hysteresis. 
Hence,  in  such  experiments  as  above  described,  the  greatest 
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care  has  to  be  taken  to  eliminate  all  eddy  current  loss  before 
we  can  draw  any  conclusions  as  to  hysteresis  proper.  When 
a solid  mass  of  iron  is  magnetised  the  eddy  currents  set  up  in 
the  mass  have  to  die  away  first  before  the  iron  attains  its 
maximum  magnetisation,  because  at  every  point  in  the 
interior  of  the  iron  the  magnetic  force  due  to  the  eddy  current 
is  in  opposition  to  the  external  impressed  magnetising  force. 
Hence  the  effect  of  eddy  currents  is  to  delay  the  rise  of 
magnetism.  Over  and  above  this,  however,  for  strong  in- 
ductions there  seems  to  be  a slow  increase  of  magnetisation 
after  the  magnetising  current  has  become  constant.  Prof. 
Ewing  says : “I  repeatedly  observed  that  when  the  mag- 
netising current  was  applied  to  long  wires  of  soft  iron  there 
was  a distinct  creeping  up  of  the  magnetometer  deflection  after 
the  current  had  attained  a steady  value.” 

This  time  lag  appears  to  be  most  manifest  in  the  softest 
iron,  and  to  be  especially  noticeable  near  the  beginning  of  the 
steep  part  of  the  magnetisation  curve. 

In  an  investigation  on  the  magnetisation  of  iron  under  feeble 
magnetic  forces.  Lord  Rayleigh  has  also  drawn  attention  to  the 
fact  that  the  settling  down  of  iron  when  very  soft  or  annealed 
into  a new  magnetic  state  is  far  from  instantaneous.*  He 
has  shown  that  if  the  strength  of  the  earth’s  horizontal 
magnetic  field  is  called  li,  for  unannealed  iron  and  steel 
magnetising  forces  ranging  from  I h to  yo  Jo  o forth  pro- 

portional magnetisation — in  other  words,  the  susceptibility  is 
constant  over  this  range,  and  the  value  of  the  corresponding 
permeability  is  from  90  to  100,  this  small  proportional 
magnetisation  taking  place  independently  of  what  may  be  the 
actual  magnetisation  of  the  iron,  provided  it  is  not  very  near 
the  condition  usually  called  saturation.  The  moment,  how- 
ever, that  the  magnetising  force  is  pushed  beyond  these  limits 
the  phenomena  of  hysteresis  and  retentiveness  make  their 
appearance. 

The  subject  of  hysteresis  in  iron  is  by  no  means  yet  entirely 
explored.  The  chemical  and  physical  states  of  the  iron 
exercise  the  greatest  influence  on  its  magnetic  hysteresis,  and 
high  specific  electrical  resistance  seems  in  general  to  be  an 

* Lord  liayleigh,  “ On  the  Behaviour  of  Iron  and  Steel  Under  the 
Operation  of  Feeble  Magnetic  Forces,”  Phil.  Mag.,  March,  1887,  p.  225. 
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index  of  large  hysteretic  power  in  iron ; and  those  elements, 
like  manganese,  which,  when  added  to  iron,  increase  its  specific 
electrical  resistance,  have  also  an  effect  in  increasing  its 
hysteresis  waste. 

One  important  point  in  connection  with  magnetic  hysteresis 
is  the  effect  of  rise  of  temperature  of  the  iron  upon  the 
hysteresis  loss.  Experiments  made  recently  by  W.  Kunz,* 
are  instructive  on  this  point.  This  experimentalist  investi- 
gated in  1892  and  in  1894  the  effect  of  rise  of  temperature  in 
producing  a diminution  of  magnetic  hysteresis  in  iron,  and 
the  following  are  the  results  obtained  from  a long  series  of 
observations  of  this  phenomenon  : — 

Four  kinds  of  iron,  two  of  steel,  and  one  of  nickel  have  been 
the  subject  of  investigation.  Special  difficulties  occurred  in 
maintaining  the  wire  samples  at  the  high  temperature  for  the 
required  length  of  time,  and  in  the  measurement  of  these 
temperatures,  and  therefore  the  methods  are  more  particularly 
described. 

To  measure  the  temperature  of  the  wire,  thermo-electric 
junctions  were  used,  consisting  of  a platinum  wire  twisted 
for  about  1-5  cm.  of  length  round  a wire  of  platinum  con- 
taining 10  per  cent,  of  rhodium.  Two  such  couples  were 
used,  whose  free  ends  were  brought  well  insulated  to  a 
mercury  switch,  by  means  of  which  each  couple  could  be 
connected  to  a Deprez-d’Arsonval  galvanometer  having  about 
200  ohms  resistance.  The  temperature  of  the  junctions  at 
switch  and  galvanometer  was  always  the  same — about  20°C. 
The  calibration  of  these  couples  up  to  300°C.  was  done  by 
means  of  an  accurate  mercury  thermometer,  plunged  with  one 
junction  of  the  couple  into  oil,  which  was  warmed  up  in 
large  beakers  surrounded  with  asbestos  and  kept  well  stirred. 
The  galvanometer  deflections  corresponding  to  the  tempera 
tures  from  40°C  to  300°C  were  noted.  From  300°C  upwards, 
the  calibration  was  done  by  utilising  the  known  fusing  points 
of  certain  substances  melted  by  a gas  furnace : the  junction 
was  placed  in  the  molten  material,  the  flame  lowered,  and  the 
deflection  noted  when  solidification  began.  Each  couple  was 
thus  separately  calibrated — the  outside  junctions  being  kept 
at  a constant  temperature  by  immersion  in  petroleum  at  20°C. 

* {See  Elektrotechntschc  Zcitsckrift,  1894,  No.  14.,  p.  194, 
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The  substances  used  and  temperatures  measured,  or  assumed 
from  Bornstein-Landolt’s  tables,  were  as  follows  : — 


Substance  Warmed  or  Melted. 

Temperature  or 
Melting  Point. 

Galvanometer 

Deflection. 

Oil 

Deg. 

40 

16-0 

15  

73 

27-2 

15  

104 

38 -G 

140 

50 -g 

55  

200 

77*6 

55  

300 

125-4 

K Cl  O3 

359 

155  G 

Pb  Cl 

498 

244-4 

IK 

634 

330-2 

KCl  

734 

393-6 

NaCl 

772 

417-8 

NagSO^ 

861 

474-2 

To  heat  the  wire  under  test  a method  already  employed 
by  Ledeboer  was  adopted — namely,  winding  an  insulated 
platinum  wire  round  the  test  wire,  and  heating  it  by  passing 
a current  through  the  platinum  wire.  The  iron  wire  was 
contained  in  a porcelain  cylinder  having  a suitable  opening  to 
take  the  thermo-couple,  and  round  this  cylinder  was  wound 
(non-inductively)  the  platinum  wire.  The  insulation  between 
the  couple  and  the  platinum  was  tested  before  each  observa- 
tion. This  platinum  coil  was  surrounded  by  layers  of  asbestos, 
among  which  the  wires  of  the  thermo  couple  were  led  out. 
The  tube  thus  formed  was  placed  inside  a glass  tube  and 
accurately  centred  by  suitable  packing.  This  tube  was 
placed  again  in  another  glass  tube  with  asbestos  distance 
pieces.  A current  of  hydrogen  passing  through  the  inner 
tube  protected  the  wires  from  oxidation.  To  protect  the 
magnetising  coil  against  the  high  temperatures,  a hollow  tube 
of  pure  copper  was  placed  between,  and  a stream  of  water 
kept  passing  through  it,  and  this  had  to  be  insulated  by 
asbestos  from  the  glass  tubes  to  prevent  their  breaking. 
Observation  showed  that  no  heat  passed  through  this  jacket. 
The  two  couples  always  agreed  in  their  indications,  thus 
showing  that  the  wire  was  evenly  heated. 

As  indicated  above,  the  test  wire  was  a long  straight  piece ; 
its  magnetic  condition  was  observed  by  magnetometer,  by  the 
“single  pole”  method.  The  magnetising  coil  is  placed 
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vertically  in  the  direction  east  and  west  from  the  magneto- 
meter, and  the  top  end  of  the  magnetised  wire  is  on  a level  with 
the  instrument.  The  alteration  in  the  position  of  the  pole  due 
to  differences  in  induction  density  affect  the  distance  between 
the  magnetometer  and  wire  so  little  as  to  be  negligible.  The 
vertical  component  of  the  earth’s  field  must  be  taken  into 
account.  In  magnetising,  the  cycle  was  always  performed  a 
few  times,  until  the  curve  became  regular.  Then  a series  of 
observations  at  varying  temperature  of  a certain  cycle  was 
taken,  generally  with  maximum  B = 3,590  (about),  until  at 
the  high  temperature  (830°  C.  or  so)  the  magnetism  dis- 
appeared. Then  another  cycle  after  cooling.  Suitable 
arrangements  were  made  for  compensating  for  the  effect 
of  the  magnetising  coil  itself  on  the  magnetometer,  and  for 
demagnetising  by  reversals  of  a gradually  diminishing  current. 

The  strength  of  field  in  the  middle  of  the  solenoid  is 
calculated  from  the  well-known  formula, 


H = 


10 


where  N = number  of  turns,  C = the  current  in  C.G.S.  units, 
and  I = the  length  of  the  solenoid ; and  the  induction  was 
calculated  from  the  magnetometer  deflection  by  means  of  the 
known  value  of  the  horizontal  component  of  the  earth’s  field. 

The  following  Tables  are  for  a maximum  induction  density 
of  3,590,  and  are  the  mean  of  four  series  : — 


Material. 

Temp. 

Hysteresis 
Loss  in  Ergs. 

Material. 

Temp. 

Hysteresis 
Loss  in  Ergs. 

/ 

German 
annealed  ^ 
charcoal 
iron 

Deg. 

20 

290 

470 

656 

728 

836 

20 

2,350 
1,600 
1,204  1 

710 

550 

316 

2,107 

1 Swedish  ^ 
iron  '' 

/ 

\ 

Deg. 

20 

270 

460 

650 

742 

812 

20 

2,690 

2,080 

1,550 

905 

825 

712 

Indefinite 

Soft 

wrought  / 
iron 

20 

284 

468 

656 

744 

20 

3,420 

2,480 

1,750 

821 

800 

900  ! 

i 

Puddled  I 

iron  ^ 

f 

20 

275 

460 

560 

656 

744 

20 

3,100 

2,270 

1,730 

1,310 

979 

777 

2,090 
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These  values  show,  when  plotted  as  curves,  that  the  equation 
lj  = a-h  t (where  L is  the  hysteresis  loss  and  t the  temperature, 
and  a and  b constants)  expresses  fairly  the  law. 


Material. 

Temp. 

Hysteresis 
Loss  in  Ergs. 

Material. 

Temp. 

Hysteresis 
Loss  in  Ergs. 

r 

Hard  patent) 
steel  'i 

1 

Deg. 

20 

309 

526 

660 

790 

20 

11,540 

11,580 

6,040 

2,200 

1,180 

5,230 

Patent  cast , 
steel  ) 

Deg. 

20 

309 

468 

560 

640 

744 

20 

9,660 

9,860 

4,950 

1,985 

1,614 

1,048 

4,670 

The  above  Tables  are  to  be  interpreted  as  follows  ; Taking 
a wire  of  the  material  named,  it  was  subjected  to  a magnetic 
cycle  of  induction  in  which  the  maximum  induction  reached 
was  3,590  C.  G.  S.  The  wire  being  taken  at  a particular 
temperature,  as  given  in  the  second  column  of  the  tables, 
a hysteresis  loss,  diminishing  with  rise  of  temperature,  was 
found,  the  value  of  which  per  cycle  is  given  in  the  third 
column. 

The  two  kinds  of  steel  referred  to  in  the  last  two  tables 
had,  for  ordinary  temperatures,  magnetic  cycles  in  shape  like 
a rhombus,  altering  in  shape  at  about  300°,  even  increasing 
in  area,  and  between  this  and  470°  changing  in  form  to  that 
of  an  ordinary  iron  curve,  and  decreasing  greatly  in  area. 
The  character  of  the  steel  is  lost  after  heating,  as  shown  by 
the  final  observations,  and  it  becomes  also  quite  soft.  There 
is,  in  these  cases,  no  simple  relation  between  hysteresis  loss 
and  temperature. 

The  following  tables  relate  to  charcoal  iron  : — 


B. 

Temp. 

Loss. 

B. 

Temp. 

Loss. 

7,200 ( 

Deg. 

20 

270 

468 

570 

668 

744 

8,900 

6,690 

4,660 

3,340 

2,270 

2,168 

14,400  ...  1 

Deg. 

20 

270 

470 

570 

21,020 

14,840 

9,900 

7,550 
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For  higher  temperatures  than  570,  B = 14,400  could  not  be 
reached. 

The  results  show  that  the  above  law  also  holds  good, 
generally  speaking,  for  higher  values  of  induction  density. 

The  corresponding  results  for  steel  show  that  the  character- 
istics described  for  the  lower  values  of  induction  density  hold 
also  for  the  higher.  In  all  the  above  cases  a new  wire  was 
taken  for  each  series  of  observations.  It  is  shown,  therefore, 
that  when  an  iron  wire  is  subjected  to  repeated  cycles  of 
temperature  and  magnetisation  the  hysteresis  loss  decreases 
up  to  the  fourth  cycle  of  temperature,  and  then  becomes 
uniform ; the  results  of  each  temperature  cycle  being  ex- 
pressible as  a straight  line,  but  of  different  inclination.  The 
steel  wire  has  the  first  temperature  cycle  as  already  described, 
and  the  remainder  behave  like  the  soft  iron. 

In  the  case  of  nickel  subjected  to  a cycle  of  maximum 
B = 3,590,  it  was  found  that  the  hysteresis  fell  with  the 
increase  of  temperature,  at  first  rapidly,  and  afterwards 
increasingly  slowly  : it  fell  from  11,420  ergs  at  20°  to  4,700 
ergs  at  288°. 

One  of  the  most  important  results  is  the  fact  that  repeated 
cycles  of  magnetism  at  a high  temperature  reduce  the 
hysteresis  loss  in  iron  very  considerably,  and  it  would  appear, 
that  this  is  also  the  result  of  one  cycle  at  a very  high 
temperature. 

The  above  results  show  that  in  soft  iron  a very  marked 
decrease  in  the  hysteresis  loss  takes  place  as  the  temperature 
of  the  iron  is  raised.  Further  reference  to  this  matter  will  be 
made  in  reference  to  the  losses  of  energy  in  transformer 
working. 

§ 7.  The  Electromotive  Force  of  Induction. — We  have  in 
§ 2 enunciated  Faraday’s  law  of  induction  in  terms  of  the 
variation  of  a quantity  called  the  flux  of  induction  through 
the  circuit.  It  is  possible  to  express  the  fundamental  rule  in 
a more  elementary  manner,  and  in  a way  which  adapts  it  to 
explain  every  fact  yet  observed.  It  is  as  follows  : — If  any 
element  of  a conducting  circuit  is  so  placed  in  a field  of 
magnetic  induction  that  a movement  of  that  element  of  the 
conductor  or  change  in  the  field  of  induction  causes  lines  of 
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induction  to  intersect  it,  it  creates  an  electromotive  force  in 
the  element  of  which  the  direction  is  perpendicular  to  the 
plane  containing  the  lines  of  magnetic  force  and  the  direction 
of  motion  of  the  centre  of  the  element. 

This  operation  is  called  “ cutting  lines  of  magnetic  force.” 
We  shall  allude  later  to  hypotheses  which  have  been  con- 
structed to  suggest  in  some  degree  an  explanation  of  the 
nature  of  this  effect. 

The  simplest  possible  case  which  can  be  considered  is  when 
a short  linear  element,  such  as  a straight  wire,  is  made  to 
move  in  a uniform  magnetic  field,  in  a direction  perpendicular 
to  the  plane  containing  the  field  lines  and  the  linear  con- 
ductor, the  direction  of  the  length  of  this  last  being  also 
perptndicular  to  the  direction  of  the  field  lines. 


If  A B (Fig.  22)  is  the  element  of  length  of  the  conductor 
of  length  L,  and  if  A D represent  in  magnitude  and  direction 
one  of  the  lines  of  induction  of  the  uniform  magnetic  field,  H, 
in  which  it  is  placed,  A^  being  at  right  angles  to  AD,  and  if 
AC  represent  in  magnitude  and  direction  a displacement  of 
A B taking  place  uniformly  in  one  second,  so  that  A B moves 
uniformly  parallel  to  itself  from  position  A B to  position  C G 
in  one  second,  we  have  then  three  lines,  AB,  AC,  AD, 
mutually  at  right  angles,  and  representing  respectively  the 
length  L,  the  velocity  V,  and  the  magnetic  induction  H. 

The  result  of  the  motion  is  to  generate  in  A B an  electro- 
motive force  E,  numerically  equal  to  the  product  HLV  in 
consistent  units.  But  since  the  sides  of  the  parallelopipedon, 
or  solid  rectangle,  are  taken  to  represent  respectively  II,  L 
and  V,  their  product  E represents  the  volume  of  the  solid 
and  the  magnitude  of  the  electromotive  force  of  induction. 
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If  the  directions  of  A B,  AC  and  A D are  not  orthogonal, 
but  inclined,  the  same  still  holds  good. 

For  let  the  field  lines  AD  (Fig.  23)  be  supposed  to  be 
inclined  at  an  angle  9 with  the  direction  of  the  length  of  the 
conductor  AB,  and  let  the  direction  of  motion  of  A B parallel 
to  itself,  represented  by  A 0,  be  inclined  at  an  angle  4*  with 
AB.  The  strength  of  field  estimated  perpendicular  to  A B is 
H sin  9,  and  if  A C represents  the  actual  velocity  of  A B,  or 
displacement  in  one  second,  then  A C sin  4>,  or  V sin  is  its 
velocity  in  a direction  perpendicular  to  its  own  length.  The 
magnitude  of  the  induced  electromotive  force  E in  A B is  then 
numerically  equal  to  L H sin  9 V sin  </>,  or  to  H L V sin  9 sin  </> ; 
but  this  expression  also  represents  the  volume  of  a doubly 
skew  parallelopipedon  or  solid  rhomboid ; hence,  as  before,  if 
vectors  be  drawn  representing  respectively  the  length  and 
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velocity  of  a conducting  element,  and  also  the  field  strength 
in  which  it  is  placed,  the  volume  of  the  solid  rhomboid 
described  on  these  vectors  as  adjacent  sides  represents  the 
magnitude  of  the  electromotive  force  induced  in  the  element. 

The  magnitude  of  this  induced  electromotive  force  is  not  in 
any  way  dependent  upon  the  nature  of  the  material  of  which 
this  conductor  is  made.  Faraday  experimentally  proved  this 
(‘‘Exp.  Res.,”  §193-201)  by  taking  a double  conductor  com- 
posed of  an  iron  and  a copper  wire  twisted  together  and  united 
at  one  end.  On  passing  this  double  conductor  through  a 
magnetic  field  no  induced  current  was  detected  in  it  by  a 
galvanometer.  This  proved  that  the  electromotive  forces  set 
up  in  each  separate  conductor  were  equal  and  opposite,  and 
hence,  since  the  lengths,  field,  and  velocities  were  the  same, 
no  factor  entered  into  the  production  of  the  effect,  which 
depended  on  the  nature  of  the  conductor.  From  further 
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experiments  with  circuits  partly  metallic  and  partly  electro- 
lytic fluids  he  inferred  that  in  all  bodies,  whether  what  are 
commonly  called  conductors  or  non-conductors,  or  elec- 
trolytic conductors,  identically  the  same  electromotive  force 
is  brought  into  existence  by  moving  the  same  lengths  in 
the  same  way  in  the  same  magnetic  fields. 

When  a metallic  disc  is  rotated  in  a uniform  magnetic  field 
so  that  its  axis  of  rotation  is  parallel  to  the  direction  of  the 
field,  there  is  set  up  a difference  of  potential  between  the 
centre  and  the  edge.  In  this  case  we  can  tap  oft'  a current 
by  an  external  wire  connected  to  the  centre  and  the  edge 
of  the  disc. 

We  can  now  show  that,  starting  with  the  elementary  law 
above  stated,  as  to  the  magnitude  of  the  induced  E.M.F.  in 
an  element  of  a conductor,  we  can  deduce  the  other  principle 
of  the  relation  of  the  induced  E.M.F.  to  the  rate  of  change 
of  the  induction  through  the  circuit. 

Let  A B C D (Fig.  24)  be  a conducting  rectangle,  of  which 
the  plane  is  perpendicular  to  the  induction  lines  of  a uniform 
magnetic  field  of  strength  H,  the  same  being  shown  in  plan 
on  the  figure  ; let  the  circuit  be  capable  of  revolving  about  an 
axis  0 0 in  its  own  plane,  and  let  it  be  displaced  through  any 
angle,  6,  as  shown  in  elevation  and  plan  in  Fig.  20.  If  the 
frame  is  so  displaced  it  is  clear  that  the  sides  A C,B  D “cut” 
across  lines  of  magnetic  induction,  but  that  the  upper  and 
lower  sides  do  not.  During  this  displacement  the  vertical 
sides  alone  will  be  the  seat  of  electromotive  forces.  Imagine 
this  frame  to  revolve  round  the  vertical  axis  with  a uniform 
angular  velocity  w,  and  at  any  instant  t to  have  a position 
such  that  its  plane  makes  an  angle  6 with  the  plane  normal 
to  the  lines  of  force.  Let  the  length  of  the  side  A C be 
L and  that  of  A B be  R : the  actual  velocity  of  the  side 


A C is 


R 


and  the  strength  of  the  field,  in  a direction  per- 


pendicular to  its  length  and  its  direction  of  motion  at  that 
instant,  is  H sin  9.  Hence  the  electromotive  force  of  induction 

in  the  side  A C is  L H sin  6,  and  an  equal  and  oppo- 
2 


sitely  directed  electromotive  force  acts  in  the  side  B D at  the 
same  instant.  Hence  the  total  electromotive  force  acting 
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round  the  frame  is  equal  to  w H R L sin  6.  If  the  area 
of  A B C D is  denoted  by  A we  may  write  the  above  as 
w H A sin  0.  The  angular  velocity  w may  be  expressed  as 

the  time  rate  of  change  of  0,  or  as  ; hence  the  expression 

for  the  total  electromotive  force  of  induction  round  the  frame 

is  H A sin  (9  ,or  - (HAcos^).* 
dt  dt^  ' 


The  expression  A cos  6 denotes  the  apparent  size  of  the 
frame  as  looked  at  from  a considerable  distance  along  the 
direction  of  the  lines  of  induction,  and  the  quantity  H A cos  6 
is  the  numerical  value  of  the  number  of  lines  of  magnetic 
induction  passing  through  or  traversing  the  frame  in  its  posi- 
tion when  its  plane  is  inclined  at  an  angle  6 to  the  normal 
position.  We  assume  that  these  lines  are  spaced  out  according 

* We  here  suppose  the  circuit  to  he  foimed  of  a single  loop  of  wire 
having  a practically  negligible  self-induction.  The  above  statements  would 
require  some  modification  for  a circuit  of  many  turns  of  wire. 
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to  the  rule  proper  for  such  distribution,  viz.,  that  the 
number  passing  through  a unit  of  area  whose  plane  is  taken 
normal  to  the  direction  of  these  lines  is  numerically  equal  to 
the  magnetic  induction  over  that  area. 

Writing  N for  this  number  of  lines  so  piercing  through  the 
frame  at  any  instant,  we  have,  as  the  expression  for  the  total 
electromotive  force  acting  round  the  frame  at  any  instant,  the 


quantity 


dt  ’ 


that  is,  the  electromotive  force  of  induction 


is  numerically  equal  to  the  rate  of  change  (decrease)  of  the 
included  lines  of  induction.  It  is  customary  to  speak  of 
this  induced  electromotive  force  as  generated  either  by  the 
“cutting  of  lines  of  force  ” by  the  various  elements  of  the 
conductor  or  by  a change  in  the  number  of  lines  of  force 
piercing  through  the  aperture  of  the  circuit ; but  they  are 
merely  two  different  geometrical  ways  of  viewing  the  same 
phenomena.  The  actual  results  are  capable  of  receiving  a 
physical  explanation  on  the  assumption  that  the  act  of  inter- 
section of  a line  of  force  and  a portion  of  a conducting  circuit 
is  productive  of  an  electromotive  force.  We  see  that  the  total 
electromotive  force  is  the  resultant  effect  due  to  a summing- 
up  of  all  the  forces  acting  on  each  element  of  the  circuit, 
each  elemental  E.M.F.  being  measured  by  the  product  of 
the  length  of  that  element,  the  field  strength  around  it,  and 
its  normal  velocity  in  that  part  of  the  field.  The  result  is 
concisely  expressed  by  the  number  which  expresses  the  time 
rate  of  change  of  the  whole  number  of  the  lines  of  induc- 
tion traversing  the  circuit.  This  same  may  be  extended  to 
any  circuit  of  any  form  moving  in  any  way  in  any  field. 

If  a circuit  of  any  form  which  is  traversed  by  an  electric 
current  is  placed  in  a magnetic  field  due  to  other  neighbouring 
currents  or  magnets,  there  is  a flux  of  induction  through  that 
circuit  due  partly  to  the  current  in  the  conductor  and  partly 
to  the  external  field  of  the  other  currents  or  magnets.  If 
there  be  M lines  of  induction  due  to  the  external  field  passing 
through  it,  and  N lines  of  induction  due  to  its  own  current, 
any  variation  of  the  external  induction,  of  which  the  rate  of 

change  at  any  instant  is  represented  by  will  produce  an 

d t 


impressed  electromotive  force  in  such  a dir-ection  that  taking 


78 


ELECTRO-MAGNETIC  INDUCTION. 


lines  of  induction  out  of  the  circuit  induces  an  electromotive 
force  in  the  clockhandwise  ( + ) direction,  as  seen  from  that 
side  of  the  circuit  at  which  the  lines  enter.  When  a current 
is  flowing  in  any  conductor,  the  relation  between  the  direction 
of  the  current  and  that  of  its  own  lines  of  induction  is  the 
same  as  the  relation  between  the  thrust  and  the  twist  of  a 
corkscrew.  Htnce,  it  is  evident  that,  if  we  consider  a circular 
current  (Fig.  25)  with  the  current  flowing  in  it  clockhandwise 
( + ),  as  seen  from  one  side,  its  own  lines  of  induction  pass 


through  the  circuit  in  the  positive  direction,  or  away  from 
the  eye. 

Accordingly,  a little  reflection  shows  that,  if  the  current  in 
the  conducting  circuit  is  made  to  increase,  an  opposing 
electromotive  force  is  created  by  the  increasing  induction  of 
the  current  on  its  own  circuit.  The  current  in  the  act  of 
increasing  crowds  its  own  circuit  more  full  of  lines  of  induc- 
tion, and  creates  an  electromotive  force  of  induction  during 
the  period  of  this  increase  equal  numerically  at  any  instant  to 
its  own  rate  of  increase,  and  directed  in  opposition  to  the 
impressed  external  electromotive  force  which  is  driving  the 
current. 


CHAPTER  III. 


THE  THEORY  OF  SIMPLE  PERIODIC  CURRENTS. 

§ 1.  Variable  and  Steady  Flow. — In  the  following  pages  we 
shall  be  chiefly  concerned  in  considering  the  properties  and 
uses  of  currents  of  electricity  which  are  periodic  in  character  ; 
that  is,  which  are  changing  in  strength  from  instant  to  instant 
in  a cyclic  or  periodic  manner.  An  electric  current  or  an 
electromotive  force  may  either  be  steady,  in  which  state  it 
remains  uniformly  at  the  same  value,  or  it  may  be  variable,  in 
which  case  it  is  changing  in  value  from  instant  to  instant. 
In  this  last  case  we  can  consider  two  separate  conditions. 
The  current  strength  or  electromotive  force  may  be  periodic 
or  non-periodic  in  value.  A non-periodic  variable  current  or 
electromotive  force  is  one  which  changes  in  value  from 
instant  to  instant  accordingly  to  any  assigned  law  or  mode, 
but  in  which  the  same  series  of  values  are  not  regularly 
repeated.  A periodic  current  or  electromotive  force  is  one 
which  runs  through  a regular  cycle  of  values,  returning 
after  a certain  period  to  the  same  value.  It  is  accordingly 
said  to  vary  in  a cyclic  manner,  because  it  changes  through 
a cycle  of  values.  We  may  take  illustrations  of  these  three 
states  from  the  flow  of  fluids.  A stream  of  fluid  may  exist 
in  a steady  state  ; in  this  case  the  motion  of  each  particle 
of  the  stream  has  settled  down  into  a uniform  condition 
as  regards  velocity.  If  we  imagine  a small  short  tube  open 
at  both  ends,  held  anywhere  in  that  flowing  fluid,  the  same 
volume  of  fluid  would  flow  through  that  tube  in  every  unit 
of  time.  We  may,  however.  And  the  fluid  in  such  a condition 
that  the  velocity  of  each  particle  of  the  fluid  at  any  point 
is  changing,  and  the  flow  is  then  in  a variable  condition 
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If  that  change  is  of  such  a character  that  the  motion  is 
regular  in  its  mode  of  change,  then  the  flow  is  said  to  be 
periodic.  Thus,  in  a non-tidal  river  the  water  flows  in 
general  uniformly  in  one  direction  ; it  is  in  a steady  state. 
At  the  time  of  a flood  its  speed  at  any  point  may  be 
rapidly  increasing,  and  in  this  case  its  flow  is  variable.  In 
the  case  of  a tidal  river  the  flow  of  water  is  regularly 
reversed,  a cycle  of  fluid  motion  is  repeated  at  any  point, 
and  the  motion  is  said  to  be  cyclic  or  periodic  in  character. 

In  considering  the  motion,  either  of  actual  fluids  or  of 
electric  currents,  we  can,  then,  distinguish  three  states — the 
variable,  the  j^eriodic,  and  the  steady  condition.  In  the  first 
case  the  strength  or  direction  of  the  electric  currents  or  of  the 
fluid  velocity  is  changing  at  every  instant ; in  the  latter  cases 
the  flow  has  settled  down  into  a permanent  state.  The 
questions  involved  in  dealing  with  the  variable  or  periodic 
states  present  rather  more  difficulties  than  do  problems  in 
steady  flow,  for  the  reason  that  the  notions  of  time  and  inertia 
enter  into  these  in  a way  in  which  they  do  not  when  that  flow 
has  reached  a steady  condition.  We  shall  proceed  to  examine 
in  an  elementary  manner  some  features  of  electrical  flow  when 
variable  or  periodic.  We  must,  however,  prepare  the  way  by 
considering  some  purely  geometrical  properties  of  certain 
curves,  and  also  some  modes  of  motion  which  have  special 
reference  to  the  kind  of  electric  current  to  be  considered  sub- 
sequently. When  a mass  of  water  is  in  motion,  a particle  of 
water  selected  for  examination  has  at  any  instant  a certain 
velocity  in  a certain  direction.  This  may  be  represented 
graphically  by  a straight  line  drawn  from  that  particle 
representing  its  velocity  in  direction  and  magnitude. 
Similarly,  if  electricity  is  flowing  through  the  mass  of  a 
conductor  in  any  manner,  it  is  possible  at  any  point  to  draw  a 
vector  or  line  representing  at  that  instant  the  direction  and 
magnitude  of  the  current  at  the  point  from  which  the  line  is 
drawn.  Lines  drawn  within  the  mass  of  a fluid  at  any  points 
such  that  the  flow  at  that  instant  is  along  or  tangential  to 
these  lines  are  called  flow  lines.  In  the  first  place,  let  us 
make  the  supposition  that  the  flow  has  reached  a steady 
condition.  The  flow  lines  are  then  fixed.  When  this  is  the 
case  each  line  of  flow  becomes  the  actual  path  of  a fluid 
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particle,  and  is  called  a stream  line.  A surface  may  be 
supposed  to  be  described  in  the  mass  of  the  fluid  everywhere 
perpendicular  or  orthogonal  to  the  stream  lines ; such  a 
surface  is  called  an  equipotential  or  level  surface.  We  may 
also  suppose  such  a level  surface  drawn  in  the  mass  of  a con- 
ductor through  which  a current  is  flowing.  Let  any  area  be 
drawn  on  the  equipotential  surface,  and  let  it  be  divided  up 
into  units  of  area.  If  the  quantity  of  fluid  or  of  electricity 
flowing  through  each  unit  of  area  is  the  same,  and  if,  more- 
over, it  is  the  same  for  each  unit  during  each  succeeding 
instant  of  time,  the  current  is  said  to  be  steady  and  to  be 
uniformly  distributed.  The  quantity  flowing  per  unit  of  time 
through  any  area  is  the  numerical  measure  of  the  mean 
strength  of  current  over  that  section  of  the  conductor,  and 
the  quantity  flowing  per  unit  of  time  through  a unit  of  area 
is  the  measure  of  the  mean  density  of  current  over  that  unit 
of  area.  If  the  distribution  of  current  and  strength  is  not 
uniform,  we  can  only  express  them  at  any  time  and  place  by 
calling  to  aid  the  language  of  the  differential  calculus.  If 
d s be  a small  area  described  on  an  equipotential  surface,  and 
if  dq  be  the  quantity  of  electricity  which  flows  in  a small 
time  d t through  that  area  d s,  and  if  i is  the  strength  of  the 
current  at  the  centre  of  that  small  area  at  any  instant,  then 
in  the  limit 


(20) 


§ 2.  Current  and  Electromotive  Force  Curves. — To  fix  our 

ideas,  let  us  now  suppose  the  electric  flow  to  take  x^lace  through 
a thin  cylindrical  conductor,  such  as  a wire,  in  which,  at 
positions  sufficiently  remote  from  the  ends,  the  stream  lines 
will  be  parallel  to  the  axis  of  the  wire  and  the  equipotential 
surfaces  perpendicular  to  it.  Consider  any  one  section,  and 
let  the  flow  across  this  section  be  variable  both  in  strength 
and  direction — that  is  to  say,  let  it  vary  in  the  quantity  of 
electricity  which  flows  across  that  section  in  each  succeed- 
ing instant,  and  let  the  flow  be  first  one  way  and  then  the 
other,  changing  in  any  manner,  however  irregular.  We  can 
represent  graphically  the  state  of  things  as  regards  electric 
flow  at  that  section  by  means  of  a curve  called  a current  curve. 
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Take  a horizontal  line  (Fig.  26)  to  represent  the  imiform  flow 
of  time.  At  successive  instants  let  ordinates  be  drawn  to  this 
line,  representing  the  strength  of  current  flowing  past  that 
section,  and  let  them  be  drawn  above  ( + ) or  below  (-), 
according  as  the  direction  of  the  flow  is  to  the  right  or  to  the 
left.  Thus,  if  time  begins  to  reckon  from  0,  after  the  lapse 
of  a time  0 T the  current  is  positive,  and  is  represented  by  a 


l' 

Fig.  26. 


line  T I.  After  the  lapse  of  a time  0 T'  the  current  is 
negative,  and  is  represented  in  strength  by  a line  T'  1'. 

This  current  curve  is  obviously  a single-valued  function — 
that  is  to  say,  corresponding  to  a given  instant  of  time  the 
current  can  only  have  one  value.  The  curve  can  never  cut 
itself  or  double  back. 

We  may  here  remind  the  student  of  the  distinction  between 
single  and  multiple-valued  functions.  A single-valued  func- 


Fig.  27.  Fig.  28. 


Single  valued  function.  Multiple-valued  functions. 

tion  is  one  which,  when  represented  graphically  by  a continuous 
curve,  presents  only  one  value  of  the  ordinate  for  each  value 
of  the  abscissa. 

In  Fig.  27  is  represented  graphically  a single-valued  function, 
having  only  one  value  of  the  ordinate  X Y corresponding  to  a 
given  value  of  abscissa  0 X.  In  Fig.  28  is  represented  a curve 
such  that  there  are  five  different  values  of  the  ordinate  of  the 
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curve  corresponding  to  one  value  of  the  abscissa  0 X.  This 
curve  represents  a multiple -valued  function. 

Amongst  single-valued  functions,  or  single  ordinate  curves, 
there  is  one  which  is  particularly  important,  because  it 
proves  to  be  the  constituent  element  of  every  single-valued 
function.  This  curve  is  called  a sim, pie  periodic  curve,  or  simple 
sine  curve,  or  simple  harmonic  curve.  This  curve  may  be 
described  as  follows  : — Let  a circle  (say  a coach  wheel)  roll 
with  uniform  speed  along  a straight  line,  A B : a point  P on 
its  circumference  will  mark  out  a curve  called  a cycloid, 
represented  in  Fig.  29  by  the  thick  line,  A E P B.  If  the  point 
P be  projected  at  every  instant  on  the  vertical  diameter  of  the 
circle,  then  the  point  M will  mark  out  a curve  (represented 
by  the  dotted  curve)  as  the  circle  rolls  along  which  has  been 


E 


sometimes  called  the  companion  to  the  cycloid.”  It  is  also 
called  a harmonic  curve,  a sine  curve,  or  a simple  periodic 
curve.  Draw  a line  0 S N through  the  centre  of  the  circle 
and  parallel  to  the  base  line  A B.  Let  it  cut  the  dotted  curve 
at  the  point  0.  The  mathematical  student  will  see  that  if 
the  point  0 is  taken  as  origin,  and  0 C is  called  x,  and  C M 
called  y,  then  also,  if  the  radius  0 P of  the  circle  is  R,  and  the 
angle  MPC  = PCN  is  called  B,  it  is  clear  that 
a;  = R (180-0) 

and  y = 'R  sin  B. 

or,  2/ = R sin  (180  - :^). 

R 

If  I is  the  circumference  of  the  circle,  then  / = 27r  R,  and,  by 
substitution, 

I . 2r 

y = — -Sin X, 

^ 27r  /. 


(21) 
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This  last  is  the  equation  to  the  dotted  curve  0 E M B,  and  it 
is  the  equation  to  a simple  periodic  or  sine  curve.  The 
quantity  Z = A B is  called  the  wave  length,  and  R = S E is 
called  the  amplitude  of  the  harmonic  curve.  It  will  be  seen 
that  this  simple  periodic  curve  is  a smooth  wavy  curve  which 
has  points  of  maxima  above  and  below  the  axis  0 C. 

§ 3.  Simple  and  Compound  Periodic  Curves. — If  on  one 

common  axis  we  draw  two  simple  periodic  curves  of  any  wave 
lengths  and  any  amplitudes,  and  having  any  relative  position 
with  regard  to  each  other,  we  may  obtain  another  curve,  called 
a complex  periodic  curve,  by  adding  together  the  ordinates  of 
the  two  simple  curves. 


Fig.  30. 


As  an  example,  in  Fig.  30  are  shown  two  simple  sine  curves, 
represented  by  the  firm  lines,  of  which  one  has  double  the 
wave-length  and  about  two  and  a-quarter  times  the  amplitude 
of  the  other.  If  these  curves  are  superimposed,  and  a new 
curve,  represented  by  the  dotted  line,  formed  by  adding  the 
ordinates  X X y^,  of  a common  abscissa,  0 X,  into  a third, 
Xi/g,  then  we  obtain,  by  repeating  this  at  all  points,  a new 
curve,  which  is  called  a complex  periodic  curve,  because  it  is 
compounded  of  two  simple  sine  carves.  The  dotted  curve  is 
the  complex  sine  curve,  and  the  two  firm- line  curves  are  its 
two  components. 

We  may  in  this  way  add  together  any  number  of  simple 
periodic  curves  and  obtain  an  exceedingly  complicated  complex 
periodic  curve,  which  is,  however,  always,  like  a simple 
periodic  curve,  a single-valued  function.  It  is  clear,  also, 
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that  just  as  we  can  compound  simple  periodic  curves  into 
a complex  one,  so  we  can  resolve  a complex  single -valued 
function  into  a set  of  simple  periodic  components,  suitably 
situated  with  respect  to  one  another. 

§ 4.  Fourier’s  Theorem. — One  of  the  most  attractive  and 
important  of  all  mathematical  discoveries  is  that  of  Jean 
Baptiste  Fourier,  who  in  his  “ Theorie  Analytique  de  la 
Chaleur,”  published  in  1822,  gave  a demonstration  of  the 
above  theorem,  viz.,  that  any  periodic  curve,  however  com- 
plex, provided  it  is  a single-valued  function,  can  be  resolved 
into  a series  of  simple  periodic  curves,  of  suitable  amplitudes 
and  wave-lengths,  and  be  placed  in  a certain  relative  position 
to  each  other.  In  mathematical  language,  any  single- valued 
periodic  function  can  be  expressed  analytically  as  a sum  of 
a series  of  terms  the  first  of  which  is  an  arbitrary  constant, 
and  each  of  the  following  terms  is  the  sine  or  cosine  of  an 


B 

Fig.  31. 


angle  multiplied  by  a constant.  Take  such  a case  ag  that 
of  a zig-zag  line,  made  up  of  lines  inclined  at  an  angle  of 
60deg.,  like  the  teeth  of  a saw  (Fig.  31).  We  can,  by  Fourier’s 
theorem,  express  the  equation  to  this  periodic  line  in  terms 
of  a series  of  sine  or  cosine  terms.  Thus  the  equation  to 
the  zig-zag  line  in  Fig.  31  is 


1-0  .1  • 

nx-  _ sm  3 a; -H  — sin 
9 25 


5 a?  - &c. 


Hence,  by  adding  together  the  ordinates  of  a number  of  sine 
curves  suitably  chosen  and  placed,  we  can  obtain  a complex 
periodic  curve  which  imitates  in  form  any  given  single  valued 
periodic  curve,  however  complex  it  may  be,  provided  only  that 
it  is  periodic,  and  that  the  curve  does  not  cut  itself. 

This  very  remarkable  theorem  has  applications  in  all 
departments  of  physics.  In  acoustics  it  shows  that  any 
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continuous  sound  may  be  resolved  into  a series  of  simple 
harmonic  sounds.  In  alternating  current  investigations  it 
demonstrates  that  any  curve  of  current,  however  complex,  can 
be  resolved  into  a series  of  simple  periodic  currents.  If,  then, 
any  single  function  is  graphically  represented — that  is  to 
say,  any  such  curve  as  in  Fig.  30 — we  see  that  this  curve 
may  be  described  by  a point  which  moves  horizontally  with 
a uniform  velocity,  whilst  at  the  same  time  it  executes  in 
a vertical  direction  a movement  which  is  the  sum  of  a 
number  of  simple  harmonic  motions  superimposed  upon 
one  another.  The  combination  of  these  two  rectangular 
motions  causes  the  point  to  describe  the  curve  considered. 

In  subsequent  chapters  we  shall  be  examining  effects 
which  are  due  to  periodic  or  fluctuating  electric  currents. 
Fourier’s  theorem  gives  us,  when  applied  to  these  cases, 
a simplification  of  immense  value,  in  that  it  enables  us  to 
see  that,  however  complicated  may  be  the  fluctuation  of 
current  in  a conductor,  it  can  always  be  resolved  into  the 
sum  of  a series  of  simultaneous  currents  varying  in  a simple 
manner,  and  each  of  which  can  be  graphically  represented 
by  a simple  harmonic  curve.  The  general  consideration  of 
periodic  currents  must,  then,  be  preceded  by  an  examina- 
tion of  the  elementary  theory  of  electric  currents  of  a 
periodic  character,  in  which  the  variation  is  of  the  most 
simple  kind. 

Fourier’s  theorem  applies  also  to  many  other  physical 
phenomena  of  great  importance.  In  acoustics  it  shows, 
for  instance,  that  however  complicated  may  be  the  motion 
of  an  air  particle  in  a mass  of  air  through  which  sound 
waves  are  being  transmitted,  it  can  be  resolved  into  the 
sum  of  a series  of  motions  such  as  would  be  produced  by 
the  action  of  tuning  forks,  each  of  which  gives  rise  to  a 
motion  in  the  air  particles  approximately  of  the  nature  of  a 
simple  harmonic  vibration.  Helmholtz  actually  realised  this 
in  his  synthesis  of  vowel  sounds. 

Physically  interpreted,  Fourier’s  theorem  means  that  any 
variation  of  motion  which  can  be  represented  by  the  changing 
ordinate  of  a single-valued  periodic  curve  can  be  expressed  as 
the  sum  of  a series  of  simultaneous  motions,  each  one  of  which 
is  called  a simple  harmonic,  or  simple  periodic,  or  simple  sine 
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motion.  It  becomes  important,  then,  to  start  by  examining 
the  simplest  form  of  periodic  motion.  Suppose  a circular 
disc  (Fig.  32),  having  a pin  at  its  centre,  0,  to  be  pivoted  so  as 
to  revolve  round  an  eccentric  point,  C.  Let  a T bar,  moving 
in  guides  and  having  a slot  in  the  cross-piece,  be  so  fixed  that 
the  centre  pin  0 is  constrained  to  move  in  the  slot.  Further- 


more, let  the  point  0 round  which  the  disc  moves  be  fixed  to 
some  support  in  the  line  of  the  bar  A B produced.  If  the 
eccentric  is  compelled  to  move  round  C,  the  extremity  of  the 
bar  A will  move  backwards  and  forwards  with  a motion  called 
a simple  harmonic  motion  or  a simple  periodic  motion. 


For  it  is  clear  the  point  0 (Fig.  33)  is  compelled  to  move  in 
a circle  round  0 as  a centre,  and  hence  the  distance  of  the 
point  A from  C at  any  instant  is  the  length  of  the  bar  A B 
plus  the  length  B C,  which  is  the  projection  of  0 C on  the  line 
A C.  The  point  B,  therefore,  executes  a simple  vibration  to 
and  fro  along  the  line  A 0 as  0 moves  round,  and  the  point  A 
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imitates  the  motion  of  B.  If  the  angle  0 C D is  called  a*  and 
the  radius  0 C is  then  the  length  B C is  a sin  Xj  and  the 
displacement  of  A at  any  instant  from  its  mean  or  middle 
position  has  the  same  value.  The  motion  of  A is  called  a 
simple  harmonic  motion,  and  the  above  eccentric  and  T bar 
is  a mechanical  device  for  compelling  a point  to  describe  a 
simple  harmonic  motion  (abbreviated  into  S.H.M.).  If  such 
a harmonic  motion  be  executed  by  point  A (Fig.  34),  whilst 
at  the  same  time  a strip  of  paper,  S S',  is  caused  to  move 
uniformly  in  a direction  perpendicularly  to  the  line  A B,  a 
tracing  point  fixed  to  A will  describe  on  the  paper  a curve  of 


which  the  ordinate  A Y is  proportional  to  the  sine  of  the 
abscissa  XY,  or  the  equation  to  the  curve  will  be  of  the 
form  y = a smx,  a being  some  constant  quantity.  Hence  a 
simple  periodic  curve  is  also  called  a sine  curve. 

By  combining  together  two  similar  pieces  of  mechanism  it 
is  possible  to  construct  a machine  which  can  add  together 
graphically  two  simple  harmonic  motions  in  the  same  line, 
Wt  of  which  the  phase  angles  x and  the  amplitudes  a are 
different.  Machines  for  doing  this  have  been  devised  by  Lord 
Kelvin,  Mr.  Stroh,  and  others.  Apart  from  complications  the 
general  principle  is  as  follows. 
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Let  a cord  pass  over  four  pulleys  (Fig.  35),  two  of  which, 
F^  F^,  are  fixed  in  space,  and  two,  M^,  can  be  made  to  rise 
and  fall  in  vertical  lines  with  a simple  harmonic  motion  by 
being  attached  to  T bars  and  eccentrics.  If  the  cord  has  one 
end,  B,  fixed,  and  the  other  end.  A,  free,  it  is  easy  to  see  that, 
if  either  the  pulley  or  rises  and  falls  along  a vertical 
line  and  the  cord  is  just  kept  tight,  the  free  end  A will  be 
displaced  by  an  amount  equal  to  twice  the  displacement  of 
or  M*^,  and  as  or  moves  up  and  down  with  a S.H.M., 
the  free  end  of  A will  also  execute  similar  vibrations.  If 
and  move  together  the  displacement  of  A at  any  instant 
is  equal  to  the  sum  of  the  displacements  of  and  M^.  By 
providing  the  end  A with  a tracing  point,  and  moving  under 
it  uniformly  a sheet  of  paper  in  a direction  perpendicular  to 
the  direction  of  motion  of  A,  it  will  describe  a curve  of  which 
the  equation  will  be  of  the  form 

y = a sin  x + a'  sin  x', 

a and  a*  being  the  amplitudes  and  x x the  phase  angles  of  the 
two  motions  of  and  respectively.  This  apparatus,  or 
one  of  similar  principle,  has  been  devised  and  employed  by 
Lord  Kelvin  in  his  researches  on  the  tides.  It  will  be  evident 
from  the  foregoing  explanation  that  a machine  can  be  con- 
structed capable  of  causing  a tracing  point  to  move  to  and  fro 
across  a uniformly  flowing  sheet  of  paper,  with  a motion 
compounded  of  any  number  of  simple  harmonic  motions  of 
different  amplitude  and  phase  taking  place  in  the  same 
straight  line. 

§ 5.  Mathematical  Sketch  of  Fourier’s  Theorem. — Without 
going  into  a complete  proof  of  Fourier’s  theorem,  for  which 
we  must  refer  the  advanced  student  to  mathematical  text- 
books, we  propose  to  indicate  to  the  student  how  it  is  prac- 
tically employed  in  the  analysis  of  any  complex  curve  into  a 
series  of  simple  harmonic  constituents.  At  a later  stage  the 
student  will  find  that  this  analysis  is  of  use  in  discussing 
certain  current  and  electromotive  force  curves  obtained  from 
transformers. 

We  start  with  the  assumption,  for  the  propriety  of  which 
we  must  refer  the  reader  to  more  advanced  treatises,  that  if  y 
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is  the  magnitude  of  the  ordinate  of  any  complex  periodic 
single-valued  curve,  we  can  always  express  y as  follows : — 

y = Aq  -1-  Bq  -I-  Aj  sin  p i -f  cosp  t -}-  Ag  sin  2 p i 

-f  Bg  cos  2p  i 4-  A3  sin  3p  i -f  B3  cos  3 p i -t-  &c. 

The  problem  is,  given  any  complex  periodic  curve,  to  find  the 
A’s  and  B’s  in  the  above  equation  for  its  ordinate  at  any  point. 
To  do  this  we  need  a preliminary  lemma  in  the  integral 
calculus.  It  is  as  follows  : — 

The  integrals,  Jsin pt^inqtdt, 

and  Jeosptcos  qtdtf 

when  integrated  between  the  limits  0 and  tt,  are  equal  to 
zero,  if  p and  q are  unequal  integers ; and  equal  to  if  p 
and  q are  equal  integers.  For,  since 


and 

therefore, 

and 


2smp  t sin  qt  = cos  {p-g)t-  cos  (p  + q)  t, 

2 cos  p t cos  qt  = cos  (p  - q)t  + cos  (p-\-q)t\ 

sin  {p-q)t  sin( p + q)t 
smptsinqtdt-  2(p_j)  “ 2(p  + q)  ’ 

^ sin(p-q)t  sin(p-fu)t 
cosptoosqtdt=  2(j9-j)  + 2 (p  + q)' 


Hence,  if  p and  q are  unequal  integers,  both  these  inte- 
grals between  the  limits  t = 0 and  t = 7r  are  zero,  li  p=q 


they  both  become  equal  to  ~ . 


Again,  if  y is  the  ordinate  of 


a periodic  curve,  and  if  I is  the  half-wave  length,  then  the 
1 P 

integral  - ydl  represents  the  7?iean  value  of  y during  half 


the  period  ; because  it  is  obvious  that,  if  the  mean  or  average 
value  of  y is  called  M,  the  area  enclosed  by  the  periodic 
curve  and  the  base  line  between  the  two  limiting  ordinates 

is  M /,  and  this  area  is  also  expressed  by  the  integral  jy  d L 

Hence  the  above  equality  results.  From  these  two  simple 
lemmas  it  follows  that  we  can  easily  determine  the  values  of 
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the  constants  in  the  harmonic  expansion.  Let  us  assume  a 
simple  case  as  an  example.  Let 

2/  = + Aj  sin  a;  + A2  sin  2 x. 

To  determine  Ag,  multiply  all  through  by  sin  2 x and  inte- 
grate between  the  limits  x = 0 and  x = 7r, 

j ysin^xclx=  j AQsm2xdx+  J A^  sin  a;  sin  2 a;  a; 


+ 


sin^  2x  dx. 


All  the  integrals  on  the  right-hand  side  of  the  equation 
vanish  except  the  last,  which  is  equal  to 


Hence 


sin  2xdx. 


In  other  words,  is  equal  to  twice  the  mean  value  of  the 
product  of  y and  sin  2 x throughout  the  half  period.  In 


Fig.  36. 

the  same  way  all  the  other  constants  may  be  found.  The 
process  of  analysing  a complex  function  into  its  simple 
harmonic  constituents  is  then  reduced  to  little  more  than 
mere  arithmetic. 
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A single  example  will  make  this  clear.*  There  is  a certain 
complex  periodic  curve,  one  period  of  which  is  represented  in 
Fig.  36.  The  problem  is  to  find  the  simple  harmonic  or  sine 
curves  of  which  it  is  composed.  Call  y the  ordinate  of  the  curve. 
Divide  the  whole  period  into  twenty-four  equal  parts.  Let  T 

277- 

be  the  whole  periodic  time,  and  let  p stand  for  — . Let  t be 

any  fraction  of  the  periodic  time,  so  that  pt  is  the  angular 
magnitude  of  the  abscissa  corresponding  to  any  ordinate  y. 
Since  we  have  divided  the  period  into  twenty -four  equal  parts 
each  of  these  corresponds  to  an  angular  interval  of  15°. 
Hence,  pt  is  successively  15°,  30°,  45°,  60°,  &c. 

Measure  from  the  curve  the  value  of  y corresponding  to 
each  of  these  intervals,  and  tabulate  them  as  follows : — 


y 

pt 

y 

pt 

y 

pt 

13-3660 

0 

11-7940 

135 

4-8030 

270 

14*0355 

15 

10-8660 

150 

5-9645 

285 

14-3300 

30 

9-7060 

165 

7*5000 

300 

14-3295 

45 

8-3660 

180 

9-3940 

315 

14-1340 

60 

6-9645 

195 

10  8660 

330 

13-8295 

75 

5-6700 

210 

12-2940 

345 

13-4640 

90 

4-6705 

225 

13-3660 

360 

13-0355 

105 

4-1330 

240 

12-5000 

120 

4*1705 

255 

Proceed  then  to  make  a second  table  as  follows : — 


I. 

t 

II. 

y 

III. 

pt 

rv. 

sin^  t 

V. 

y X sinp  t 

VI. 

cosp  ^ 

VII. 

y X cosp  t 

0 

13-3660 

0 

0 

0 

1 

13  3660 

1 

14-0335 

15 

0-2588 

3 6324 

0-9659 

13-5569 

2 

14-3300 

30 

0-5000 

7-1650 

0-8660 

12  4098 

3 

4 

14-3-295 

&c. 

45 

0-7071 

10-1324 

0*7071 

&c. 

10-3124 

Similarly  in  Column  VIII.  put  the  values  of  sin  2 p t ; in 
Column  IX.  put  the  values  of  y x sin  2 p i ; and  in  Columns 
X.  and  XI.  put  cos  2 pt  and  y x cos  2 pt.  Then  the  value  of 
the  constant  term  Aq  -f  Bq  is  the  mean  or  average  value  of  all 
the  24  numbers  in  Column  II. 

* The  example  above  given  is  taken  almost  verbatim  from  a letter  by 
Prof.  John  Perry  in  The  Electrician  of  February  5,  1892,  Vol.  XXVIII., 
p.  362. 
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Aj  is  twice  the  average  of  all  the  24  numbers  in  Column  V. 

Bj  is  twice  the  average  of  all  the  24  numbers  in  Column  VII. 

Ag  is  the  same  for  Column  IX.,  and  Bg  for  Column  XI. 

Any  number  of  columns  may  be  calculated  corresponding  to 
the  multiple  angles,  3 p t,  4,  p t,  &g.,  for  higher  terms  of  the 
Fourier  series. 

When  we  have  all  the  sine  and  cosine  terms  it  is  easy  to 
express  y in  the  form 

2/  = Ao  + Bo4-  v/Aj^  + sin  (pt+S) 

+ sin  (2_p  ^')  + &c., 

by  grouping  together  the  sine  and  cosine  terms. 

In  the  example  calculated  above  it  is  found  that  the  value 
of  y is  approximately 

2/  = 10  + 5 sin  {pt-\-  30®)  - sin  (2  p t - 60®), 

and  this  shows  us  that  the  given  periodic  curve  is  made  up  of 
two  sine  curves  of  amplitudes,  5 and  1 respectively,  which 
differ  in  phase  by  30®.  The  student  will  find  it  to  be  a useful 
exercise  to  take  two  or  three  simple  periodic  curves  and  add 
their  ordinates  into  a complex  periodic  curve,  and  then  by 
the  Fourier  analysis  to  re-discover  the  simple  harmonic 
constituents  again,  and  see  if  he  can  find  the  amplitudes 
correctly. 

§ 6.  Simple  Periodic  Currents  and  Electromotive  Forces. — 

Returning,  then,  to  electric  currents,  we  may  consider  how  a 
complex  periodic  current  is  made  up  of  simple  periodic  currents 
superimposed.  It  is  necessary  to  examine,  in  the  first  place, 
how  a simple  periodic  current  or  electromotive  force  may  be 
generated.  Let  A B C D (Fig.  37)  be  a rectangular  frame  or 
conductor,  able  to  revolve  round  a vertical  axis,  0 O',  in  a 
uniform  magnetic  field.  The  adjacent  figure  represents  the 
same  in  plan.  If  the  frame  revolve  round  the  axis  0 O',  the 
total  electromotive  force  acting  round  the  circuit  at  any 
instant  is  numerically  equal  to  the  time  rate  of  change  of 
magnetic  induction  or  number  of  lines  of  magnetic  force 
passing  through  the  circuit.  If  H is  the  field  strength  in 
C.O.S.  units,  I the  length  of  the  side  A 0,  and  k the  length  of 
the  side  C D,  and  x the  angle  which  at  any  instant  the  plane 
of  the  frame  makes  with  a plane  drawn  at  right  angles  to  the 
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lines  of  the  field,  then  the  magnetic  induction  or  number  of 
lines  of  force  through  the  frame  is  the  product  of  H,  and  the 
apparent  size  of  the  frame,  as  seen  along  the  direction  of  the 
lines  of  force  of  the  field,  is  equal  to  H ^ ^ cos  x. 

If  the  area  of  the  frame  is  A square  centimetres,  the 
magnetic  induction  through  it  is  H A cos  x.  The  effective 
electromotive  force  acting  to  produce  a current  in  the  circuit 
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Fig.  37. 


is  numerically  equal  to  the  time  rate  of  change  (decrease)  of 
the  magnetic  flux  or  induction,  or  to 

- d(HAcosx)^ 

dt  d t 

This  last  equation  is  merely  a symbolic  statement  of  the 
fact  that,  if  such  a frame  of  area  A revolve  round  an  axis 
perpendicular  to  the  lines  of  force  in  a uniform  magnetic  field, 
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H,  with  an  angular  velocity  then  the  integral  electromotive 

a t 

force  acting  round  the  frame  at  any  instant  corresponding  to 

d X • 

an  angular  displacement  a:  is  H A — sin  x. 

d t 


If  the  angular  velocity  remains  constant,  the  effective 
electromotive  force  will  be  simply  proportional  at  any  instant 
to  the  sine  of  the  angular  displacement  of  the  frame  from  its 
initial  position.  Such  a frame  produces  by  its  uniform  revo- 
lution a simple  periodic  variation  of  electromotive  force  in  its 
own  circuit.  If  we  suppose  such  a frame  to  have  a closed 
circuit,  then  this  periodically  varying  electromotive  force  will 
produce  in  the  circuit  an  electric  current  which  varies  in 
strength  very  nearly  as  the  sine  of  the  angle  of  the  displace- 
ment of  the  frame  from  its  zero  position  when  no  lines  of 
force  penetrate  through  its  area.  Hence,  graphically  repre- 
sented, the  current  varies  according  to  a simple  harmonic 
law,  or  is  a simple  sine  current.  We  can  then  synthesise  by 


raTTO  1 

Fig.  38. 

the  superposition  of  such  simple  harmonic  electric  currents 
any  form  of  variable  current,  however  complicated.  Let  a 
series  of  such  sine  inductors  be  joined  up  on  one  circuit 
(Fig.  38),  each  capable  of  being  regulated  as  to  angular 
velocity,  and  imagine  these  to  revolve  in  magnetic  fields  of 
equal  strength.  These  sine  inductors  are  originally  set  with 
the  plane  of  their  frames  at  certain  different  but  fixed  angles 
to  the  planes  at  right  angles  to  the  fields  of  force  in  which 
they  revolve,  and  they  must  be  supposed  to  maintain  these 
relative  positions  during  their  revolution.  Accordingly,  the 
effective  electromotive  force  in  the  whole  circuit,  when  they 
are  all  joined  up  in  series  and  set  revolving  at  fixed  speeds,  is 
represented  by  a function 

6 = A sin  a?  -f  A'  sin  x'  + A"  sin  x"  -h  &c.  ; 

and  by  Fourier’s  theorem  any  possible  periodic  variation  of  e 
which,  graphically  described,  is  a single-valued  function,  can 
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be  produced  by  suitable  values  of  the  speeds  and  phase  angles 
of  these  sine  inductors. 

The  converse  of  the  above  proposition  is  also  true.  Let 
there  be  any  periodic  current- generating  machine  producing 
in  a circuit  an  electromotive  force,  and  therefore  a current 
varying  periodically  according  to  any  law.  This  kind  or  form 
of  current  could  be  exactly  imitated  by  removing  the  given 
machine  and  substituting  a series  of  sine  inductors  coupled  in 
series  and  arranged  so  as  to  each  produce  a simple  sine 
varying  E.M.F.,  the  respective  sine  currents  having  different 
phases  and  amplitudes,  but  being  superimposed  upon  one 
another.  That  is  to  say,  however  complicated  may  be  the 
nature  of  the  periodic  current  which  traverses  a circuit, 
provided  the  same  electric  motions  are  repeated  at  regular 
intervals,  we  may  build  up  this  current  by  suitably  super- 
imposing in  the  same  circuit  a number  of  simple  periodic 
currents  of  certain  amplitude  and  wave-lengths  and  fixed 
difference  of  phase. 

The  above  remarks  may  be  taken  as  an  outline  of  the 
analysis  of  any  single- valued  continuous  function  into  a series 
of  simple  harmonic  functions.  To  simplify  language,  we  shall 
in  future  speak  of  a curve  whose  equation  is  of  the  form 
y = A sin  a;  as  a simple  periodic  curve,  and  if  such  curve 
graphically  represents  the  continuous  variation  of  the  flow  of 
electricity  past  any  section  of  a conductor,  or  the  fluctuation 
of  electromotive  force  in  any  circuit,  we  shall  speak  of  such  as 
a simple  periodic  current  or  a simple  periodic  E.M.F. 

Any  other  mode  of  variation  of  these  quantities  which, 
graphically  represented,  would  be  a single-valued  curve 
repeating  the  same  form,  will  be  spoken  of  as  a complex 
periodic  curve,  current,  or  E.M.F.,  and,  by  the  foregoing 
analysis,  a complex  periodic  function  can  be  analysed  into  a 
sum  of  simple  periodic  functions. 

§ 7.  Description  of  a Simple  Periodic  Curve. — The  follow- 
ing method  affords  a very  easy  means  of  drawing  a simple 
periodic  curve.  Take  a cylinder  or  tube  of  pasteboard  {see 
Fig.  39)  and  cut  it  through  obliquely  with  a sharp  knife, 
taking  care  to  make  the  cut  in  one  plane.  The  section  of  this 
cylindrical  tube  by  an  oblique  plane  will  be  an  ellipse,  Slit 
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the  tube  open  along  the  line  A B and  unfold  it.  Lay  it  down 
on  another  sheet  of  paper  and  draw  a pencil  line  guided  by 
the  curved  edge  A Y Y'.  Draw  a dotted  line,  X X',  so  that 
its  vertical  distance  below  the  highest  point  Y on  the  curve 
is  equal  to  its  vertical  distance  above  the  points  A and  Y', 


or  make  OY  equal  to  AX,  Then  move  this  cardboard 
template  forward  through  a distance  equal  to  its  own  width, 
and  draw  another  piece  of  curve,  repeating  the  first,  and 
similarly  placed  {see  Fig,  40). 

Y 


The  resulting  curve  is  a simple  periodic  or  simple  sine 
curve.*  The  distance  X X',  equal  to  the  circumference  of 
the  tube  or  to  the  width  of  the  template,  is  the  wave  length. 
The  distance  0 Y of  the  highest  point  above  the  mean  line 

* “ Elements  of  Dynamics  ” (CliflFord),  p.  22. 

H 
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is  the  amplitude.  If  the  bottom  edge  of  the  template  is 
divided  into  360  parts  or  units,  then  the  distance  O'  M, 
measured  in  such  units  of  the  foot  of  the  perpendicular, 
let  fall  from  any  point  P on  O'  M,  is  the  phase  of  the  point 
P,  measured  in  degrees. 

It  is,  perhaps,  more  convenient  to  reckon  the  phase  of  the 
point  P by  the  magnitude  of  the  line  A N,  or  the  distance " 
of  the  foot  of  the  perpendicular,  let  fall  from  P on  X X'  from 
the  point  A,  where  the  curve  crosses  the  mean  line.  The 
phase  of  the  maximum  ordinate  0 Y is  then  90deg. 

§ 8.  The  Value  of  the  Mean  Ordinate  of  a Sine  Curve. — 
Let  Fig.  41  represent  the  semi-wave  of  a simple  periodic 
curve ; we  shall  proceed  to  prove  some  geometric  proper- 
ties of  such  a curve.  Considering  this  curve  as  bounding 
an  area  of  which  the  other  including  line  is  the  datum  line 


Fig.  41. 


XX',  we  shall  first  find  the  value  of  the  mean  or  average 
ordinate.  Let  X X'  be  divided  into  equal  and  very  small 
intervals,  such  as  N N',  of  which  the  length  is  d x,  and  let 
X N be  called  x.  Assume  as  a unit  of  length  the  radius  of 
the  cylinder  of  which  XX' is  the  semi-circumference.  At 
each  of  these  small  elements  raise  ordinates,  such  as  P N,  to 
touch  the  curve.  We  require  to  find  the  mean  value  of  all 
these  equi-spaced  ordinates  when  they  are  infinitely  close. 
The  arithmetic  mean  value  of  a number  of  things  is  the  sum 
of  them  divided  by  their  number.  If  y denote  the  length  of 
one  such  ordinate  P N,  and  2 y the  sum  of  all  such  ordinates 
when  ruled  at  .n  equal  and  exceedingly  small  intervals,  each 
of  length  dx,  then  the  average  value  of  these  infinitely 
numerous  ordinates  is 


• — > 


n d X ’ n dx 


n 
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but  the  sum  of  all  such  quantities  as  2/  cZ  ii?,  or  P N . N N'  is 
the  sum  of  all  the  areas  of  the  little  rectangular  slips  into 
which  these  infinitely  numerous  ordinates  divide  the  area 
bounded  by  the  curve  and  X X' , and  ndxi^  the  length  X X' ; 
hence  we  have 

n.  , areaXYX' 

mean  ordinate  = = 

length  X X 

The  area  X Y X'  is  obtained  by  integrating  the  equation  to 
the  curve.  Calling  the  maximum  ordinate  0 Y,  A,  and  the 
distance  X N,  a;,  the  unit  being  the  radius  of  the  cylinder  of 
which  X X'  is  the  semi-circumference,  we  have  as  the  equa- 
tion to  the  curve 

y = A sin  x, 


and  therefore 


jy  dXf  or  aJ sin  x d Xy 


between  the  limits  0 and  tt,  is  the  value  of  the  area  of  the 
curve.  But 


A jsin  xdx=  - A cos  a;, 


and  this,  between  the  limits  x==0  and  a;  = 7r,  is  equal  to  2 A. 
On  the  same  scale,  the  length 

XX'  = 7r; 

hence,  the  average  value  of  the  infinitely  numerous  and  equi- 
2 A 

spaced  ordinates  is  — , or  the  average  ordinate  of  a simple 

7r 

2 

sine  curve  is  equal  to  - times  the  maximum  ordinate.  The 
value  of 

? = 0-6369. 


Therefore,  the  average  value  of  the  equi- spaced  ordinates  of  a 
simple  periodic  curve,  or  the  true  mean  ordinate,  is  0-6360  of 
tlie  maximum  ordinate;  and,  if  the  current  or  electromotive 
force  varies  according  to  a simple  periodic  law,  the  true  mean 
current  or  the  true  mean  E.M.F.  is  0-6369  of  the  maximum 
current  or  E.M.F.  during  the  phase. 

We  have  here  made  use  of  one  simple  integration,  and  it  is 
generally  easier  to  master  the  elements  of  the  infinitesimal 
calculus  than  to  construct  or  follow  proofs  which  aim  at 

H 2 
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avoiding  its  use.  We  shall,  however,  indicate  how  the  value- 
of  this  mean  ordinate  may  be  found  from  first  principles.  If 
we  call  the  length  of  the  base  line  X X'  I,  and  divide  it  into  n 
equal  and  very  small  parts  of  length  8x,  then  n8x=l.  Erect 
at  each  interval  an  ordinate  whose  height  is  y,  then  the  equa- 


tion to  the  curve  is  y = A sin  - ar,  where  x is,  as  before,  the 

t 


distance  X N.  The  mean  value,  M,  of  the  ordinate  is  the  sum 
of  all  the  values  of  the  ordinates  divided  by  their  number,  or 

is  equal  to  i (yi + ’/2  + !/3  + &c.). 


*.  M = - A I sin  0 -f  sin  ^ S a;  -t-  sin  y 2 S a;  . 
n [ i i 

-h  sin  ^ n -1  8 a;^. 

The  sum  of  the  sine  terms  in  the  bracket  is  known  by 
trigonometry  to  be  equal  to 


8 X 


sm 


TT  8 X 

1 "2 


Hence 


. /w  - 1 X « > 
sin  1 ^ ox  ' 

i ■ mr  ^ 

1 sm-  — ox 

\ 2 1 > 

f 2 1 

. TV  8 X 


» 


which  may  be  otherwise  written — 


8X  TT 


TT 

7 


sin 


When  n becomes  infinite  and  8 x becomes  zero,  n8x  remains 
still  equal  to  I ; hence  the  above  expression  in  this  case 
reduces  to  the  following  : — 

M=-.  2 . sin2  ^ . = ?A, 

TT  2 X 

h 

for  the  value  of ^ is  2 when  h becomes  zero. 
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Accordingly  the  mean  value  of  the  ordinates,  when  they  are 

2 

infinite  in  number  and  equi-spaced,  is  - times  the  magnitude 
■of  the  maximum  ordinate.  ^ 


§ 9.  The  Value  of  the  Mean  of  the  Square  of  the  Ordinates 
■of  a Simple  Periodic  Curve. — We  require  in  the  next  place  to 
find  the  value  of  the  mean  of  the  square  of  the  ordinates  to 
the  same  curve,  assuming  them  to  be  equi-distant  and  infinite 
in  number.  If  y^,  y^,  &c.,  are  the  ordinates,  and  n the  number, 
we  require  to  find  the  value  of 

i + y-f  + Vi  + 

the  value  of  any  ordinate  being,  as  above, 

2/  = A sin  y X. 

L 


If  X X'  or  I is  divided  into  n intervals,  each  equal  to  6 a*,  so 
that  nS  x = l,  we  have  to  find  the  value  of 
A2 


- f sin^ 0 + sin’^  y Bx  + sin^  t2  8x 
n \ I I 


+ sin2 


hut,  since 


siri^O  = 


= i^l-cos26i^, 


the  series  in  the  bracket  can  be  replaced  by 

- 1 cos 0 + i - J-cos  y 2 8 + 1 - 1 cos  y 4 8a;  + &c. 

^ Jt  A L A A I 


1 1 


cos  f 


&X--2SX 


) 


2 2 \l  I 

■for  n terms.  Hence  the  mean  value  M is 

M = — ^ cos  0 + cos  ^ 2 8 a;  + &c.^ 
n 2 2}i\  i / 

for  n terms. 

The  cosine  series  forms  a progression  of  terms  which  begins 
with  unity,  since  cos0°  = l,  and  passes  down  through  zero 
to  - 1,  and  then  up  from  - 1 through  zero  to  unity  again, 

for 


( 


cos  I -2nBx-  --  28  X 


;^  = + Ij 


when  n8x  = l and  8a;  becomes  infinitely  small. 
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Since  the  angles  are  in  arithmetic  progression,  we  can  pick 
out  from  this  series  pairs  of  cosine  terms  such  that  they  are 
equal  in  magnitude  but  opposite  in  sign,  and,  when  taken 
pair  and  pair,  cancel  each  other  out.  The  sum  of  the  cosine 
series  in  the  bracket  is  thus  equal  to  zero,  and,  therefore, 

M = 4'; (22) 

A 

that  is,  the  mean  of  the  values  of  all  the  ordinates  squared, 
taken  equi- distant  and  infinite  in  number,  is  half  the  square  of 
the  maximum  value. 

We  have,  therefore,  this  result : If  the  current  in  a linear 
conductor  varies  in  strength  and  direction  in  a manner  which 
geometrically  would  be  represented  by  the  ordinate  of  a simple 

2 

sine  curve,  the  true  mean  value  of  the  current  strength  is  - 

TT 

or  0-637  of  its  maximum  value,  and  the  mean  value  of  the 
square  of  the  current  strength,  taken  at  equal  and  very  small 
intervals,  is  half  the  value  of  the  square  of  the  maximum 
value. 

2 1 

Since  _ = 0-637  and  — = 0-707,  and  since  the  difference 

TT 

= 0-07,  the  true  mean  current  is  less  than  the  square  root  of 
the  mean  of  the  squares  at  each  instant  by  an  amount  which 
is  very  nearly  10  per  cent,  of  the  latter. 

If  we  proceed  by  the  ordinary  rules  of  the  integral  calculus, 
we  can  find  the  value  of  the  mean  of  the  squares  of  the  ordi* 
nates  of  the  sine  curve  as  follows  : — 

Let  1/  = A sin  .r 

be  the  curve ; then 

?/2  = A2  sin2  X 

= ^ (1  - cos  2^(7). 

A 

The  mean  value  of  the  square  of  the  ordinate  between  the- 
limits  0 and  tt  — that  is,  during  the  half-w^ave  length — is 

u=Lr  ,/dx. 

TT  J Q 
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Therefore, 

M = ^r(l-cos2n)iix, 

ZttJ  0 

M = ^ r a;  - 4 sin  2 a;”] 

2^  Lo  " J 

A2 

2‘ 

Hence  we  reach  the  same  result  as  above.  In  order  to  avoid 
repeating  constantly  the  clumsy  phrase  the  square  root  of  the 
mean  of  the  squares  of  all  the  equi-spaced  ordinates  of  a curve,  we 
may  call  this,  in  speaking,  the  meaii-square  value  of  the 
ordinate,  and  express  it  by  the  symbol  ^mean^.  Hence, 
^mean^  y stands  for  the  above  particular  kind  of  mean  of  y. 

In  practice,  in  alternating-current  work,  we  hardly  ever 
require  to  concern  ourselves  with  the  true  mean  of  the 
ordinates  of  a simple  or  complex  periodic  curve.  Chiefly 
we  require  to  know  or  find  the  square  7'oot  of  the  mean  of 
the  squares  of  the  ordmates  of  a periodic  curve  taken  at 
equi-distant  positions  throughout  the  period.  Hence  the 
J mean-^  value  of  the  ordinate  of  a simple  periodic  curve  is 
equal  to  the  quotient  of  the  maximum  ordinate  by  the 
for  the  mean  of  the  squares  of  the  equi-distant  ordinate  is 
A2 

equal  to  the  value  of  — , as  shown  above,  and  hence  the 

A 


J mean^  value  is  Since  n/2  = 1-414  nearly,  we  see  that 


the  maximum  ordinate  of  a simple  sine  curve  is  n/2  times 
the  J mean^  ordinate.  In  the  practical  measurement  of  alter- 
nating currents,  the  value  given  by  the  instruments  is  nearly 
always  the  J mean^  value  of  the  instantaneous  values 
throughout  the  period. 


§ 10.  Derived  Curves. — Let  the  curve  in  Fig.  42  represent 
the  complete  period  of  a simple  periodic  curve  of  which  the 

equation  is  y = A sin  ^ x.  Let  P be  any  point  on  the  curve. 

If 

Then  P N = y,  0 Y = A,  X X'  = ^.  At  P draw  a tangent  P T to 
the  curve,  and  let  it  meet  the  datum  line  at  T. 
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We  shall  call  the  trigonometrical  tangent  of  the  angle  P T N, 

P N 

the  slope  of  the  tangent  at  the  point  P,  hence  = the  slope. 

If  two  points,  P P'  (Fig.  43),  are  taken  on  the  curve  very 
near  together,  and  a secant,  P'  P T,  is  drawn  through  them. 


this  secant  will  become  a tangent  when  the  points  P P'  move 


up  into  contact.  The  ratio  of 


P'M 

PM 


will  then,  in  the  limit, 
Sx 


become  the  slope  of  the  tangent.  If  now  X N = a;  - and 


P N = A sin  y 


and  P'  N'  = A sin  y ^ a;  + ^ 

The  quantity  in  the  bracket  is  identically  the  same  as 

^ TT  . TT  8 X 

2 cos  - ic  sm  - — ; 
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and  hence 


PM 


A TT  S ^ 

2 COS 

bx  I 2 


TT 


sin 


8x- 


TT  b X 

L-  7 J 


^ 2 


AVhen  S x is  made  infinitely  small,  the  quantity  in  the  square 
brackets  is  unity,  and  we  have 

slope  = sin 

If  we  plot  a curve  w^hose  ordinates  at  any  point  are  the  slope 
■of  the  primal  curve  at  the  corresponding  points,  the  above 


•equation  shows  us  three  things — first,  that  it  is  a sine  curve 
or  simple  periodic  curve  of  the  same  type  as  the  curve  from 
which  it  is  derived  ; second,  that  its  maximum  value  is 


TT 

T 


times  the  maximum  value  of  the  original ; and  third,  that  its 


zero  ordinate  corresponds  to  the  maximum  one  of  the  original, 
and  vice  versa. 

In  Fig.  44  the  firm  line  curve  is  a curve  of  sines 


the  dotted  line  is  a curve  of  sines,  whose  ordinate  QN  at 
any  point  represents  the  slope  of  the  tangent  at  P on  the 
original  curve.  Accordingly,  at  Y,  where  the  original  curve  is 
at  its  maximum,  and  the  slope  of  its  tangent  is  zero,  the 
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derived  curve  cuts  the  datum  line,  or  has  its  phase  shifted 
90deg.  backwards  relatively  to  the  original  curve.  In  the 
language  of  the  differential  calculus,  the  firm  line  curve  is 

the  plotting  of  the  curve  ?/  = A sin  cr,  and  the  dotted  curve  is 

the  plotting  of  ^ as  ordinates  for  the  same  abscissae. 
tlx 

We  may  regard  it  from  another  point  of  view.  Let  the 
simple  sine  curve  be  supposed  to  be  generated  or  marked 
out  by  a tracing  point,  P,  which  moves  to  and  fro  along  aline 
P N P'  with  a simple  harmonic  motion,  whilst  the  point  N 
moves  uniformly  along  a straight  line  X X'.  {See  Fig.  45.) 


Draw  as  before  the  dotted  curve  whose  ordinate  Q N at  any 
point  represents  the  slope  of  the  firm  curve  at  the  correspond- 
ing point  P.  Then  the  magnitude  of  N Q will  represent  the 
rate  at  which  the  ordinate  P N is  increasing  or  decreasing. 
For,  in  this  case,  distances  such  as  XN,  measured  along 
the  mean  line,  are  proportional  to  time,  and  hence  N makes 
a small  movement  forward  in  a small  time  d t ; there  is  a 
corresponding  decrease  in  the  ordinate  PN,  which  we  may 


denote  by  d y,  and  accordingly  ^ represents  the  rate  of 

d t 

decrease  of  P N.  If  the  small  forward  movement  of  N causes 
N to  advance  through  a space  d x,  d x is  proportional  to  d t, 

as  the  motion  is  uniform,  and  accordingly  is  proportional 

tl  X 


to^^-^;  hence is  at  any  instant  graphically  represented  by 
d t dt 

the  slope  of  the  tangent  at  P — that  is,  by  the  ordinate  Q N. 
The  dotted  curve  represents,  therefore,  the  rate  of  chawje  of  the 
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ordinates  of  the  firm  curve  at  that  same  instant.  We  shall 
call  the  dotted  curve  the  derived  curve. 

If  the  ordinates  of  the  original  curve  represent  the  instan- 
taneous values  of  a simple  periodic  current  flowing  in  a con- 
ductor, then  the  ordinates  of  the  curve  called  above  the 
derived  curve  will  represent  the  rate  of  change  of  that  current 
at  the  corresponding  instants.  The  derived  curve  is  a similar 
curve,  but  shifted  backwards  by  one  quarter  of  a wave  length.. 

§ 11.  Inductance  and  Inductive  Circuits. — Before  we  can 
proceed  to  discuss  the  laws  of  periodic  current  flow  in  circuits- 
of  various  kinds,  we  must  call  attention  to  some  of  the  funda- 
mental properties  of  electric  circuits.  Every  electric  circuit  in 
which  a flow  of  electricity,  whether  continuous  or  periodic, 
can  take  place  possesses  three  primary  qualities,  viz.,  Piesistance^ 
Inductance,  and  Capacity.  The  resistance  of  the  circuit  is  a 
quality  of  it,  in  virtue  of  which  a dissipation  of  energy  takes 
place  when  an  electric  current  flows  through  it.  This  specific 
quality  is  affected  by  change  of  temperature  and  by  other 
alterations  of  physical  condition.  In  the  case  of  metals- 
it  has  been  shown*  that,  if  the  metal  could  be  reduced  to  the- 
absolute  zero  of  temperature,  its  electrical  resistance  would 
vanish. 

It  is  generally  assumed  that,  apart  from  the  change  due  to- 
temperature  or  other  altered  physical  conditions,  the  electrical 
resistance  of  a body  is  a constant  quantity,  which  is  independent 
of  the  current  flowing  through  it.  It  is  evident  from  experience- 
that  this  is  approximately,  even  if  not  accurately,  the  case.  It 
would  require  very  careful  and  extensive  experiments  before 
we  should  be  entitled  to  say  that  the  resistance  of  any  circuit 
of  any  metal,  when  all  corrections  have  been  made  for  change 
of  volume  and  temperature,  is  exactly  the  same  when  a thousand 
amperes  are  flowing  through  it  as  when  one-thousandth  of  an 
ampere  is  flowing  through  it.  Still  less  can  we  generalise  and 
lay  it  down  as  absolutely  and  universally  true.  Careful  experi- 
ments made  by  Prof.  Chrystal  at  the  Cavendish  Laboratory 
(B.A.  Eeport,  187G)  showed  that  the  resistance  of  a metallic 
circuit  of  one  ohm  is  not  different  for  currents  of  one  ampere 
and  for  infinitely  small  currents  by  as  much  as  10' part. 

* I.)e\Viir  and  J''leniing,  PUil.  Mag.,  Sej)t.,  1393. 
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There  is,  therefore,  a strong  probability  that  the  specific 
•electrical  resistance  of  a body  is  a quality  which  is  not 
dependent  upon  the  current  flowing  through  it,  but  is  only 
affected  by  the  temperature  and  physical  condition  of  the 
•body.  According  to  Joule’s  law  the  rate  of  dissipation  of 
•energy  when  a current  flows  through  a conductor  is  propor- 
tional to  the  square  of  the  strength  of  the  current.  The  total 
resistance  of  a circuit  may,  therefore,  be  numerically  defined 
by  the  rate  at  which  energy  is  dissipated  by  it  when  unit 
■current  flows  in  that  circuit.  In  the  practical  units  a circuit 
which,  when  traversed  by  one  ampere  of  current,  dissipates 
•energy  at  the  rate  of  one  joule  per  second,  or  has  a dissipation 
rate  of  one  watt,  is  said  to  have  a resistance  of  one  ohm. 
The  energy  required  to  heat  one  gramme  of  water  one  degree 
•centigrade  in  the  neighbourhood  of  its  maximum  density  is 
4*2  joules.  Since  the  rate  at  which  energy  is  being  dissipated 
•at  any  instant  in  a circuit  is  measured  by  the  numerical  value 
•of  the  product  of  the  strength  of  the  current  flowing  in  it  and 
•the  fall  in  potential  down  that  conductor,  it  follows  that  the 
resistance  of  the  circuit,  or  of  any  part  of  it,  is  also  measured 
by  the  ratio  between  the  numerical  values  of  the  fall  of 
potential  down  the  circuit  or  down  that  part  of  it  and  the 
current  strength  in  that  circuit,  provided  that  the  inductance 
of  that  circuit  is  negligible.  The  resistance  of  a circuit  is, 
•therefore,  the  energy-dissipating  quality  of  it,  and  the  specific 
resistance  of  any  material  is  the  resistance  of  one  cubic  unit  of 
it  between  opposed  faces  of  the  cube. 

In  addition  to  the  quality  of  resistance  every  circuit  possesses 
;also  inductance.  This  quality  of  a circuit  is  one  in  virtue  of 
which  a current  of  finite  value  cannot  be  instantaneously 
produced  even  in  a circuit  of  negligible  resistance  by  a finite 
•electromotive  force,  and  when  produced  cannot  be  instanta- 
neously destroyed.  On  account  of  the  fact  that  all  bodies 
possess  mass,  and  therefore  inertia,  a finite  force  cannot 
generate  a finite  velocity  in  any  material  body  in  an  in- 
finitely small  time.  We  see  this  fact  exemplified  in  every 
falling  body  or  starting  train.  A time  element  due  to  inertia 
comes  into  play  which  causes  the  motion  of  the  mass  to 
be  acquired  gradually,  even  under  the  action  of  a constant 
finite  fjrce.  Experience  shows  that  in  all  electric  circuits 
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there  is  a physical  quality  present  which  is  related  to  current 
and  electromotive  force,  just  as  the  mass  of  a material  body  is 
related  to  velocity  and  dynamical  force.  In  virtue  of  the  mass 
of  a body  time  is  required  for  a finite  moving  force  to  generate 
a finite  velocity,  and  in  virtue  of  inductance  of  a circuit  time- 
is  required  for  a finite  electromotive  force  to  generate  a finite- 
current.  The  inductance  of  the  circuit  bestows  on  it  a quality 
which  may  be  called  its  electrical  mass  or  electrical  inertia.  The- 
mass  of  a material  body  enables  it  in  some  way  to  become  the 
vehicle  of  energy  when  in  motion,  and  this  energy  of  motion, 
is  called  its  kinetic  energy.  This  kinetic  energy  is  capable  of 
being  removed  from  the  moving  body,  and  the  moving  body 
can  be  brought  to  rest  again  only  by  taking  away  from  it  the 
kinetic  energy  it  possesses  as  a whole,  and  transferring  that 
energy  to  some  other  body  or  bodies,  or  to  the  molecules  of 
the  body  itself.  In  like  manner  the  inductance  of  a cir- 
cuit may  be  said  to  cause  it  to  be  capable  of  being  the 
vehicle  of  electrical  energy  when  traversed  by  an  electric- 
current.  A current  cannot  be  instantaneously  produced  in. 
finite  value  by  any  electromotive  force,  and  when  produced' 
cannot  be  destroyed  except  by  transforming  that  energy  into- 
some  other  form.  Hence  we  have  a very  complete  dynamical 
analogy  between  material  bodies  set  in  motion  by  what  may 
be  called  materio-motive  force  and  the  flow  of  electric  currents 
in  circuits  which  possess  inductance  under  the  action  of^ 
electromotive  force. 


These  qualities  may  be  compared  as  follows  : — 

Motion  in  matter  corresponds  to  Electric  flow  in  circuits, 

Mass='?w  ,,  Inductance =L, 

Velocity =■*;  ,,  Current  strength  = f, 

Momentum=m,, „ /Electromagnetic  momen- 

” I tum=Li, 

Kinetic  energy  oEj  f Electromagnetic  energy 

motion  = Im  ...  f | 

2 j I 2 ’ 

Rate  of  change  of^  ( Rate  of  change  of  electro— 

momentum  =m^r  ’■  1 “agnetio  momentum 

<<0  I =Lli. 

d t 
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The  force  acting  on  a body  which  is  being  expended  in 
’making  change  of  momentum  is  numerically  measured  at  any 
instant  by  the  rate  of  change  of  its  momentum  existing 
.•at  that  instant.  So  also  the  electromotive  force  which  is 
•being  exerted  to  produce  change  of  current  strength  or 

• change  of  electro-magnetic  momentum  in  a circuit  is  measured 
at  any  instant  by  the  rate  of  change  of  electro-magnetic 
momentum. 

There  is  an  exact  analogy  between  a heavy  body  being  set 
in  motion  against  inertia  and  friction  and  between  an  electric 

• current  being  generated  against  inductance  and  resistance. 
For  in  the  first  case  one  part  of  the  impressed  force  is  being 

■ expended  to  overcome  friction  and  the  remainder  to  accelerate 
the  mass  against  inertia,  and  in  the  second  case  one  part  of 
the  impressed  electromotive  force  is  expended  to  overcome 
resistance  and  the  remainder  to  increase  the  current  against 

• electrical  inductance. 

A circuit  possessing  inductance  is  called  an  mductive  circuit, 
and  a circuit  whose  inductance  is  negligible  is  called  a non- 
inductive  circuit.  A truly  non-inductive  circuit  can  no  more 
be  realised  in  practice  than  a mass -less  material  body.  The 

• clear  recognition  that  an  electric  circuit  possessed  a quality  in 
virtue  of  which  kinetic  energy  is  associated  with  it  when  a 
current  is  flowing  through  it  was  first  reached  by  Joseph 
Henry.  In  1832  Henry  made  the  observation  that  if  the  poles 
of  a single  galvanic  cell  are  united  by  a short  thick  wire,  then 
on  breaking  the  circuit  there  is  little  or  no  spark ; but  if  the 
uniting  wire  is  a very  long  one,  and,  better,  if  it  is  coiled  into 

I a spiral,  then  there  is  a considerable  spark  at  the  contact  on 
opening  the  circuit.  In  1835  he  expanded  and  continued 
these  observations,*  and  noticed  that  if  the  wire  is  coiled  round 
an  iron  core,  and  thus  forms  an  electro-magnet,  the  spark 
and  shock  at  breaking  circuit  are  still  more  marked.  Henry 
still  further  elaborated  these  observations  in  1835. f Later 
still  Faraday  attacked  the  same  problem,  and  devoted  to  its 
consideration  the  Ninth  Series  (§1048)  of  his  “Electrical 
Hesearches.” 

* Journal  of  FranTdin  Institute,  March,  1835,  Vol.  XV.,  pp.  169-170. 
t Phil.  Mag.,  1840  ; see  also  Scientific  Writings  of  Joseph  Henry, 

. pp.  87-97. 
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The  chain  of  experiments  which  led  to  this  inquiry  was 
^apparently  started  by  a question  addressed  to  Faraday  by  a 
Mr.  Jenkin,  one  Friday  evening,  at  the  Eoyal  Institution,  as 
to  the  reason  why  a shock  was  experienced  when  a circuit 
■containing  an  electromagnet  was  broken,  the  observer  retaining 
in  his  two  hands  the  ends  of  the  circuit,  but  no  shock  was  felt 
if  the  circuit  contained  neither  magnet  nor  long  coils  of  wire. 
Faraday  seems  speedily  to  have  arranged  an  organised  attack 
on  the  subject,  and  to  have  returned  from  his  investigation 
burdened  with  the  spoils  of  victory  in  the  shape  of  the 
following  facts  : — 

1.  If  a battery  circuit  is  closed  by  a short  thick  wire,  then, 
although  there  may  be  a very  strong  current  existing  in  this 
wire,  on  breaking  contact  at  any  point  little  or  no  spark  is 
seen,  and  if  the  two  ends  of  the  circuit  are  grasped  in  the  two 
hands,  and  the  interruption  takes  place  between  the  hands, 
then  little  or  no  shock  is  experienced. 

2.  If  a very  long  wire  is  used  instead,  then,  although  the 
absolute  strength  of  the  current  may  be  less,  yet  the  spark 
and  shock  at  interruption  are  more  manifest. 

3.  If  this  length  of  insulated  wire  is  coiled  up  into  a helix 
■on  a pasteboard  tube,  then,  although  the  length  of  wire  and 
strength  of  current  are  the  same,  yet  the  spark  and  shock  are 
still  more  marked. 

4.  If  the  above  helix  has  an  iron  core  placed  in  it,  both 
these  effects  are  yet  more  exalted. 

5.  If  the  same  length  of  wire  is  doubled  upon  itself,  being, 
however,  insulated,  then  the  effects  nearly  vanish,  and,  whether 
straight  or  coiled,  this  doubled  wire  with  current  going  up  one 
side  and  down  the  other  is  no  better  in  respect  of  spark  and 
shock  on  interruption  than  a very  short  wire. 

• The  first  observation  which  Faraday  makes  upon  the  above 
results  is  that  electricity  would  seem  to  circulate  with  some- 
thing like  moinentmi  or  inertia  in  the  wire,  and  that  the 
greater  the  length  and  strength  of  the  current,  so  much  the 
more  power  is  there  to  run  on  and  jump  over  the  obstacle 
presented  by  the  first  thin  layer  of  air  which  is  introduced 
between  the  contacts  as  they  are  separated,  giving  rise  to  a 
spark.  He  saw,  however,  at  once  that,  since  the  form  of  this 
circuit  is  an  important  factor,  the  idea  of  inertia  in  the  current 
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itself  was  fallacious,  or  else  the  mere  doubling  the  wire  could 
not  nullify  all  the  effects.  He  did  not  at  that  time  see  that 
the  idea  of  momentum  was  exceedingly  appropriate,  but  its 
allocation  in  the  electric  current  itself  was  wrong. 

The  observation,  however,  which  led  him  to  a consistent 
theory  was  as  follows.  A bobbin  was  prepared,  having  wound 
on  it  two  insulated  wires,  1 and  2.  The  ends  of  2 being  left 
unconnected,  the  wire  1 was  used  to  complete  a circuit,  and 
gave  a spark  on  interrupting  a current  traversing  it.  As  we 
have  seen  (Chap.  I.),  Faraday*  had  three  years  previously 
established  the  fact  that  the  commencement  and  cessation  of 
a current  in  one  circuit  would  produce  in  another  circuit,  if 
closed,  an  inverse  or  a direct  induced  electric  wave  or  transi- 
tory current.  Now,  on  closing  the  second  circuit  through  a 
galvanometer  or  loose  contact,  and  interrupting  a steady 
current  flowing  in  the  first  circuit,  he  found  that  when  circuit 
2 was  completed,  so  that  an  induced  or  secondary  current 
could  be  generated  in  it,  little  or  no  spark  happened  at  the 
place  of  interruption  in  1 ; but,  if  circuit  2 was  opened,  then 
the  interruption  of  circuit  1 gave  rise  to  a bright  spark  at  the 
contact.  Faraday  therefore  inferred  that  when  circuit  2 was. 
closed  adjacent  to  circuit  1,  the  current  in  1 exerted  its- 
full  inductive  effect  in  generating  secondary  currents  in  2 ; 
but  that,  if  circuit  2 was  open,  then,  there  being  no  adjacent 
conductors,  the  current  in  1 expended  its  inductive  effect  in 
producing  induced  currents  in  its  own  circuit,  and  this  self- 
mduction  manifested  itself  by  temporarily  diminishing  the 
strength  of  the  current  at  starting  and  assisting  or  increasing 
it  momentarily  at  the  interruption.  He  was  thus  able,  from 
this  point  of  view,  to  picture  to  himself  the  circuit  of  1 as 
occupied  by  a steady  current,  superimposed  on  which  was 
another  current  he  called  the  inverse  extra  current^  lasting  but 
a very  short  time  at  starting  the  steady  current ; and  a direct 
extra  current  which  flowed  on  and  produced  the  effects  of  the 
spark  or  shock  at  the  interruption  of  the  circuit.  These  extra 
currents,  or  currents  of  self-induction,  he  found  could  be 
removed  from  the  circuit  itself  and  exhibited  in  a neighbouring 
circuit  when  that  adjacent  circuit  was  closed,  and  so  fitted  to 
be  the  seat  of  induced  currents  due  to  the  mutual  induction  of 
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the  primary  on  this  secondary  circuit.  Faraday  then  placed 
this  theory  under  test  by  requiring  it  to  furnish  an  explanation 
of  the  following  experiment : — 

M and  N (Fig.  46)  were  two  mercury  cups’'^  which  formed 
the  terminals  of  three  circuits — a battery  circuit,  B,  a galvano- 
meter circuit,  G,  and  a circuit  consisting  of  an  electromagnet 
or  helix,  C.  The  needle  of  the  galvanometer  was  blocked  in 
such  a way  that  the  tendency  to  deflect  under  the  steady 
current  was  prevented  and  the  needle  kept  at  zero ; but  it 
was  free  to  deflect  in  the  opposite  direction  under  an  oppositely 
directed  current.  This  being  the  case,  the  raising  of  the 
battery  wires  out  of  the  mercury  cups  was  accompanied  by  a 
violent  “ kick  ” or  deflection  of  the  needle  in  the  free  direction. 


6 


The  action  could  clearly  be  explained  by  supposing  that  after 
the  electromotive  force  of  the  battery  is  removed  from  the 
coil  C,  the  current  in  it  does  not  at  once  stop  dead,  but  runs 
on  like  a heavy  body  and  makes  a backwash  of  current 
through  the  galvanometer  in  the  direction  from  M to  N.  An 
illustration  of  the  electromagnetic  inertia  of  a coil  on  inter- 
rupting the  current  may  be  shown  in  a more  modern  form, 
thus  : Let  E (Fig.  47)  be  an  electromagnet,  and  let  L be  an 
incandescent  lamp  of  which  the  resistance  is  very  large  com- 
pared with  that  of  E.  Let  S be  a few  cells  of  a storage 
battery  supplying  current,  and  let  K be  a key.  On  depressing 
the  key  the  current  flows  both  in  the  magnet  and  in  the  lamp 
* Faraday  s “ Exp.  lies.,”  Vol.  L,  § 1,079. 
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arranged  as  a shunt  on  the  magnet.  This  current,  however, 
is,  by  assumption,  not  strong  enough  to  illuminate  the  lamp. 
On  raising  the  key  and  stopping  the  steady  current  through 
the  lamp  the  electric  inertia  of  the  coil  sends  a momentary 
powerful  current  through  the  lamp,  which  causes  it  to  flash 
up.  Again,  if  a small  shunt- wound  dynamo  be  occupied  in 
supplying  current  to  a few  incandescent  lamps,  and  the  two 
hands  be  employed  to  raise  simultaneously  the  brushes  from 
the  armature,  the  momentary  rush  of  current  from  the  field- 
magnet  due  to  this  extra  current  will  disagreeably  impress  the 
phenomenon  upon  the  mind  of  the  observer  if  the  experiment 


is  made  with  any  but  a very  small  dynamo.  With  a large 
dynamo  this  experiment  is  very  dangerous  to  perform. 

Neither  of  these  experiments  is  well  fitted  to  illustrate 
the  extra  current  at  the  closing  of  the  circuit  or  the  effect 
of  electric  inertia  on  starting  the  current  in  a helix.  The 
arrangement  most  suited  to  exhibit  the  whole  effect  is  that  of 
the  differential  galvanometer  as  used  by  Edlund,  or  that 
employing  Wheatstone’s  bridge,  due  to  Maxwell. 

In  Edlund’ s arrangement*  a differential  galvanometer  is 
employed,  of  which  the  two  coils  Gj  G2  are  so  placed  and 
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wound  that  when  equal  and  oppositely -directed  currents  are 
sent  through  them  the  needle  is  unaffected.  The  coils  are 
then  connected,  as  shown  in  Fig.  48,  to  a battery,  B,  an 
electromagnet  or  helical  coil,  L,  and  a wire,  R,  of  equal 
resistance  to  L,  but  wound  double.  The  galvanometer  coils 
are  so  connected  to  the  circuits  L and  R that  when  the  steady 
‘Current  from  the  battery  flows  through  the  divided  circuit 
the  needle  remains  at  zero.  On  closing  the  circuit  it  is  then 
found  that-  the  needle  makes  a sudden  deflection  in  a direction 
indicating  a brief  current  passing  in  coil  G^,  and  on  breaking 
the  circuit  it  makes  another  deflection,  indicating  a transitory 
•current  passing  through  Gj.  In  other  words,  the  balance  is 


destroyed  at  the  instant  of  breaking  and  making,  but  restores 
itself  again  when  the  currents  become  steady.  This  experi- 
ment, therefore,  most  clearly  shows  that  the  electromagnetic 
helix  L,  although  of  exactly  the  same  electrical  resistance  as  the 
coil  R,  differs  from  it  in  possessing  a peculiar  quality,  which  it 
has  in  virtue  of  being  in  the  form  of  a coil  or  helix,  and  to 
which  the  name  self-induction  or  inductance  has  been  given. 
We  are  able  to  define  this  term  as  follows  : — The  self-induction 
or  inductance  of  a circuit  is,  speaking  generally,  a quality  of 
it  in  virtue  of  which  a finite  and  steady  electromotive  force 
applied  to  it  cannot  at  once  generate  in  it  the  full  current  due 
to  its  resistance,  and  when  the  electromotive  force  is  with- 
drawn time  is  required  for  the  current  strength  to  fall  to  zero. 

I 2 
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It  must,  however,  be  noticed  that  not  only  does  the  inductance 
of  a circuit  depend  upon  the  geometrical  form  of  the  circuit,  but 
it  depends  upon  the  magnetic  permeability  of  the  region  which 
surrounds  the  circuit  and  on  the  magnetic  permeability  of  the 
conducting  circuit  itself.  If,  in  the  arrangement  with  the  dif- 
ferential galvanometer,  the  steady  balance  is  obtained  by  using 
a copper  wire  helix  wound  on  a cardboard  tube  and  balanced 
against  a non-inductive  but  equal  resistance,  it  is  found  that 
the  insertion  of  a soft  iron  core  into  the  helix  greatly  increases 
the  ‘‘kick”  on  making  contact,  indicating  the  passage  of  a 
greater  quantity  of  electricity  through  the  opposite  galvano- 
meter coil,  and  therefore  a greater  delay  in  the  time  of 
establishing  the  steady  balance. 


Maxwell’s  method  of  exhibiting  the  effect  of  inductance  is  a 
preferable  arrangement. 

Four  conductors  are  arranged  in  a rectangle  joining  the 
points  rt,  h,  c,  (I,  and  the  diagonals  are  completed  by  a galvano- 
meter and  battery  (Fig.  49).  P,  Q and  R are  non-inductive 
resistances,  and  E is  an  electro-magnetic  helix.  If  R and  E 
are  equal  in  actual  resistance  and  P ; Q = R ; E,  then  the 
permanent  closing  of  the  battery  circuit  does  not  finally  affect 
the  galvanometer  indication,  and  these  circuits  (battery  and 
galvanometer)  are  then  said  to  be  conjiKiate  circuits. 

When,  however,  the  battery  key  is  first  put  do^^^l  the 
galvanometer  receives  an  impulse  in  one  direction  ; when  the 
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key  is  kept  down  the  galvanometer  soon  returns  to  zero,  or  to 
its  original  position.  On  raising  the  key  the  needle  receives 
an  impulse  in  the  opposite  direction.  Examination  of  these 
impulses  shows  that  if  the  current  enters  the  quadrangle  at  d, 
on  closing  the  key  the  potential  rises  at  b faster  than  it  does  at 
a,  and  that  on  raising  the  key  the  potential  dies  down  at  b 
faster  than  at  a;  but  that,  if  the  ‘‘balance”  is  properly  ob- 
tained, the  points  a and  b reach  finally  the  same  potential 
when  the  key  is  kept  closed. 

An  electromagnetic  helix  with  or  without  a core  of  soft 
iron,  behaves  itself,  therefore,  towards  an  external  electro- 
motive force  to  which  it  is  submitted  as  if  it  had  an  internal 
counter-electromotive  force  which  gradually  disappears — allow- 
ing the  full  current  due  to  its  resistance  to  be  established  in 
it  more  or  less  slowly,  and  behaves  also,  at  the  removal  of 
this  external  electromotive  force,  as  if  a direct  internal  electro- 
motive force  suddenly  made  its  appearance  within  it,  this 
also  gradually  dying  away. 

The  reader  will  see,  therefore,  that  every  electric  circuit  can 
not  only  dissipate  electric  energy  in  virtue  of  its  resistance, 
but  can  conserve  energy  in  virtue  of  its  inductance.  The 
resistance  is  measured  by  the  rate  of  dissipation  of  energy 
which  takes  place  when  unit  current  (one  ampere)  flows 
through  the  circuit,  and  this  rate  of  dissipation  varies  as  the 
square  of  the  current  strength.  The  inductance  is  measured 
by  the  electromagnetic  momentum  associated  with  the  circuit 
when  unit  current  flows  in  it.  Since,  dynamically  considered, 
the  rate  of  change  of  momentum  is  a numerical  measure  of 
the  force  producing  it,  we  must  define  electromagnetic 
momentum  as  that,  quantity  the  rate  of  variation  of  which 
numerically  measures  the  electromotive  force.  We  have 
already  seen  that  if  lines  of  magnetic  induction  (or  force)  per- 
forate through  and  are  linked  with  a circuit,  then  any 
variation  of  the  number  of  these  lines  of  induction  or  linkages 
gives  rise  to  an  induced  electromotive  force  in  the  circuit 
equal  in  numerical  magnitude  to  the  rate  of  change  of  the 
included  lines  of  induction.  When  an  electric  circuit  is  re- 
moved from  all  other  circuits  and  magnets  and  is  traversed  by 
a current,  the  turns  of  this  circuit  are  linked  with  and  include 
the  lines  of  magnetic  induction  created  by  itself.  Hence  we 
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are  able  to  connect  the  quantity  we  have  called  the  electro- 
magnetic  momentum  with  the  number  of  lines  of  magnetic 
induction  which  are  linked  with  the  circuit  and  which  are 
created  by  the  current  flowing  in  that  circuit.  If  a unit  cur- 
rent is  flowing  in  any  circuit,  there  are  a certain  number  of 
lines  of  magnetic  induction  at  any  instant  linked  with  or 
perforating  that  circuit,  and  the  number  of  these  linkages 
defines  the  inductance  of  that  circuit. 

§ 12.  Electromagnetic  Momentum. — The  justification  for  the 
use  of  the  term  electromagnetic  momentum  is  as  follows : — • 
When  a heavy  body  is  in  motion  it  possesses  at  any  instant 
'momentum,  in  virtue  of  its  inertia.  Numerically  the  momentum 
of  a heavy  particle  is  obtained  by  taking  the  product  of  its 
mass  and  its  velocity,  each  measured  in  appropriate  units. 
The  time  rate  of  change  of  a body’s  momentum  in  any  direc- 
tion is,  by  the  second  law  of  motion,  the  measure  of  the  force 
acting  upon  it  in  that  direction,  or,  in  the  notation  of  the 
calculus, 

d{m  r)_ 

(It 

We  have  seen  that  the  induced  electromotive  force  in  a 
circuit  depends  on  the  time  rate  of  change  of  the  magnetic 
induction  through  it,  and  hence  the  magnetic  induction  at 
any  instant  through  a circuit  bears  the  same  relation  to  the 
induced  electromotive  force  in  it  that  a body’s  momentum  does 
to  the  mechanical  force  acting  on  it.  Maxwell  has  accordingly 
employed  the  term  clectromcKjnetic  momentum,  to  represent  the 
flux  of  magnetic  induction  or  the  number  of  lines  of  magnetic 
induction  passing  through  a circuit,  because  it  is  upon  the 
rate  of  change  of  this  quantity  that  the  induced  electromotive 
force  depends.  Faraday  very  early  recognised  that  induction 
effects  depend  on  a change  of  some  quantity.  He  makes  frequent 
mention  of  the  elect rotonic  state,  and  he  spoke  of  a conductor 
ill  a magnetic  field,  when  traversed  by  lines  of  induction,  as 
in  the  electrotonic  state,  and  he  considered  that  when  the 
electrotonic  state  was  either  assumed  or  disappeared  its  com- 
mencement or  end  was  marked  by  the  production  of  the 
induced  electromotive  force.  Maxwell  identified  Faraday’s 
electrotonic  state  with  the  total  induction  passing  through 
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the  circuit  or  linked  with  it.  Consider,  then,  the  operations 
which  go  on  when  a conducting  circuit — say  a simple 
loop  of  wire — is  subjected  to  a steady  electromotive  force. 
The  instant  that  force  is  applied,  a current  begins  to  flow  in 
the  circuit ; the  instant  that  current  begins,  lines  or  rings  of 
induction  spread  out  from  the  circuit ; and  the  loop  at  any 
instant  encloses  a certain  number  of  lines  of  induction  which 
are  increasing  at  that  instant  at  a certain  rate.  A counter  or 
opposing  electromotive  force  exists  in  that  circuit  numerically 
equal  to  the  time  rate  of  increase  of  this  induction.  In  circuits 
which  do  not  enclose  or  surround  iron  or  other  magnetic  metal, 
or  which  are  immersed  wholly  in  a medium  of  constant  perme- 
ability, the  magnetic  induction  at  any  point  in  the  neighbour- 
hood of  the  circuit  is  numerically  proportional  to  the  strength 
of  the  current  at  that  instant  flowing  in  the  circuit.  This  is  the 
fact  which  lies  at  the  root  of  the  operation  of  most  galvano- 
meters, viz.,  that  the  field  at  any  point  in  the  neighbourhood 
of  the  coil  is  simply  proportional  to  the  strength  of  the  cur- 
rent flowing  in  the  coil.  If,  then,  i represent  the  strength  of 
the  current  at  any  instant  in  the  circuit,  and  L be  a certain 
constant  quantity  such  that  L i represents  the  induction 
through  the  coil  or  circuit  due  to  the  current  i in  it,  then  L i 
is  the  measure  of  the  electromagnetic  momentum  of  that 
circuit.  This  quantity  L is  a coefficient  which,  in  this  case, 
is  dependent  only  upon  the  geometrical  form  of  the  circuit, 
and,  under  the  assumption  that  there  is  no  magnetic  material 
in  or  near  the  circuit  through  which  the  lines  of  induction 
can  pass,  it  is  a constant  quantity. 

This  quantity  L is  called  the  constant  coefficient  of  self- 
induction  of  the  circuit,  or,  more  shortly,  the  inductance  of  the 
circuit. 

The  inductance,  or  the  coefficient  of  self-induction,  is  thus 
defined : — In  the  case  of  circuits  conveying  electric  currents 
which  are  wholly  made  of  non-magnetic  material  and  wholly 
immersed  in  a medium  of  constant  magnetic  permeability, 
the  total  magnetic  induction  through  the  circuit  per  unit  of 
current  flowing  in  that  circuit  when  removed  from  the  neigh- 
bourhood of  all  other  magnets  and  circuits  is  the  numerical 
measure  of  the  inductance  or  of  the  coefficient  of  self-induction. 
Otherwise,  the  ratio  of  the  numerical  values  of  the  electro- 
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magnetic  momentum  of  such  circuit  and  the  current  flowing 
in  it  when  totally  removed  from  all  other  currents  and  magnets 
is  the  numerical  value  of  the  inductance  of  that  circuit. 

§ 13.  Electromagnetic  Energy. — Let  us  confine  our  atten- 
tion first  to  one  circuit  of  constant  inductance  or  self-induction 
in  which  a current  is  being  generated  by  a constant  electro- 
motive force  applied  to  it.  Each  increment  of  strength  of  the 
current  creates  an  electromotive  force  opposing  the  impressed 
or  external  electromotive  force.  Hence  this  external  electro- 
motive force  has  to  do  work  against  an  opposing  force  of  its 
own  creating  all  the  time  the  current  is  rising  in  strength. 
When  a mechanical  force  overcomes  a resistance  through  a 
certain  distance,  mechanical  work  is  being  done,  and,  accord- 
ingly, we  may  ask — What  is  the  electromotive  force  doing  all 
the  while  it  is  increasing  a current  against  an  opposing  electro- 
motive force  ? The  answer  is,  it  is  doing  electrical  work. 
The  result  of  causing  a current  having  a strength  i at  any 
instant  to  flow  for  a small  time,  d t,  against  an  opposing 
E.M.F.  at  any  instant  equal  to  e,  is  that  a quantity  of  work, 
represented  by  e i d t,  is  done  in-  the  time  d t.  If  e is  the 
instantaneous  value  of  the  opposing  electromotive  force  of 
self-induction,  it  is  measured  at  any  instant  by  the  rate  of 

d i 

change  of  electromagnetic  momentum  L ^,  or  by  L — 

d t 

Hence  the  work  done  in  raising  the  current  from  a strength 
i to  a strength  i-\-di  against  the  counter-electromotive  force  of 

self-induction  is  L ^ ^ d ^ = L z d i,  and  if  this  is  integrated 

between  limits  zero  and  I,  we  get  the  whole  quantity  of  work 
so  done  against  self-induction  alone  in  bringing  up  a current 
from  zero  to  its  full  value,  I,  in  the  conductor,  but 


0 


Exactly  in  the  same  way  it  may  be  shown  that  the  work 
done  in  bestowing  a velocity  V upon  a mass  M is  measured  by 
the  quantity  h M V“. 

The  total  work  done  against  the  electromotive  force  of  self- 
induction  in  creating  a current  I in  a conductor  of  constant 
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inductance  L is,  then,  numerically  equal  to  half  the  square  of 
the  final  current  strength,  multiplied  by  the  value  of  the  con- 
stant inductance  or  coefficient  of  self-induction. 

The  equivalent  of  this  work  is  found  in  the  magnetic  field 
formed  round  the  conductor,  and  hence  the  formation  of  a 
magnetic  field  represents  so  much  energy,  measurable  in  foot- 
pounds per  cubic  inch,  or  in  any  other  similar  units,  such  as 
ergs  or  Idlogrammetres,  per  cubic  centimetre  of  field. 

Next  let  us  consider  the  case  of  two  circuits.  Let  the  con- 
stant coefficient  of  self-induction  of  the  first  he  L,  and  let  it 
be  traversed  at  any  instant  by  a current  i.  Let  the  inductance 
of  the  other  be  N,  and  let  it  be  traversed  by  a current  i'.  Let 
the  coejfficient  of  mutual  induction  be  M. 

The  definition  of  this  last  quantity  is  as  follows  ; — If  both 
circuits  be  traversed  by  unit  currents,  and  if  there  be  no  other 
field  than  that  due  to  these  currents,  the  number  of  lines  of 
induction  which  traverse  both  circuits,  or  are  linked  with  both 
circuits,  is  called  the  constant  coefficient  of  mutual  induction. 
It  will  be  a quantity  constant  for  a given  form  and  position  of 
the  two  circuits  on  the  assumption  that  the  lines  of  induction 
flow  in  a medium  of  constant  magnetic  permeability.  Hence, 
if  we  consider  the  work  done,  dE,  in  raising  the  currents 
i and  i’  by  small  increments,  di  and  d i',  in  a small  time,  d t, 
we  find  it  consists  of  four  parts — a part,  L i d i,  representing 
work  done  by  the  current  i against  its  own  counter-electro- 
motive force,  and  a similar  part,  N i'  di',  for  the  other  circuit, 
then  a portion,  Midi',  representing  the  work  done  by  the 
current  i in  its  own  circuit  against  the  induced  electromotive 
force,  due  to  the  increment  of  the  current  i'  in  the  other,  and 
lastly,  a similar  part,  M i' d i,  for  the  second  circuit.  Hence, 
we  have 

d E =L  f i d i' d f 4-N  i' d i'. 

Integrating  this  between  the  limits  zero  and  I for  one  circuit, 
and  zero  and  I'  for  the  other,  we  find  the  whole  energy  repre- 
sented by  the  two  currents  I and  I'  flowing  in  the  circuits 
to  be 

E-iLP+Mir-fiNr^.  . . . (24) 

The  electro-kinetic  energy  is  said  to  be  a quadratic  function 
of  the  currents  and  the  inductances. 
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§ 14.  The  Unit  of  Inductance. — The  Henrij. — The  practical 
unit  of  inductance  is  called  one  hcnrii.  The  henry  is  the 
unit  of  inductance  which  is  in  consistent  relation  with  the 
ohm,  the  volt,  the  ampere,  the  w^att,  and  the  joule.  A cir- 
cuit has  an  inductance  of  one  henry  when  there  are  10” 
e.G.S.  lines  of  magnetic  induction  linked  with  the  circuit, 
or  vdien  there  are  1^  linkages  of  current  and  magnetic  lines 
of  induction,  under  the  condition  that  one  ampere  of  current 
traverses  the  circuit,  and  that  no  other  lines  of  induction  than 
those  due  to  itself  perforate  or  are  linked  with  the  circuit. 
If  the  circuit  is  a coiled  circuit  of  wire,  and  the  wire  makes 
72  turns  round  a total  number  N lines  of  magnetic  force  or 
induction,  then  there  are  ti  N linkages  of  circuit  and  induction. 
Suppose  that  we  have  a circular  solenoid  formed  by  winding 
thin,  closely  placed,  covered  wire  on  a wooden  ring  of  circular 
cross  section.  Let  the  mean  cross  section  of  the  circular 
solenoid  be  S,  and  let  the  induction  density  in  the  interior  of 
the  solenoid  be  B,  Avhen  one  ampere  is  sent  through  the  wire 
windings.  Then  there  are  B S lines  of  induction  in  all  round 
the  interior  of  the  solenoid.  Let  there  be  N turns  of  wire  in 
all  on  the  ring,  then  there  are  N S B linkages  of  current  and 
magnetic  lines  of  force.  The  inductance  of  this  solenoid,  or, 
its  self-induction  measured  in  henry s,  is 

BSN 

‘ iO’ 


. . . (25) 


If  we  consider  the  above  circular  solenoid  or  very  long 
straight  solenoid  to  be  wound  on  a wooden  or  non -magnetic 
core,  the  value  of  the  induction  B in  the  interior  is  numerically 
the  same  as  that  of  the  magnetic  force  in  the  interior,  viz., 

_ units,  where  A is  the  ampere  current  in  the  coil, 

N the  number  of  windings,  and  L the  mean  length  of  the 
coil.  Hence  the  self-induction  of  such  a coil  in  henrys  is 

N^,  or  is  proportional  to  the  square  of  the  total 
number  of  windings  N. 

An  enormous  number  of  wire  windings  are,  therefore, 
necessary  to  obtain  any  sensible  fraction  of  a henry  of  in- 
ductance in  a circuit  in  which  the  path  of  the  lines  of 
magnetic  force  is  wholly  in  air,  or  in  some  body  of  unit 
magnetic  permeability. 
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In  the  case  of  such  air  or  non-ferric  magnetic  circuits  the 
inductance  is  a constant  quantity  which  depends  only  on  the 
geometrical  form  of  the  circuit. 

The  moment,  however,  that  we  introduce  an  iron  core  we 
alter  the  state  of  affairs.  The  inductance  is  then  no  longer 
the  same  for  all  values  of  the  induction,  because  the  induction 
varies  with  the  magnetising  force,  but  not  proportionately  to 
it.  Hence,  we  cannot  speak  generally  of  the  inductance  of 
such  an  electric  circuit  Vv^hen  linked  with  an  iron,  or  partly 
iron,  magnetic  circuit,  except  to  define  its  value  corresponding 
to  one  particular  value  of  the  current.  We  can,  however, 
always  refer  to  the  instantaneous  value  of  the  inductance  when 
we  have  occasion  to  mention  a particular  value  which  it  has 
when  varying  from  instant  to  instant.  For  very  low  or  very 
high  degrees  of  magnetisation,  hownver,  the  inductance  of 
such  a circuit  will  be  constant,  but  very  different. 

The  following  table  taken  from  figures  obtained  by  Mr.  A. 
E.  Kennelly  and  Prof.  Ayrton*  will  furnish  the  reader  with  an 
idea  of  the  approximate  magnitude  of  the  inductances  of 
various  Avell- known  instruments,  measured  in  henrys  and 
fractions  of  a henry  : — 


Cavdew  voltmeter 

Ordinary  telegraph  sounder  

Astatic  mirror  galvanometer,  about \ 
5,000  ohms j 

Mirror  speaking  galvanometer,  2,250  \ 
ohms  .../ 

Single  coils  of  Morse  receiver  

Induction  coil  (giving  2in.  spark)) 
secondary  circuit  / 

Shunt  dynamo  (100  volts,  35  anips.)\ 
armature J 

Field  magnets  of  the  above  dynamo) 
in  series  / 

Ordinary  electric  bell,  25  ohms  re-) 
sistance  ) 


about  1 microhenry. 
25 — 50  millihenrys. 

2 henrys. 

3‘6  henrys. 

95  millihenrys. 
51  . . henrys. 

5 henrys. 

13 ’6  henrys. 

12  millihenrys. 


§ 15.  Current  Growth  in  Inductive  Circuits. — We  see, 
therefore,  that  when  electric  energy  is  spent  on  a conductor 
in  the  production  of  a current,  in  addition  to  the  energy 
taken  up  in  the  performance  of  any  chemical  or  external 

* See  The  Electrician,  Vol.  XXVI,,  p.  290,  also  pp.  267  and  305. 
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xaechanical  work,  part  of  it  is  dissipated  as  heat  by  an  irre- 
versible process,  and  part  is  associated  with  the  circuit  in  a 
recoverable  form,  and  is  taken  up  in  the  establishment  of  the 
■energy  of  the  magnetic  field,  which  then  exists  round  the 
■conductor.  This  last  portion  of  the  energy,  however,  dissipates 
itself  as  soon  as  the  impressed  electromotive  force  is  with- 
drawn. 

A mechanical  operation  analogous  to  that  of  starting  a 
■current  in  a wire  may  he  found  in  the  process  of  starting 
from  rest,  or  increasing  the  speed  of,  a heavy  fly-wheel  which 
runs  in  bearings  with  friction.  On  applying  a twisting  force 
■or  torque  to  the  axle  of  the  wheel  we  get  up  its  speed.  To 
maintain  the  speed,  force  has  to  be  continually  applied  to 
the  wheel,  and  the  work  so  done  against  friction  is  frittered 
■away  irreversibly  into  heat  in  the  bearings.  The  friction  is 
analogous  to  the  electrical  resistance  ; it  may  be  called  the 
frictional  resistance. 

When  the  speed  of  the  wheel  is  constant  there  is,  however, 
associated  with  the  wheel  a certain  quantity  of  energy  in  a 
kinetic  form  measured  by  J I where  I is  the  moment  of 
inertia,  and  w the  angular  velocity  of  the  wheel.  As  soon  as 
the  maintaining  force  is  withdrawn  this  accumulated  energy 
dissipates  itself  in  heat  by  friction,  or  is  utilised  in  some  other 
way.  During  the  time  that  the  speed  of  the  wheel  is  being 
increased,  force  must  be  applied  to  it  for  two  purposes  : firstly, 
to  increase  its  angular  momentum,  and,  secondly,  to  overcome 
the  friction  at  the  bearings.  Suppose  that,  instead  of  revolv- 
ing on  bearings  with  friction,  the  fly-wheel  revolves  in  a 
more  or  less  viscous  fluid,  and  that  the  bearings  are  truly 
frictionless  ; in  such  case  the  frictional  resistance  to  motion 
would  be  fluid  resistance,  and  would  for  low  speeds  be 
approximately  proportional  to  the  angular  velocity.  If  I is  the 
moment  of  inertia  and  w the  angular  velocity  of  the  wheel  at 
any  instant,  then  it  is  shown  in  treatises  on  dynamics  that 
the  product  of  the  moment  of  inertia  and  the  rate  of  change  of 


di)i 


the  angular  velocity  at  the  instant,  or  I — , is  the  numerical 

d t 


measure  of  the  torque  or  twisting  force  acting  on  the  wheel 
to  increase  its  angular  velocity,  friction  being  neglected.  If 
we  call  the  constant  frictional  coefficient  B,  so  that  B co  is  at 
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any  instant  the  measure  of  the  force  necessary  to  maintain  the 
motion  against  friction,  the  total  torsional  or  twisting  force 
acting  on  the  wheel  to  maintain  its  angular  velocity  against  the 
force  of  friction,  and  to  increase  it  against  the  force  of  inertia, 

is  F = 

a t 

A precisely  similar  equation  may  be  found  connecting  the 
electromotive  force,  electric  current,  electrical  resistance,  and 
inductance  in  the  case  of  current  starting  in  a wire.  The  above 
equation  gives  us  a value  for  the  instantaneous  angular  velo- 
city, or  enables  us  to  find  the  angular  velocity  after  any  time 
when  F,  B,  and  I are  given.  When  a current  of  strength  i is- 
flowing  steadily  in  a linear  conductor,  such  as  the  wire  under 
consideration,  the  energy  associated  with  it  in  the  form  of  a 
magnetic  field  is  measured  by  the  quantity  J L ^2,  where  L is 
the  quantity  called  the  inductance  of  the  circuit.  Since  this 
quantity  L bears  to  electromagnetic  energy  a relation  similar 
to  that  which  the  moment  of  inertia  of  a wheel  does  to  the 
energy  of  its  rotation,  it  might  be  called  the  coefficient  of 
electromagnetic  inertia ; but,  as  this  would  be  a cumbersome 
name,  it  has  been  called  the  inductance,  or,  frequently,  the 
self-induction  of  the  circuit.  The  numerical  product  of  the 
moment  of  inertia  and  the  angular  velocity  of  the  wheel  is 
called  the  angular  momentum,  and,  analogously,  the  product . 
of  the  inductance  of  a circuit  and  the  current  flowing  at 
that  instant  through  it  is  called  the  electromagnetic 
momentum. 

The  rate  at  which  the  angular  momentum  of  a wheel  is 
increasing  or  diminishing  at  any  instant  is  a measure  of  the 
rotational  force,  or  the  couple  acting  on  it  at  that  instant.  So  • 
also  the  rate  of  change  of  the  electromagnetic  momentum  of 
a circuit  is  the  measure  of  the  electromotive  force  acting  on 
it  as  far  as  mere  change  of  current  strength  is  concerned,  and 
omitting,  for  the  present,  that  part  of  the  electromotive  force 
required  to  overcome  the  true  resistance.  We  have,  then,  the 
following  parallel  between  a fly-wheel,  with  moment  of 
inertia  I,  revolving  frictionlessly,  and  having  an  angular 
velocity  a>  at  any  instant,  and  an  electric  circuit  of  inductance  ■ 
L,  having  a current  of  strength  i flowing  in  it  at  any. 
instant : — 
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Angular  kinetic  energy  of  the  wheel,  or  energy  of  rotation  = ^Iw- 

Electromagnetic  energy  of  the  circuit  = 2^^“ 

Angular  momentum  of  wheel = Ico 

Electromagnetic  momentum  of  circuit  = Li 

Eate  of  change  of  angular  momentum  of  wheel  =couple\  _ ^ 

or  torsional  force  causing  rotation  j ~ dt 

Kate  of  change  of  electromagnetic  momentum  = electro- \ _ 
motive  force  employed  in  changing  current  strength / ~ dt 

The  symbol  ( = ) must  in  the  above  be  understood  as  equivalent  to  the 
phrase  “ is  measured  by.” 


In  the  electric  circuit,  over  and  above  the  electromotive 
force  which  is  required  to  change  the  electromagnetic 
momentum,  there  is  an  amount  required  to  overcome  the 
frictional  resistance  of  the  wire,  and  which  is  defined  and 
measured  by  Ohm’s  law  E = R^.  Hence,  at  any  instant,  if  E 
is  the  impressed  electromotive  force  acting  on  the  circuit,  we 
may  divide  E into  two  parts,  one  part  equal  to  R^  by  Ohm’s 
law,  which  is  sometimes  called  the  effective  electromotive 
force,  and  which  is  that  part  of  the  impressed  electromotive 
force  which  is  operating  to  overcome  the  true  resistance  of 

d i 

the  circuit,  and  another  part  equal  to  L — , which  is  the 

d,  t 

part  operating  to  change  the  strength  of  the  current  at  that 
instant,  producing  a small  change,  d i,  in  the  current  strength 
i in  a time  d t.  Hence,  in  mathematical  language,  we  have 

E = R«-(-L— (26) 


This  is  the  fundamental  equation  for  varying  or  periodic 
currents,  when  the  periodicity  is  not  so  rapid  as  to  affect  the 
uniform  distribution  of  the  current  over  the  cross  section  of 
the  wire,  and  when  the  electrostatic  capacity  of  the  circuit 


may  be  neglected. 


The  part  L—  is  often  called  the  counter- 
dt 


electromotive  force  of  self-induction,  and  the  above  equation 
might  be  read  in  words — 


Total  ^ 

'Electromotive  Force' 

i 

Impressed 

employed  in  over- 

Electro- 

-  = 

coming  resistance,  or 

+ 

motive 

the  Effective  Electro- 

Force.  , 

^ motive  Force. 

Electromotive  Force 
employed  in  chang- 
ing strength  of  cur- 
rent, or  the  Inductive 
Electromotive  Force. 


SIMPLE  PERIODIC  CURRENTS. 


127 


We  might  arrive  at  this  fundamental  equation  otherwise 
thus  : — The  total  rate  of  expenditure  of  energy  in  the  circuit  is 
at  any  instant  measured  by  the  product  of  the  current  at  that 
instant  existing  in  the  wire  and  the  difference  of  potential 
between  its  ends.  The  energy  expended  in  the  circuit  is  at 
any  instant  being  partly  dissipated  at  a rate  equal  to  E E 
being  the  ohmic  resistance  and  i the  current,  and  partly 
being  stored  up  in  the  field  at  a rate  equal  to  the  rate  of  change 
of  the  quantity  J L P.  Hence  we  have  : — 


-o  i r 1 ^ r Eate  of  dissi-l 
Hate  of  supply!  ^ I I 

of  energy  / 


+ 


[ Eate  of  absorption 
s or  storage  of  energy 
[in  the  magnetic  field, 


and  this  in  symbols  is — 

Ef  = Ei2  + ^(|L;2), 


or  E=Ef  + L'h  . . , , . (26) 

(It 

which  is  our  fundamental  equation. 

At  this  stage  we  must  particularly  caution  the  student  to 
note  one  thing.  The  quantity  L,  which  is  called  the  induct- 
ance of  the  circuit,  is  a constant  and  definite  numerical 
quantity  for  any  given  form  of  circuit  only  as  long  as  this 
circuit  consists  of  non-magnetic  material  and  is  immersed  in 
a non-magnetic  medium.  If,  however,  the  circuit  embraces 
or  is  embraced  by  iron,  as  in  the  case  of  an  electromagnet,  or 
is  immersed  in  a medium  which  is  not  diamagnetic  but 
magnetic  like  iron,  then  it  is  no  longer  a constant  quantity, 
but  the  inductance  varies  from  instant  to  instant  with  the 
strength  of  the  current  flowing  in  the  circuit.  In  this 
chapter  we  suppose  ourselves  dealing  only  with  circuits  of 
constant  inductance,  and  in  which  the  value  of  L is  fixed  by 
the  form  of  the  circuit  alone. 


§ 16.  Equation  for  Establishment  of  a Steady  Current. — We 

return  to  our  discussion  of  equation  (2G)  (§  15).  When  a cur- 
rent is  flowing  in  a conductor,  we  may  picture  it  as  surrounded 
by  its  lines  of  magnetic  induction  properly  mapped  out. 
That  is,  so  that  the  number  of  the  lines  of  induction  passing 
perpendicularly  through  a small  unit  of  area  taken  at  any 
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point  in  the  field  is  equal  to  the  numerical  value  of  the  mean 
strength  of  the  magnetic  field  over  the  area.  If  the  circuit  has 
the  form  of  a loop  (Fig.  50)  lying  on  a horizontal  plane,  with 
the  current  circulating  round  it  in  the  opposite  direction  to 
that  in  which  rotate  the  hands  of  a watch,  then  the  lines  of 
induction  must  be  considered  as  springing  out  from  the  upper 
surface,  and  turning  outwards  and  over  the  conductor,  so  as 
to  re-enter  the  loop  from  the  under  surface.  The  closed 
circuit  is,  therefore,  linked  with  a certain  number  of  lines  of 
induction,  which,  if  the  circuit  is  composed  of  non-magnetic 
material,  are  proportional  in  number  to  the  strength  of  the 
current  at  that  instant.  Any  increase  in  strength  of  the 


current  causes  more  lines  of  induction  to  grow  out  from  the 
circuit,  and  packs  the  loop  fuller  of  lines  of  induction.  By 
Faraday’s  law,  any  increase  of  the  number  of  lines  of  induction 
traversing  or  linked  with  a circuit  creates  an  induced  electro- 
motive force  numerically  equal  to  the  rate  of  increase  of  that 
number  at  that  instant.  Hence,  if  100  million  lines  of  in- 
duction— C.G.S.  measure — are  put  or  inserted  at  a uniform 
rate  in  one  second  into  a circuit,  it  will  create  an  induced 
E.M.F.  of  one  volt  in  it.  If  lines  of  induction  are  thrust 
into  a circuit,  the  direction  of  the  current  induced  is  counter 
clockwise,  as  seen  from  that  side  of  the  circuit  at  which  they 
are  thrust  in  {see  Fig.  50). 
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Applying  this  to  the  case  before  us,  it  is  easily  seen  that 
any  increase  of  current  strength  in  the  circuit  in  Fig.  51 
crowds  the  space  with  more  lines  of  force,  and  therefore 
creates  in  it  an  electromotive  force  of  self-induction  opposed  to 
the  impressed  electromotive  force  which  is  acting  to  increase 
the  current;  and,  so  long  as  the  current  is  increasing,  this 
counter  E.M.F.  is  at  each  instant  proportional  to  the  rate  of 
growth  of  the  current  strength. 

We  can  cast  our  equation  (26) — 

E = R(  + L'-^ 

a t 

into  another  form,  thus  : — 

E_  •^Ld^ 

R 

E 

where  ^ is  the  maximum  value  which  the  current  can  attain. 


Fig.  51. — Lines  of  force  being  crowded  into  a circuit,  inducing  a counter- 
clockwise E.M.F.,  as  seen  from  the  side  at  which  they  are  put  in. 


Let  US  call  this  value  I.  The  quantity  j^,  or  the  ratio  of  the 

inductance  to  the  resistance  of  the  circuit,  is  called  the  tme- 
conn'ant  of  the  circuit ; let  this  quantity  be  denoted  by  T.  We 

then  have  I — = T 

(I  t 

which,  in  words,  is  a statement  that  if  a steady  E.M.F.  is 
made  to  act  on  any  circuit  whose  time-constant  is  T,  the 
amount  by  which  at  any  instant  the  current  falls  short  of  its 
full  value  is  equal  to  its  rate  of  growth  at  that  instant,  multi- 
plied by  the  time-constant, 

K 
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§ 17.  Logarithmic  Curves. — A curve  such  that  the  rate  of 
growth  or  shrinkage  of  the  ordinate  or  slope  of  the  curve  is 
proportional  to  the  ordinate  itself  is  called  a logarithmic 
curve. 

Let  a curve  (Fig.  52)  be  described  by  the  extremity  P of  an 
ordinate,  P M,  which  moves  uniformly  along  0 X,  parallel  to 
itself,  and  let  P M shrink  in  height  at  a rate  proportional  to  its 
height  at  any  instant.  The  differential  equation  to  such  a 

curve  is  then  7 = - 

dt 


and  since  (where  c = the  base  of  Napierian  logarithms 
= 2*71828)  is  a function  which  fulfils  this  condition  of  having 


Fig.  52. 


a differential  coefficient  proportional  to  itself,  we  can  write  the 
solution  of  the  above 

_ t 

y = e ^ -f  a constant, 


for  it  is  at  once  seen  that  by  differentiating  the  equation 

_ t 

y = e ^ + a constant. 


we  obtain 


dy  e A 
"A 


and  therefore  y=  - A 

dt 

Keturning  to  our  equation  for  the  current,  we  can  write,  as 
an  equivalent  for  the  equation 

T . n.di 
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the  equation  I - ^ = - T-^-S — 3, 

Cl  t 


or 


dt  _ 

T~  1-i  ‘ 


Integrating  this  we  have  as  a solution 


t 

T 


= log  (I  - 2')  + a constant. 


The  constant  has  to  be  determined  by  the  condition  that, 
when  t = 0,  i = 0,  which  gives  constant  = - log  I.  Hence  the 
complete  solution  is 

- (i-»)-iogr, 

_ t 

or  l-i=le  T. 


This  last  equation  expresses  the  fact  that  the  amount  by 
which  the  current  falls  short  of  its  full  value,  I,  at  any  time,  t, 
after  applying  the  E.M.F.,  is  a fraction  of  its  full  value  equal 
to  e~  f . When  ^ = 0,  or  at  the  instant  of  closing  circuit,  I - = I, 

or  the  current  ^ = 0 ; when  t = T,  I - = I,  or  the  deficit  from 

e 


full  current  is  equal  to 


X the  maximum  current. 

2-718 


Hence 


we  may  define  the  time -constant  of  a circuit  as  the  time  reckoned 
from  the  instant  of  closing  the  circuit  in  which  the  current 

rises  up  to  a value  equal  to  of  its  full  value,  or  to 

e 

about  0-632  of  its  maximum  value.  Approximately  we  may 
define  the  time-constant  as  the  time  from  closing  the  circuit 
in  which  the  current  rises  up  to  two-thirds  of  its  maximum 

value 

K 

The  rise  of  current  strength  in  a wire  of  inductance  L and 
resistance  E,  when  a steady  external  electromotive  force,  E,  is 
applied  to  the  circuit,  can  be  represented  by  a current  curve,  as 
shown  in  Fig.  53.  Let  OX  be  a time  line  on  which  we  mark 
off  time  as  lengths  reckoned  from  0 ; let  lines  drawn  vertically 
to  this  represent  the  current  strength  at  any  instant  in  a circuit 
of  time  constant  T,  inductance  L,  and  resistance  K ; and  let 

k2 
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0 Y = 1 represent  the  maximum  current  which  is  finally 

found  in  the  circuit.  On  applying  the  electromotive  force  E 
to  the  circuit,  the  current  strength  grows  up  in  the  wire  as 
graphically  represented  by  the  curve,  the  law  of  growth  being 
that  the  rate  of  growth  at  any  instant,  multiplied  by  the  time- 
constant,  is  equal  to  the  difference  between  the  actual  current 
at  that  instant  and  the  maximum  current  strength  finally 
attained,  or,  symbolically, 

dt 

the  solution  of  the  above  differential  equation  being 
or  i=l{l-e  (27) 


This  last  equation  gives  us  the  value  of  the  current  strength 
at  any  time  t seconds  after  closing  the  circuit,  in  terms  of  the 
time-constant,  and  the  maximum  current,  I,  which  is  finally 
attained. 

The  maximum  current,  I,  would  be  produced  at  once  in  the 
circuit  if  its  inductance  were  zero,  so  that  we  may  finally  for- 
mulate the  law  of  growth  of  current  in  a circuit  of  constant 
inductance  L,  resistance  R,  and  no  sensible  capacity,  by  saying 
that  the  current  strength  at  any  instant,  added  to  the  rate  of  yroirth 
of  the  current  strength  at  that  instant  multi }died  hg  the  time-constant, 
is  equal  to  the  current  which  would  ewist  in  the  circuit  ij  its  in- 
ductance were  ::ero. 
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§ 18.  Instantaneous  Value  of  a Simple  Periodic  Current. — 

The  application  of  these  principles  to  the  case  of  simple  periodic 
currents  will  lead  to  another  important  equation.  Let  there 
be  a circuit  which  has  an  inductance  L and  resistance  It, 
and  let  a simple  periodic  electromotive  force  act  upon  it ; let 
the  maximum  value  of  this  E.M.F.  be  E,  and  let  p stand 

for  where  11  is  the  frequency  of  the  oscillation,  or  1 

n 

is  the  duration  of  one  single  complete  period,  p is  a quantity 
of  the  nature  of  an  angular  velocity,  and  may  be  called  the 
pulsation.  Then,  if  t is  the  time  which  has  elapsed  from  the 
commencement  of  the  wave  of  E.M.F.  and  e is  the  actual 
value  of  the  E.M.F.  at  that  instant, 


e = E sin  p t. 


In  this  case  the  impressed  electromotive  force  varies  from 
instant  to  instant,  passing  from  zero  to  a maximum  E,  then 
to  zero  again,  and  then  to  a negative  maximum  - E.  Accord- 
ingly, our  fundamental  equation  for  the  current  strength  at 
any  instant  is  expressed  thus  : 

^(M  + Rt  = e,  = E sin  «<.  . . . (28) 

dt  ^ ^ 

For,  the  total  rate  of  expenditure  of  work  on  the  circuit  at 
any  instant  when  the  current  has  a value  i is  ei,  and  this  must 
be  equal  to  the  rate  at  which  electrical  work  is  being  dissi- 
pated as  heat,  or  to  by  Joule’s  law,  and  to  the  rate  at 
which  work  is  being  stored  up  in  the  magnetic  field,  which  is 


Hence 


or. 


L — + K 'i=:E  sinp  i (29) 

d t 


In  order  to  solve  this  differential  equation,  and  obtain  the 
value  of  the  current  i in  the  circuit  at  any  instant  under  the 
periodic  electromotive  force,  we  may  adopt  a well-known 
algebraic  device,  and  substitute  for  the  value  of  sin  p t its 
equivalent  in  exponential  terms.  It  is  shown  in  treatises  on 
trigonometry  that 

Sin  0^ , 

2/c  ’ 
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where  Ic=  — 1,  and  e is  now  the  number  2-71828,  which  is 
the  base  of  the  Napierian  logarithms. 


h d , -hd 

Also  that  cos  6= A ; 

2 

hence  cos  ^+/rsin  9 = e^^. 

These  are  called  the  exponential  values  of  the  sine  and 
cosine. 

Taking  the  equation  (29), 


L K i = E sin  p 
d t 

we  divide  both  sides  by  L,  and,  writing  T as  before  for  the 

time-constant  — , we  get 

it 


I i _ E 
dt  H KT 


sin  p t. 


t 

Multiply  both  sides  by  e'^  {e  being  here  the  exponential 
base,  not  impressed  E.M.F.),  and  we  have 


di  ^ i 
— * ^ T — 
dt  T 


t 


E ^ , 

— sin  p t. 
KT  ^ 


The  left-hand  side  of  this  equation  is  the  complete  differential 

L d f P\ 

of  ie'^,  and  may  be  written  and  on  substituting 


d t 


the  exponential  value  for  sinpt  and  putting  k for  V — 1,  we 
have 


d 

d t 


V J 2A'Et1 


(80) 


The  right-hand  side  of  this  last  equation  is  the  differential 
with  respect  to  t of 

/ (14A:pTw 

E ^ ^ 1. 

2A:KT')  1-f/^pT  1-kpT 

\ T T 


and  this  last  becomes  by  simplification 

E ( 1*1“  __  ) 

Wic~li  " [ 1 + /;J)T  l-kjjT  I ■ 
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Hence,  equating  both  sides  of  equation  (30),  when  integrated 
we  have 

i-pkpT  ~ 1-kpT  r 

Substituting  back  into  sine  and  cosine  terms,  and  recol- 
lecting that 

e^p  =cosj:>  i+4:sin^9  i, 
and  e~^P*  = co'^pt—kB\niot, 

we  get  finally 

E f sin^:)  j:)  T cos  i ) 

e\  1+/T'‘  /■ 


This  equation  gives  us  a value  i for  the  current  at  any 
instant,  and  at  a time  t reckoned  from  the  instant  when  the 
impressed  electromotive  force  is  zero.  The  value  of  i is 
accordingly  called  the  instantaneous  value  of  the  periodic 
current,  and  the  instantaneous  value  runs  through  a certain 
cycle  of  magnitudes,  ranging  from  zero  at  one  particular 
instant  to  a maximum  value  I at  another  instant. 

We  can,  however,  put  the  above  equation  in  a more  intel- 


tangent  is  equal  to 
hence 


L p . 

tan  6 = ^^  =p  T. 
E ^ 


It  follows  by  an  easy  transformation  that 

E _ . . L p 


cos  6=^ 


and  sin  9 = 


We  have,  then,  for  the  value  of  the  current  the  equation 


._E  jsinp  t—p  T cosp  . 


B i 

or,  by  substitution, 
E 


1 = 


a/E‘^+/-L‘'* 
E 


sin  p t cos  6—  sin  6 cos  p , 


A/E‘^+jy2L‘^ 


^sin  {p  t—  0). 


(31) 


136 


SIMPLE  PERIODIC  CURRENTS. 


This  is  called  the  particular  solution  of  the  equation 

L — +K  sin  p t = e, 

d t 

and  it  shows  us  three  things : — First,  that  the  phase  of  the 
current  i is  retarded  behind  that  of  the  impressed  electro- 
motive force  by  an  angle  9 — such  that  tan  6=21  T = ^ ; 

R 


second,  that  the  maximum  value  of  the  current  is  obtained  by 
dividing  the  maximum  value  of  the  electromotive  force  by  a 
quantity  equal  to  V IP  \ and,  third,  that  the  current 

curve  is  a simple  periodic  curve.  The  quantity 
is  called  the  imjycdarice  of  the  circuit. 

The  mathematical  student  will,  however,  remember  that 
the  complete  solution  of  the  equation 

h—+B.i=^  sinpt 
d t 


involves  a constant  of  integration,  and  this  is  obtained  by 
adding  to  the  particular  solution  above  obtained  the  com- 
plementary function  which  is  obtained  by  taking  the  solution 
of  equation  (29)  when  E sin  = 

Now,  since  the  solution  of 

L'**+Ri  = 0i3 
d t 


«=Ce  ^ ’ 

where  C is  a constant  of  integration  and  c in  this  last  equation 
is  the  base  of  the  Napierian  logarithms,  we  have,  then,  the 
complete  solution  of  the  differential  equation 

L — -fR  i = E sin^;  t 
dt 


given  by  the  equation 


i = - 


E 


sin  (p  ^)  + C e ^ . . (32) 

The  complementary  function  dies  out  rapidly  as  time  in- 
creases at  a rate  depending  on  the  value  of  Physically, 

R 

the  meaning  of  this  is  that  the  current  does  not  settle  down 
into  its  regular  periodic  state  until  a shorter  or  longer  time 
after  the  closing  of  the  circuit  depending  on  the  value  of  the 

time-constant 

R 
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We  shall  return  again  to  discuss  the  complete  solution  of 
the  above  equation  (29),  and  ^low  how  to  determine  the  value 
of  the  constant  C in  equation  (32). 

We  have  seen  from  the  explanations  on  previous  pages 
that  the  mean-square  value  of  a simple  periodic  quantity  is 
equal  to  its  maximum  value  divided  by  \/2.  Hence,  if  we  write 
Im  for  the  impedance,  we  can  put  the  equation,  giving  the 
instantaneous  value  of  the  current  produced  by  a simple 
periodic  impressed  electromotive  force  of  maximum  value 
E,  operating  on  a circuit  of  resistance  E,  inductance  L, 
with  a pulsation  2^,  in  the  form 
E 

i = — ■ sin  ip  t— 9)  \ 

Im 


or,  if  we  denote  the  maximum  value  of  the  current  during  the 

E 

phase  by  the  letter  I,  and  since  I = we  have 


i = l sin  {p  t - 9). 

Hence,  w^e  may  write  this  in  words  as  follows : — 


the  ina.vimum  valne'\ 
of  the  current  ' - 
strength  J 


and 


the  mean-s(iuare 
value  of  the 
current  strength 


\ 

1 

f 

1 


the  nuLvliiium  value  of  the 
impressed  electromotive  force 
impeda^ice 


the  maxbnum  value 


We  see,  then,  that,  in  the  case  of  simple  periodic  electro- 
motive force,  the  quantity  called  the  impedance  appears  to 
be  related  to  the  impressed  E.M.F.,  just  as  does  the  resist- 
ance to  the  steady  E.M.F.  in  the  case  of  continuous  currents, 
and  the  above  may  be  called  the  equivalent  of  Ohm’s  law  for 
simple  periodic  currents.  Compare  as  below 

For  steady' 

or  current  ^ _ ^electromotive  force  ^ ^ 

continuous  f strength  / “ \ resistance  (C>hm’s  law), 
currents 


For  simple' 
periodic  or 
alternate 
currents 


mean-s(juare^ 
value  of  the 
current 
strength 


r mean-s(juore  value  of 
- the  electromotive  force 
I impedance 
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Impedance  is  a quantity  which  is  measured,  like  resistance, 
in  ohms,  and  has  for  that  reason  been  sometimes,  but 
erroneously,  called  the  virtual  resistance. 

§ 19.  Geometrical  Illustrations.  — The  current  equation, 
expressing  the  current  strength  in  terms  of  the  impressed 
electromotive  force,  the  resistance,  inductance,  and  phase 
angles,  which  holds  good  when  a circuit  of  constant  induct- 
ance and  no  sensible  capacity  is  subjected  to  moderately 
great  pulsations  of  electromotive  force  has  been  in  the 
previous  pages  arrived  at  algebraically  from  first  principles. 


Fig.  54. 


It  is,  however,  possible  to  elucidate  its  meaning  by  geometri- 
cal methods.  Let  a circular  disc  (Fig.  54)  be  pivoted  at 
the  centre  0,  and  at  any  point  P on  the  circumference  let 
a plummet  line  be  attached.  In  front  of  the  circle  is  a fixed 
horizontal  line  XX'.  Let  the  disc  move  round  counter- 
clockwise at  a uniform  rate,  the  time  of  one  revolution 
being  T.  As  the  disc  goes  round,  the  length  of  plummet 
line  P M above  X X'  fluctuates.  Since  P M = 0 P sin  POM, 
it  follows  that,  if  the  magnitude  of  P M be  taken  at  small 
equal  intervals  of  time  during  one  revolution,  and  such 
heights  be  plotted  off  as  off-sets  at  equal  distances  above 
and  below  a datum  line,  the  extremities  of  these  ordinates 
will  lie  on  a simple  periodic  or  sine  curve.  In  other  words, 
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P M grows  and  shrinks  in  height  in  accordance  with  a 
simple  periodic  law.  We  can,  therefore,  represent  any 
quantity  which  fluctuates  in  magnitude  according  to  a 
simple  sine  law  of  growth  by  representing  it  as  the  pro- 
jection of  a point  on  the  circumference  of  a circle  revolv- 
ing uniformly,  taken  on  a horizontal  or  vertical  fixed  line 
drawn  through  the  centre.  Hence,  if  0 P represents  the 
maximum  value  of  an  electromotive  force  fluctuating  periodi- 
cally, P M will  represent  its  various  magnitudes  during  the 
complete  period.  The  magnitude  of  P M at  any  instant 
is  known  wdien  we  know  0 P,  which  is  called  the  anqjlitude, 
or  maximum  value,  and  POM  the  a7igle  of  the  motion. 

A diagram,  in  which  the  projection  on  any  other  line  of  a 
radial  line  revolving  round  one  extremity  is  made  to  represent 
a simple  jperiodic  function,  is  called  a clock-diagram.  In  clock- 
diagrams  radial  lines  are  taken  to  represent  in  magnitude  the 
maximum  values  of  the  quantities  which  are  to  be  represented 
as  periodically  varying.  Any  line  through  the  centre  may 
be  taken  as  the  line  on  which  projections  are  taken,  and  the 
projections  in  this  line  give  us  the  instantaneous  values  of  the 
periodic  quantity  whose  maximum  value  is  represented  by  the 
radius.  If  different  radii  are  drawn  from  one  centre,  repre- 
senting currents  or  electromotive  forces,  then  the  angular 
interval  between  these  radii  represent  the  i^hase  dijference  of 
these  quantities. 

§ 20.  Graphic  Representation  of  Periodic  Currents. — On 

such  a diagram  let  a radius  be  drawn  to  any  scale  repre- 
senting by  its  vertical  projection  the  periodic  fluctuation 
of  an  impressed  electromotive  force,  varying  according  to  a 
simple  sine  law,  and  acting  on  a circuit  of  given  inductance 
and  resistance  with  a fixed  periodicity ; the  problem  is  to 
draw  on  the  same  diagram  another  radius,  of  which  the 
vertical  projection  shall  represent  the  actual  current  strength 
in  the  circuit  at  the  corresponding  instant.  The  impressed 
electromotive  force  at  any  instant  balances,  or  is  equal  to, 
the  sum  of  two  others,  viz.,  the  effective  electromotive  force 
driving  the  current,  which  is  equal  to  the  product  of  the 
ohmic  resistance  of  the  circuit  and  the  current  at  that 
instant  in  it ; and  the  inductive  or  counter-electromotive 
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force,  which  is  equal  to  the  rate  of  variation  of  the  flux  of 
force  or  number  of  lines  of  force  traversing  the  circuit.  The 
phases,  or  times  of  maximum,  of  these  two  components  are 
not  identical.  They  differ  by  90°,  since  the  effective  electro- 
motive force  has  the  same  phase  as  the  actual  current,  and 
the  inductive  electromotive  force,  depending  on  the  rate  of 
variation  of  the  current,  comes  to  a maximum  at  the  instant 
when  the  current  is  zero,  or  is  changing  sign. 

By  the  proposition  in  §10,  these  two  periodic  quantities 
can  therefore  be  represented  by  sine  curves,  one  of  which 
is  shifted  backward  relatively  to  the  other,  so  that  the  crest 
of  the  wave  of  one  coincides  with  the  zero  point  of  the 
other.  We  shall  first  proceed  to  show  that  the  sum  of  two 


simple  periodic  motions  of  the  same  periodic  time,  but 
different  phases  and  amplitudes,  will,  when  added  together, 
produce  a simple  periodic  motion  of  the  same  periodic  time. 

Let  a parallelogram  of  cardboard,  OABC  (Fig.  55),  be 
cut  out  and  pivoted  by  a pin  at  the  angle  0,  so  as  to  turn 
freely  clockhand-wise.  Let  a vertical  line,  0 Y,  be  drawn 
through  0,  and  in  any  position  let  the  sides  0 A,  0 C,  A B 
be  projected  on  to  0 Y.  The  projection  of  lines  equal  and 
equally  inclined  are  equal ; hence,  since  A B is  equal  and 
parallel  to  0 C,  the  projection  of  AB — viz.,  ah — is  equal  to 
that  of  OC — viz.,  Oc.  But  Oh^OaPab  always  for  any 
position  of  the  card;  hence  0 5 = 0a-l-0c.  The  projection 
of  the  diagonal  is  therefore  equal  to  the  sum  of  the  projec- 
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tions  of  the  adjacent  sides.  As  the  card  moves  uniformly 
round  the  magnitudes  of  the  projections  fluctuate  at  each 
instant,  according  to  a simple  periodic  law.  Hence  the 
sum  of  the  simple  periodic  motions  of  which  0 A,  0 C are 
the  amplitudes,  and  which  have  a fixed  difference  of  phase 
represented  by  the  angle  A 0 C,  is  the  simple  periodic  motion 
represented  by  0 B in  amplitude  and  relative  phase.  If,  then, 
a point  be  subjected  to  two  simultaneous  simple  periodic 
motions  of  given  amplitudes,  and  of  which  the  phases  differ 
by  90°,  the  actual  motion  will  be  represented,  as  to  ampli- 
tude and  phase,  by  the  diagonal  of  the  parallelogram  of 
v/hich  these  two  form  the  adjacent  sides.  Eeturning  in 
thought  to  electric  motion,  consider  the  motion  of  a }mrticle 


of  electricity  (if  we  may  be  allowed  the  expression)  in  the 
wire  subjected  to  two  simultaneous  simple  periodic  motions 
of  unequal  amplitude  and  fixed  difterence  of  phase  equal 
to  90°.  The  displacement  at  any  instant  due  to  the  two 
together  is  equal  to  the  sum  of  each  separately.  If  the 
individual  motions  are  represented  by  the  vertical  projec- 
tions of  two  lines,  0 A,  0 B,  fixed  like  hands  of  a toy  clock 
at  right  angles  (Fig.  5G),  the  resultant  motion  is  that  indi- 
cated by  the  projection  of  the  diagonal  0 C on  the  same  vertical. 
We  have  seen  (in  § 10)  that,  if  the  variation  of  a quantity  is 
represented  by  a simple  sine  curve,  the  variation  of  its  rate  of 
chanye  is  represented  by  a sine  curve  of  different  amplitude 
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skifted  backward  by  90°  of  phase,  or  by  a quarter  of  a wave 
length.  It  follows  from  this  proposition  that  if  we  add 
together  at  every  instant  the  motions  or  the  ordinates  repre- 
senting them  on  a diagram  of  two  simple  periodic  motions, 
one  of  which  is  the  curve  representing  the  rate  of  change  of 
the  ordinate  of  the  other,  we  shall  get  a new  sine  curve,  of 
which  the  maximum  value  falls  between  that  of  the  other 
two,  and  of  which  the  amplitude  is  different,  but  wave  length 
or  periodic  time  the  same.  In  Fig.  57  the  thick  line  sine 
curve  represents  one  wave  of  a simple  periodic  motion.  The 
fine  continuous  line  is  a sine  curve  of  equal  wave  length,  of 
which  the  ordinate  P M at  any  point  represents  or  is  pro- 
portional to  the  rate  of  change  of  the  ordinate  Q M of  the 


thick  curve  at  the  same  instant.  Adding  together  the 
ordinates  of  the  thick  and  thin  curves,  we  get  a new  dotted 
line  sine  curve,  of  which  the  ordinate  E M is  equal  to  Q M 
+ rate  of  change  of  Q M.  If  we  substitute  for  the  sine  curve 
diagram  a clockhand  diagram  (Fig.  56),  then  the  projection  of 
OB — viz..  Oh — corresponds  to  the  ordinate  QM  of  the  thick 
curve;  that  of  0 A — viz.,  0 a — corresponds  to  PM,  the  ordinate 
of  the  thin  curve  ; and  that  of  0 C,  the  diagonal  of  the 
rectangle  0 A,  OB,  corresponds  to  EM,  and  is  the  resultant 
of  the  motion  0 B,  and  the  rate  of  change  of  that  motion,  viz., 
0 A.  If,  then,  0 B represents  the  amplitude  or  maximum 
value  of  the  actual  periodic  current  in  a circuit,  a line,  0 A, 
draAvn  at  right  angles  to  0 B,  will  represent  to  a suitable  scale 
the  rate  of  change  of  that  current. 
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We  are,  then,  led  to  this  converse  proposition,  that  we 
can  resolve  any  simple  periodic  curve  into  a pair  of  component 
periodic  curves  of  equal  periodic  time,  but  of  which  the  maxi- 
mum value  happens  for  one  before  and  for  one  after  that  of 
the  original. 

§ 21.  Impressed  and  Effective  Electromotive  Forces. — If  at 

any  instant  a current  of  which  the  instantaneous  value  is  i 
is  flowing  in  an  inductive  circuit  of  which  the  true  resistance 
is  E,  the  quantity  Ei  represents  the  voltage  necessary  to 
make  this  current  flow,  and  this  part  of  the  impressed  electro- 
motive force  is  called  the  effective  electromotive  force  in  the 
circuit.  If  the  circuit  is  an  inductive  circuit,  there  will  be 

di 

another  electromotive  force  equal  in  magnitude  to  L — , which 

dt 

acts  either  with  or  against  the  total  applied  or  impressed 
electromotive  force.  This  is  called  the  inductive  electromotive 
force.  The  electromotive  force  which  is  at  any  instant 
applied  to  the  circuit  is  called  the  inijmessed  electromotive  force. 
The  effective  electromotive  force  is  always  the  resultant  of 
the  impressed  and  inductive  electromotive  forces.  Hence,  if 
these  last  two  electromotive  forces  are  represented  in  a clock 
diagram  in  magnitude  and  relative  phase  by  the  two  sides 
of  a parallelogram,  the  effective  electromotive  force  will  be 
represented  in  magnitude  and  phase  by  the  diagonal  of  that 
parallelogram.  A further  condition  is  that,  since  the  inductive 
electromotive  force  depends  upon  the  rate  of  change  of  the 
current,  it  is  always  at  right  angles  as  regards  phase  with 
the  effective  electromotive  force.  This  last  is  always  in 
step  or  in  synchronism  as  regards  phase  with  the  current. 
Hence,  if  we  require  to  draw  a clock  diagram  of  electromotive 
forces  for  an  inductive  circuit  in  which  a simple  periodic 
impressed  electromotive  force  is  acting,  we  see  that  the  proper 
construction  is  as  follows: — Take  any  line,  OP  (Fig.  58),  to 
represent  the  magnitude  of  the  maximum  value  of  the 
impressed  electromotive  force ; on  0 P describe  a semi-circle, 
0 M P ; let  0 P be  supposed  to  revolve  round  the  point  0 in 
the  contrary  direction  to  the  hands  of  a watch,  and  let  the 
projection  of  OP,  at  any  instant  on  any  line  OY  drawn 
through  0,  be  taken.  Then  OP  represents  the  maximum 
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value,  E,  of  the  impressed  electromotive  force,  and  0^,  or  the 
projection  of  0 P,  represents  the  magnitude  of  the  instan- 
taneous value  of  the  impressed  electromotive  force  at  an 
instant  when  0 P has  completed  such  part  of  one  revolution 
as  is  represented  by  the  angle  POX. 

Let  us  suppose  0 P to  start  from  the  position  0 X,  and 
let  time  be  reckoned  from  that  instant  of  starting.  Then, 
if  T be  the  time  of  one  complete  revolution,  and  if  t be 
the  time  in  which  0 P passes  through  the  angle  POX, 


the  angle  P 0 X is  the  same  fraction  of  four  right  angles  of 
27r  that  t is  of  T.  Hence  the  angle  POX  is,  in  magni- 

tude,  equal  to  For  shortness,  Stt/T  is  written  _/?.  There- 

fore is  a quantity  of  the  nature  of  an  angular  velocity. 
Hence,  if  the  magnitude  of  0 q,  which  is  the  projection  of  0 P, 
is  denoted  by  e,  and  if  OP  is  denoted  by  E,  we  see  that 
e = E sin  pf, 
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or  the  instantaneous  value  of  the  impressed  electromotive 
force  runs  through  a cycle  of  values  represented  by  the 
ordinates  of  a sine  curve. 

Next,  on  0 P describe  a semi-circle,  0 M P,  on  that  side  of 
0 P which  is  towards  the  direction  in  which  0 P is  rotating. 
Take  a point  M on  this  circumference,  such  that  0 M is  to 
M P in  the  ratio  of  L to  R,  where  L is  the  inductance  and  R 
the  resistance  of  the  circuit.  Through  0 draw  0 K parallel 
to  MP.  Produce  MO  to  N,  and  make  ON  equal  to  OM. 
Draw  N K parallel  to  0 P and  join  0 K.  Then,  on  the  same 
scale  on  which  0 P represents  E,  the  maximum  magnitude  of 
the  impressed  electromotive  force,  0 K will  represent  the 
maximum  magnitude  of  RI  or  the  effective  electromotive 
force,  and  0 N will  represent  I or  the  maximum  magni- 
tude of  the  inductive  electromotive  force.  By  the  geometry 
of  the  figure  we  see  that,  if  the  angle  P 0 K is  called  0,  the 
projection  Ok  of  OK  on  OY  is  equal  to  OK  sin(^^— 6^), 
and  also  the  projection  On  of  ON  on  0 Y is  equal  to 

0 N cos  (p  t-  0).  Hence  On  = ~-  (0  k).  Moreover,  0 K is 

the  resultant  of  0 P and  0 N,  and  0 N is  at  right  angles  to 
0 K ; therefore  0 N and  0 K fulfil  all  the  conditions  requisite 
for  being  the  representation  of  the  maximum  values  of  the 
inductive  and  effective  electromotive  forces.  For  0 K is 
obviously  the  resultant  of  0 P and  ON.  0 N is  in  such 
a direction  that  its  projection  or  instantaneous  value  is 
numerically  determined  by  the  rate  of  change  of  the  projection 
or  instantaneous  value  of  0 K ; and  we  know,  by  fundamental 
principles,  that  the  electromotive  force  of  self-induction  is 
determined  by  the  rate  of  change  of  the  current  in  this 
circuit ; that  is,  by  the  rate  of  change  of  the  effective  electro- 
motive force.  By  considering  the  relative  positions  of  0 P, 
0 K,  and  0 N,  it  will  be  seen  that  they  are  in  the  right 
directions  to  represent  these  three  quantities.  For,  if  the 
system  of  lines  be  supposed  to  revolve  round  0,  then,  when 
the  projection  of  0 K is  above  0 X — that  is,  when  the  current 
in  the  circuit  is  increasing — the  projection  of  0 N is  negative 
and  is  decreasing.  This  means  that  the  electromotive  force 
of  self-induction  is  in  such  a direction  as  to  oppose  the 
current.  Also,  when  the  effective  electromotive  force  or 
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current  is  in  the  same  direction,  but  decreasing,  then  the 
inductive  electromotive  force  is  positive,  or  in  the  same 
direction  as  the  current,  and  is  increasing.  Accordingly,  if 
the  magnitude  of  0 K is  li  I,  where  R is  the  resistance  of  the 
circuit  and  I is  the  maximum  value  of  the  current,  and  R I is 
therefore  the  maximum  value  of  the  effective  electromotive 
force  in  the  circuit,  we  see  that  the  magnitude  of  0 N must 
be  L I,  and  that  of  0 P must  be  VR^  + p‘^IP  I,  and  this  last, 
we  know,  is  the  value  of  the  impressed  electromotive  force  E. 
Accordingly,  on  whatever  scale  0 P represents  the  impressed 
electromotive  force  E,  then  OK  represents  the  effective  electro- 
motive force  RI,  and  ON  represents  the  inductive  electro- 
motive force  Lpl.  If  we  take  one  Rth  part  of  0 K,  we  have 
the  value  of  the  current  in  the  circuit.  The  angle  of  lag  9 by 


Fig.  59. 


which  the  current  is  hehind  the  impressed  electromotive  force 
in  phase  is  an  angle,  such  that — 

^ n Resistance  of  circuit.  R 

Impedance  of  circuit.  VR^+jj^L^* 

The  diagram  shows  us,  therefore,  not  only  how  to  represent 
the  current  and  impressed  electromotive  force  in  an  inductive 
circuit  properly  as  regards  phase  and  magnitude,  but  tells  us 
practically  how  the  angle  of  lag  should  be  measured. 

The  relation  of  the  impedance  and  resistance  of  an  inductive 
circuit  may  be  represented  geometrically  as  follows  : Draw  a 
right-angled  triangle,  ABC  (Fig.  59),  and  take  the  base  A B 
to  represent  the  resistance  of  the  circuit,  and  the  hypotenuse, 
AC,  to  represent  the  impedance.  Then  the  side  BC  will 
represent  the  magnitude  of  the  quantity  p L.  This  has  been 
called  the  reactance  of  the  circuit,  and  since  the  angle  C A B is 


SIMPLE  PERIODIC  CURRENTS. 


147 


an  angle  which  has  a cosine  equal  to 


R 


we  see  that 


this  angle,  which  we  may  call  6,  is  the  angle  of  lag  of  current 
behind  electromotive  force,  and,  moreover,  that 

pJj  reactance  of  circuit 
R resistance  of  circuit’ 


tan  d- 


§ 22.  The  Mean  Value  of  the  Pov/er  of  a Periodic  Current. 

Having  now  seen  how  the  fluctuation  of  current  strength  is 
related  to  that  of  the  impressed  E.M.F.  in  an  inductive  circuit 
under  the  conditions  of  a simple  sine  law  of  variation,  we  pass 
to  the  consideration  of  the  measurement  of  the  j^oicer  taken 
up  in  or  supplied  to  circuits  traversed  by  periodic  currents. 

Let  the  thin  line  curve  in  Fig.  60  represent  the  curve  of 
impressed  electromotive  force  in  an  inductive  circuit,  and  the 


Fig.  60. 


thick  line  the  corresponding  curve  of  current.  Then  at  anij 
instant  the  rate  at  which  energy  is  being  expended  on  the 
circuit  is  equal  to  the  product  of  the  ordinates  P M,  Q M, 
which  at  any  point  M on  the  time  line  represent  the  electro- 
motive force  and  current  respectively.  The  mean  rate  of 
expenditure  of  energy,  or  the  mean  j^ower  being  taken  up  in  the 
circuit,  is  then  the  mean  of  all  such  products  taken  at  equal 
and  very  near  intervals  of  time  during  one  complete  period. 
This  is  not  by  any  means  identical  with  the  product  of  the 
mean  current  and  mean  electromotive  force.  To  arrive  at  an 
expression  for  this  mean  power,  we  must  pave  the  way  by  a 
preliminary  proposition  on  the  mean  product  of  two  simple 
periodic  quantities.  An  elegant  geometrical  method  of 

l2 
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obtaining  this  has  been  given  by  Mr.  Blakesley.  We  shall, 
however,  give  here  an  algebraical  proof  of  this  proposition.  Let 
there  be  two  radii  0 P,  0 Q (Fig.  61),  which  revolve  in  equal 
periodic  times  round  a common  centre  0,  separated  by  a fixed 
angle,  P 0 Q.  At  equal  small  intervals  of  time  corresponding 
to  equal  angular  motions  let  the  projections  0^,  0 5-  of  these 
lines  be  taken  on  a vertical  line  through  0.  It  is  required 
to  find  the  mean  value  of  the  product  Op^Oq  during  one 
complete  period. 

Denote  by  X the  length  of  0 P,  and  by  Y the  length  of  0 Q, 
and  let  the  angle  P 0 Q be  /^,  and  P 0 p be  a.  yS  is  the  angle 
of  phase  difterence,  and  X and  Y are  the  maximum  values  of 
the  periodic  quantities  0 p,  0 q,  which  are  the  vertical  projec- 
tions of  0 P,  0 Q. 


Let  Op  be  denoted  by  p,  and  0 g by  g- 
Then  p = X cos  a, 

and  5 = Y cos  (a+/?) ; 

and  therefore  p 5 = X Y cos  a cos  (a+/i). 

Let  the  pair  of  radii  0 P,  0 Q be  supposed  to  turn  round 
one  complete  revolution,  proceeding  by  n small  steps,  each 
step  increasing  the  angle  a by  a very  small  amount,  8,  a and  n 
being  a very  large  number.  At  each  stage  let  the  value  oipq 
be  measured  as  above,  then  the  mean  value  of  the  product  p q 
is  one  7dh  part  of  the  sum  of  all  the  n values  so  taken.  Call 
this  mean  value  of  the  product  M.  Then, 

_^^jCOS  ^ + COS  da  cos  (da-t-/3)-f  cos  2 8 a COS  (2  dg-f /3)\, 

^ ~ 71  [ ....  -f  COS  1 d a cos  (?l— 1 d a + /?)  j 

By  trigonometry  we  have 

cos  (?l— 1 da)  cos  (?l—  1 da  + /3)  = J cos  (2  w - 1 d a4-/?)-}-|  cOS  /?, 
since  cos  A + B + cos  A-B  = 2 cos  A cos  B. 
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Accordingly  every  term,  except  the  first  in  the  cosine  series 
for  M,  splits  up  into  the  sum  of  two  others,  one  of  which  is 
always  J cos  /?.  Rearranging  the  terms,  we  get  for  the  value 
of  M as  follows  : — 


The  cosine  series  in  the  inner  bracket  consists  of  a series  of 
cosines  of  angles  in  arithmetic  piogression  talien  all  round  the 
circle.  Hence,  since  the  cosine  of  any  angle  is  numerically 
equal  to  that  of  the  cosine  of  its  supplement,  but  of  opposite 
sign,  these  cosine  terms  will  cancel  each  other  out  pair  and 
pair,  when  n becomes  very  great  and  S a very  small,  and  5 a 
equal  to  27r.  For  when 

a = Itt,  2 n—  1 8 a+^  = 47r4-/:^,  and  cos  (47r+/3)  = cos 
The  first  and  last  terms  of  the  series  are  in  this  case  identical, 
and  for  every  term  there  will  exist  one  of  equal  magnitude 
and  opposite  sign.  The  sum  of  the  series  of  cosine  terms  in 
the  inner  bracket  is  accordingly  zero. 

The  value  of  M reduces  then  to  that  of  the  first  term. 


VIZ, 


The  mean  value  of  the  product  of  two  simple  harmonic  or 
periodic  functions  of  equal  period  but  different  amplitude  and 
phase  is  equal  to  half  the  product  of  their  maximum  values, 
and  the  cosine  of  their  difference  of  phase. 

Returning  to  the  consideration  of  the  electrical  problem, 
it  is  now  clear  that  for  simple  periodic  or  sine  variation  the 
mean  value  of  the  product  of  the  current  at  any  instant  and 
the  simultaneous  value  of  the  impressed  electromotive  force  in 
an  inductive  circuit  is  obtained  by  multiplying  together  half 
the  product  of  their  maximum  values,  and  the  cosine  of  the 
angle  of  lag.  If  i be  the  current  at  any  instant,  and  e the 
impressed  E.M.F.,  I and  E being  their  maximum  values, 
then  the  mean  value  of  e i during  a complete  period  is 
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and  this  is  a measure  of  the  mean  rate  of  expenditure  of 
energy  on  that  circuit,  or  the  mean  power  taken  up.  It  is 
obvious,  then,  that  if  the  lag  is  90°,  this  mean  product  is 
zero,  and  that  no  work  is  done  at  all. 

When  6 has  intermediate  values  between  0°  and  90°,  the 
real  rate  of  dissipation  or  transformation  of  energy  in  the 


E I 

circuit  will  be  intermediate  between  — - and  zero. 

. , 2 


In  order 


to  understand  how  this  can  be,  and  how  it  is  that  a circuit  may 
be  traversed  by  a current  and  yet  take  up  no  power,  we  must 
examine  a little  more  closely  the  nature  of  the  phenomena. 


§ 23.  Power  Curves.— Let  the  periodic  curve  in  Fig.  62 
represent  a sinusoidal  variation  of  electromotive  force  acting- 
on  a circuit  which  we  shall  for  the  moment  assume  has  no 


F.g.  62. — Electromotive  Force  Curve. 


sensible  inductance.  Let  the  curve  in  Fig.  63  represent 
the  corresponding  current.  The  length  of  each  ordinate  of  the 
second  curve  is  equal  in  magnitude  to  that  of  the  corresponding 


Fig.  63. — Current  Curve. 

ordinate  of  the  first  curve  divided  by  the  value  of  the  resist- 
ance of  the  circuit.  Let  the  lengths  of  corresponding  ordinates 
of  these  two  curves  be  multiplied  together,  and  the  product 
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set  off  as  the  ordinates  of  a new  curve  represented  by  the 
dotted  line  in  Fig.  64.  This  dotted  curve  is,  then,  the  curve 
of  pour?'  or  activity,  and  represents  the  variation  of  the  pro- 
duct of  the  current  and  the  electromotive  force  taken  at 
every  instant. 

In  multiplying  together  the  ordinates  of  the  first  and  second 
curves,  we  must  pay  attention  to  the  algebraic  sign  of  each 
ordinate.  Ordinates  of  each  curve  drawn  above  the  horizontal 


datum  line  of  the  curve  must  be  reckoned  plus,  and  ordinates 
drawn  below  must  be  reckoned  minus,  and  in  taking  the  product 
the  algebraic  law  of  signs  must  be  regarded.  It  will  be  seen 
that  the  dotted  line  curve  consists  of  a wavy  line  of  two  loops 
lying  wholly  above  the  mean  datum  line.  If  the  area  of  the 
two  hummocks  enclosed  by  the  dotted  curve  and  the  horizontal 
line  is  indicated  or  integrated,  say,  by  an  Amsler’s  planimeter, 
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the  area  represented  by  the  shaded  part  so  obtained  is 
a measure  of  the  total  work  done  in  one  complete  period  of 
the  current  oscillation,  and,  since  this  area  lies  wholly  above 
the  datum  line,  it  must  be  reckoned  as  positive,  or  as  work  done 
by  the  electromotive  force  ; in  other  words,  it  represents  the 
total  energy  transformed  from  electrical  energy  into  heat  in 
one  complete  period. 

Next  let  us  suppose  that  the  same  periodic  electromotive 
force  acts  upon  a circuit  having  inductance  as  well  as  resist- 
ance, and  that  therefore,  as  already  shown,  the  current  is 
retarded  in  phase  behind  the  electromotive  force.  Let  the 
thin  curve  in  Fig.  65  represent  the  periodic  impressed  electro- 


Fig.  65.  Lag  45°. 


motive  force,  and  the  thick  curve  the  current  retarded  by  45° 
in  phase  behind  the  other.  Proceed  as  before  to  obtain 
the  power  curve  by  multiplying  the  heights  of  corresponding 
ordinates,  the  multiplication  of  the  ordinates  being  shown 
below  the  figure.  We  find  that  the  power  curve  representing 
the  variation  of  the  activity  is  a wavy  curve,  consisting  of 
four  sections,  two  large  hummocks  above  the  datum  line, 
which  are  positive  areas,  and  two  small  ones  below,  which  are 
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negative  areas.  The  algebraic  sum  taken  with  regard  to  sign 
of  all  these  four  areas,  represented  by  the  shaded  parts,  is  a 
measure  of  the  total  work  done  in  one  complete  period  by  the 
•electromotive  force.  Going  one  step  more,  we  may  imagine 
that  the  current  lag  is  90°,  and  in  Fig.  66  we  have  drawn 
the  power  curve  in  this  case,  obeying  the  same  instructions. 
We  see  that  the  power  curve  consists  of  four  loops,  two 
positive  and  two  negative,  and  that  the  area  of  these  hum- 
mocks are  equal.  Hence,  the  total  area  or  indicated  value 
in  this  last  case  is  zero,  and  the  work  done  in  one  complete 
cycle  is  zero ; hence,  the  rate  of  doing  work,  or  the  power,  is 
^ero.  Returning  to  Fig.  64,  the  first  case,  it  is  easy  to  see 


that  the  rate  of  doing  work,  or  the  power,  is  measured  by  the 
mean  ordinate  of  the  shaded  work  areas  considered  as  indicator 
diagrams.  Since  the  dotted  curves  are  perfectly  symmetrical, 
if  we  draw  a line  Y Y'  at  half  the  height  of  the  maximum 
ordinate  of  the  dotted  curve,  it  will  cut  the  two  hummocks 
into  two  parts,  and  the  area  of  the  upper  part,  or  mountain 
above  the  line  Y Y',  would  just  fill  up  the  valley  between  the 
bottom  parts  of  the  hummocks.  Since  the  rate  of  doing  work 
is  equal  to  the  work  done  in  one  complete  cycle  divided  by  the 
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time  of  duration  of  that  cycle,  it  obviously  follows  that  this  mean 
ordinate  X Y measures  the  power  or  rate  of  doing  work  and  is 


equal  in  magnitude  to 


hence  this  product  is  a measure  of 


the  rate  at  which  the  electromotive  force  does  work.  Refer- 
ring to  the  second  case,  we  see  that  the  mean  ordinate  X Y is 
no  longer  equal  to  half  the  maximum  ordinate  of  the  positive 
or  upper  loop,  but  is  equal  to  half  the  difference  between  the 
magnitudes  of  maximum  ordinates  of  the  positive  and  nega- 
tive loops  of  the  power  curve,  and  is  therefore  less  than 
El 

From  the  proof  given  previously  we  have  seen  that  it 


' . j 

is  equal  to (cosine  of  lag). 

2 


In  the  third  case  considered,  of  a lag  of  90  degrees,  it  is 
easy  to  see  why  the  resultant  rate  of  doing  work  is  zero. 
In  the  first  quarter  of  a stroke  the  electromotive  force  propels 
the  cuirent,  and  this  last  is  in  the  direction  of  the  E.M.F., 
but  in  the  second  quarter  of  a stroke  the  current  is  negative  or 
opposite  to  the  electromotive  force  ; in  other  words,  the  current 
is  moving  against  the  force  and  does  work  against  the  E.M.F., 
and  the  same  push  and  re-push  is  repeated  in  the  second 
half  of  the  period.  Hence,  on  the  whole,  though  there  is 
an  impressed  electromotive  force  and  a current  flowing,  no 
resultant  work  is  done  and  no  energy  dissipated. 


^ 24.  The  Experimental  Measurement  of  Periodic  Currents 
and  Electromotive  Forces. — At  this  stage  it  will  be  an  advan- 
tage to  direct  attention  to  the  practical  means  of  measuring  the 
V mean  square  value  of  periodic  currents  and  electromotive 
forces,  and  also  the  mean  value  of  the  power  given  to  an 
inductive  circuit  of  any  kind.  There  are,  amongst  others,  two 
instruments  especially  useful  for  measuring  periodic  currents. 
One  of  these,  the  Cardew  voltmeter,  depends  upon  the  prin- 
ciple that  when  a wire  traversed  by  a current,  either  steady 
and  unidirectional  or  steadily  periodic,  is  placed  in  an  enclosure 
the  walls  of  which  are  approximately  at  a constant  tempera- 
ture, the  wire  will  itself,  after  a short  time,  attain  a constant 
temperature.  This  constant  temperature  is  reached  when 
there  is  a state  of  equilibrium  between  the  rate  at  which  heat 
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is  radiated  by  the  wire  and  the  rate  at  which  the  walls  of  the 
enclosure  radiate  heat  back  to  it. 

The  wire  has  a definite  length  corresponding  to  each  tem- 
perature, and  means  are  provided  for  measuring  this  elongation 
with  great  accuracy.  The  total  amount  of  heat  generated  in 
the  wire  per  second  is  dependent  upon  the  rate  of  generation 
at  each  instant.  The  instantaneous  rate  of  heat  development 
is,  by  Joule’s  law,  equal  in  mechanical  units  to  the  product  of 
the  resistance  of  the  wire  and  the  square  of  the  value  of  the 
instantaneous  current  flowing  in  it. 

If  the  wire  is  traversed  by  a simple  periodic  current,  and 
we  construct  from  the  current  curve  diagram  another  curve 
whose  ordinates  are  equal  to  the  square  of  the  correspond- 
ing current  ordinates,  we  have  a curve  every  ordinate  of 
which  is  proportional  to  the  instantaneous  rate  of  generation 
of  heat  in  a wire  traversed  by  the  periodic  current.  Since  the 
horizontal  line  measures  time,  it  is  obvious  that  the  whole 
area  of  the  outer  curve,  or  heat  curve,  represents  the  total 
work  done  per  semi-period  by  the  current  in  producing  heat, 
and  that  the  same  total  work  would  be  done  by  a steady  current 
which  had  a value  equal  to  the  square  root  of  the  mean  of  the 
squares  of  all  the  ordinates  of  the  periodic  current  curve. 

This  square  root  of  the  mean  of  the  squares  of  all  the  ordi- 
nates of  a simple  periodic  curve  has,  however,  been  shown  in 
§ 9 to  be  numerically  equal  to  the  value  of  the  maximum 
ordinate  of  the  periodic  curve  divided  by  v^2.  It  follows  that 
the  total  heat  generated  per  second  in  the  wire  is  a numerical 
measure  of  the  V mean  square  value  of  the  current  or  of  half 
the  square  of  the  maximum  value  of  a simple  periodic  current. 
A fine  wire  stretched  out  in  the  manner  of  a Cardew  voltmeter 
wire  has  a very  small  inductance,  and,  when  acted  upon  by  a 
simple  periodic  electromotive  force,  the  current  produced  in  it 
is  very  nearly  proportional  to  this  impressed  electromotive  force. 
It  follows,  then,  that,  when  a Cardew  voltmeter  is  subjected 
to  a simple  periodic  electromotive  force,  the  needle  takes  a defi- 
nite position,  corresponding  to  a definite  expansion  of  the  wire, 
which  is  that  which  it  would  take  if  the  wire  were  subjected 

to  a steady  electromotive  force  equal  to  — — of  the  maximum 

value  of  the  periodic  electromotive  force. 
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The  Cardew  voltmeter  is  not  adapted  to  measure  any  but 
very  small  currents.  The  instrument  generally  employed  to 
measure  periodic  currents  of  moderate  and  large  magnitude 
is  some  modification  of  Weber’s  electro-dynamometer.  In  the 
best-known  practical  form  of  Siemens  there  are  two  coils  of 
wires  in  series,  one  fixed  and  the  other  movable,  and  so  placed 
that  the  currents  in  the  movable  coil  circuit  are  traversed  at 
right  angles  by  the  lines  of  force  due  to  those  in  the  fixed 
coil.  When  a simple  periodic  current  traverses  the  coils  in 
series,  a force  is  brought  into  existence  due  to  the  electro- 
dynamic action,  which  is  proportional  to  the  instantaneous 
value  of  the  square  of  the  current  strength.  From  instant  to 
instant,  however,  the  current  strength  varies.  If  the  time  of 
free  vibration  of  the  movable  coil  is  very  large  compared  with 
that  of  a complete  period  of  the  electrical  vibrations,  and  il 
the  movable  coil  is  brought  back  by  a restoring  force  due  to  a 
spring  or  bifilar  suspension  or  gravity,  &c.,  into  a fixed  normal 
position,  then,  during  one  complete  electrical  period,  we  may 
consider  that  the  movable  portion  receives  a number  of  small 
impulses  which  are  in  magnitude  represented  by  the  square  of 
the  ordinates  of  the  current  wave.  Hence,  the  total  impulse 
on  the  movable  coil  is  equal  to  the  magnitude  of  the  inte- 
grated area  of  a sine  curve  whose  ordinates  are  respectively  the 
squares  of  those  of  the  current  curve,  and  the  mean  force  on 
the  movable  coil  will  obviously  be  proportional  to  the  mean 
ordinate  of  this  force  curve.  If  the  movable  coil  is  so  heavy 
that  its  time  of  free  vibration  is  very  long  compared  with  the 
time  in  which  the  periodic  forces  on  it  run  through  a complete 
cycle,  it  will  experience  a displacement  exactly  that  due  to  the 
mean  of  the  forces  acting  upon  it — that  is,  to  the  square  root 
of  the  mean  of  the  squares  of  these  instantaneous  currents — 

or  to  -5^,  where  I is  the  maximum  value  of  the  current  during 

the  period.  The  periodic  force  on  the  movable  coil  is  equiva- 
lent to  a steady  force  when  this  periodic  force  runs  through 
all  its  values  in  a time  very  short  compared  with  the  time 
of  free  vibration  of  the  coil.  Hence,  if  a simple  periodic 
current  has  a maximum  value  I,  wFen  it  is  sent  through  an 
electro-dynamometer  it  wull  cause  a deflection  equal  to  that 

which  would  be  caused  by  a steady  current  equal  to  . 
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Let  us  suppose  a coil  of  constant  inductance  L and  resist- 
ance R to  be  traversed  by  a simple  periodic  current  of  fre- 
quency (where  27r  71  = p).  Let  an  electro-dynamometer  be 
inserted  in  series  with  it,  and  let  a Cardew  voltmeter  be 
connected  to  the  extremities  of  the  inductive  circuit. 

We  have  before  seen  that  if  E and  I are  the  maximum 
values  during  the  period  of  the  impressed  E.M.F.  and  current 
in  an  inductive  circuit,  then  the  j)ower  taken  up  in  that 
E I 

circuit  is  equal  to  cos  9,  where  6 = angle  of  lag  of  current 
A 


behind  the  E.M.F.  But  the  reading  of  the  Cardew  volt- 
meter when  connected  to  the  ends  of  an  inductive  circuit  is 

E 

very  nearly  proportional  to  — and  the  dynamometer  reading 

V " 

in  that  circuit  is  proportional  to  ; therefore,  the  product  of 

V 2 

E I 

these  readings  is  proportional  to  , and  takes  no  account  of 

A 


the  difference  of  phase.  The  product  of  the  ^mean  square 
values  of  the  current  and  of  the  electromotive  force  in 
an  inductive  circuit  is  generally  called  the  apparent  poicer 
or  apparent  ivatts  given  to  that  circuit,  but  it  is  not  a measure 
of  the  true  power  given  to  the  circuit.  For  this  reason  we 
can  derive  no  information  from  the  use,  in  this  manner,  of 
these  instruments.  The  observed  readings,  and  hence  their 
product,  does  not  take  into  account  the  difference  of  phase 
between  the  current  and  impressed  E.M.F.  in  the  inductive 
circuit.  A very  small  error,  in  practice  negligible,  is  also 
introduced  by  disregarding  the  inductance  of  the  wire  of  the 
Cardew  instrument.  On  this  account,  strictly  speaking, 
currents  in  the  wire  cannot  be  taken  as  accurately  propor- 
tional to  potential  differences  at  the  extremities,  but  this  is  in 
ordinary  usage  a negligible  error. 


§ 25.  Method  of  Measuring  the  True  Value  of  the  Power 
given  to  an  Inductive  Circuit.  Theory  of  the  Wattmeter. — 
If  a current  traversing  an  inductive  circuit  under  a periodic 
impressed  electromotive  force  is  made  to  pass  through  another 
circuit  which  acts  electro-dynamically  upon  a movable  circuit 
conveying  another  current  proportional  in  strength  to,  and 
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agreeing  in  phase  with,  the  periodic  variation  of  potential 
difference  at  the  terminals  of  the  inductive  circuit,  such  an 
arrangement  will,  if  it  can  be  realised,  afford  a means  for 
obtaining  a true  numerical  measure  of  the  power  taken  up  in 
the  inductive  circuit. 

An  electro-dynamometer  having  its  fixed  coil  composed  of 
thick  wire  and  its  movable  coil  of  fine  wire,  each  circuit 
being  independent,  is  most  usually  called  a ivattmeter.  The 
examination  of  the  circumstances  under  which  the  wattmeter 
can  and  cannot  be  used  to  measure  the  j^ower  expended  in  a 
circuit  subject  to  simple  periodic  electromotive  force,  leads  to 
some  interesting  considerations. 

If  the  thick  and  thin  wire  coils  of  a wattmeter  are  traversed 
by  two  independent  steady  unidirectional  currents,  the  force 


R L 


on  the  movable  coil  is  at  any  instant  proportional  to  the  pro- 
duct of  the  strength  of  these  two  currents.  If  each  of  these 
currents  are  simple  periodic  currents  the  force  varies  with  the 
product  of  the  instantaneous  values,  and  the  compound  curve 
formed  by  taking  as  ordinates  the  products  of  the  correspond- 
ing values  of  these  separate  current  strengths  at  each  instant 
is  itself  a simple  periodic  curve,  provided  that  the  two  com- 
ponent currents  have  constant  amplitudes,  equal  period,  and 
fixed  difference  of  phase.  Let  a wattmeter  be  supposed  to  be 
joined  up  to  an  inductive  circuit  (Fig.  67) ; let  K and  L be 
the  resistance  and  inductance  of  this  inductive  circuit  between 
the  points  Q Q' ; let  the  thick  wire  coil  Th  of  the  wattmeter 
be  joined  in  series  with  this  inductive  resistance,  and  let  the 
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fine  wire  coil /of  the  wattmeter  of  resistance  S and  inductance 
N be  joined  to  the  points  P P' ; let  the  thick  wire  coil  be 
of  negligible  resistance  and  inductance  in  comparison  with 
the  circuit  ‘Q  Q'.  If  a simple  periodic  electromotive  force 
operates  on  the  double  circuit  between  the  points  P and  P',  we 
shall  have  a current  flowing  in  R and  S.  It  is  required  to 
calculate  at  any  instant  the  currents  in  R and  S respectively. 
Consider  simply  a divided  circuit  (Fig.  68)  in  which  R and  S 
are  the  branches.  Let  x be  the  current  at  any  instant  in  R,  and 
?/  that  in  S,  and  let  i be  the  strength  of  the  current  in  that 
part  of  the  circuit  just  before  it  divides  ; in  other  words,  i is 
the  main  current,  which  is  divided  into  x in  the  inductive 
resistance  and  y in  the  fine  wire  coil  of  the  wattmeter.  Let  e 
be  the  potential  difference  between  the  points  P P'  at  the  same 
instant,  and  let  X,  Y,  I,  and  E be  the  maximum  values 


of  all  these  quantities  respectively.  We  assume  that  i is  a 
simple  periodic  function  of  I,  and  we  then  write  i = l sin  p tf 
where  p = Stt  n,  n being  the  frequency.  Applying  the  funda- 
mental equation  of  §15  (p.  126)  to  each  circuit,  we  see  that 


U^-+Bai  = e; 
(It 


also  ii!hl  + 8y  = e. 

d t 

Accordingly,  L—  + = +By; 

dt  dt 

but,  by  the  principle  of  continuity, 

i = x + y 

always,  since  there  can  be  no  accumulation  of  electricity  at 
P or  P'  ; 

hence  x = i-y, 


160 


SIMPLE  PERIODIC  CURRENTS. 


and,  hence,  L + E (*- 1/)  = N ^ + S «/, 

at  at 


or 

But 

and 


Lii+Br  = (L  + N)^+(E  + S)j/. 

ci  t at 

i = l sin  p t. 
cl  i 


d t 


= lp  cos^^, 


dy 


/,  (L  + N)  — + (R  + S)  2/  = I L /)  cos  ^ i + 1 R sin 

dy  R + S Lj;I  RI 

or  + ^2/  = -p  ^^cosp^  + -- — 

dt  L+N  L+N  L+N 

This  differential  equation  is  of  the  type 

'{|  + P2/  = Q, 

d t 

where  Q is  a function  of  t.  The  solution  of  this  will  be  found- 
in  “ Boole’s  Differential  Equations,”  p.  38,  and  it  is 


y = Q e^^dt  + const^ , 


being  here  the  base  of  Nap.  logs,  and  not  impressed  E.M.F. 

R + S 


In  the  case  before  us 
and 


P = 


L + N' 


^ RI  . L79I 
Q = sin  p t-h  ^ cos  p t. 


L + N ^ L + N 

The  integrals  of  e sin  ptdt  and  e cosp  tdt  are  required. 
They  are  as  follows  : — 


^ . . ,,  e^^(Psin«^  — w coswi) 

« smy{(/f  = — 5^ ^ LJ, 

pi  + 


and 

hence  it  follows  that 


/ 

f vt  cosp t + ;? sin/} 0 

je^‘cosptdt  = .-^ LJ; 


fe^‘Qdt=  fe‘‘  ^ ^ sin7)«(U+  oosptd 

J jL+N  jL  + N 


L+N 

R I (P  sin  pt-p  cos  p t)  ^ Dpi  cos  pt+p  sinp  t) 

L + N^  L + N P+P 


and 


P^+p' 


2_(R  + S)^  + (L+N)y 

(L  + JN)-^’ 
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Therefore  we  have  by  substitution 

,,  = I f [R  (E  + S)  + L(L  + N)y]  sin pt  ] 

(R+S)H(L  + N)y-j  +f(R  + S)L;)-E(L  + iS);)]cos;)«j^^‘^ 
or 

I f[Ry  ^j'‘LyRS  + LN^)'‘lsini)«  ] 

■'  (R  + S)y  (L  + Nf/[  +[SLp-RNycos;jtJ' 

Smce  the  original  equations  are  symmetrical  in  x and  y, 
R and  S,  L and  N,  the  value  for  x is  given  by  changing  R to 
S and  L to  N in  the  equation  for  y. 

This  equation  for  y gives  us  the  strength  of  the  current  in 
the  fine  wire  coil,  and  it  shows  us  that  the  phase  of  the 
currents  x and  y in  the  branch  circuits  differs  from  that  of  the 
main  current  i by  an  amount  which  depends  on  L,  N,  R and  S. 
In  order  to  exhibit  this  in  a simple  form  we  may  direct  atten- 
tion to  a simple  trigonometrical  transformation. 


Trigonometrical  Lemma. — The  function  A sin  cos  9, 

where  A and  B are  constants,  may  otherwise  be  written 

J PP  + B'^  sin  {9  + <^)f 


where 


Draw  any  rectangle  (Fig.  69)  0 P,  0 Q,  and  draw  a pair  of 
rectangular  axes,  OX,  OY,  through  0.  Project  the  points  Q,  R,  P 
on  0 Y.  Then,  by  geometry,  if  P 0 X = 0 and  P 0 R = 

0 r = 0 p + O q, 

= 0 P sin  ^ -f  0 Q cos  0, 

= 0 R sin  R 0 X = 0 R sin  -H  ^) ; 
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hence  0 P sin  ^ + 0 Q cos  ^ = 0 E sin  (^  + </>) 

= Vo  P^  + 0 sin  (0  + (fi). 

But  tan<^  = ?^; 


hence  A sin  (9  + B cos  + sin(6»  + <^),  . (35) 

where  tan<^  = ^. 

A 


Returning  then  to  the  equation  for  y,  the  coefficients  of 
sin  t and  cos  t in  the  equation  are  respectively  R (R  + S) 
+ L (L  + N)  79^,  which  represents  the  A,  and  (R  + S)  L^-R 
(L  + N)  'p,  which  represents  the  B,  in  the  above.  Squaring 
each  of  these  expressions,  and  adding  the  results,  we  obtain 
as  a result 


{(R  + Sy  + (L  + Nf  (R2  + / IP) ; 


hence  we  finally  arrive  by  substitution  at  the  equation  for  y 


where 

or 


2/--= 


-/(R+Sf +^/(L  + N)' 

B _(R  + S)Lp 
A 


tan  6- 


sin  (pt+0)f 
-R(L  + N)i9 


tan  6 = 


R (R  + S)  + L (L  + N)  2P 
(SL-R-N)  p 


R (R  + S)  + L(L  + N)  / 


(36) 

(37) 

(38) 


In  this  form  the  equation  for  y shows  us  that  the  phase  of  y 
is  ahead  of  that  of  i,  or  that  the  main  current  lags  behind  the 
current  in  the  branch  S,  provided  that  S L is  greater  than  R N ; 
and,  since  the  expression  for  the  current  x is  perfectly  sym- 
metrical, we  can  write  it  down  at  once,  and  it  is 


where 


V(R  + 3y+f(L  + Ny 


sin  {pt  + 6')  . (39) 


.0.  (RN-SL)p 

S(R  + S)  + N(L-hN)792’ 


V40) 


and  it  is  obvious  that,  if  S L is  greater  than  R N,  tan  6 is 
positive,  and  tan  6'  is  negative.  If  SL  = RN,  then  there  is 
no  lag,  and  the  branch  currents  x and  y agreein  phase  with 
the  main  current  /. 

The  general  result  is,  therefore,  this — When  an  impressed 
electromotive  force  acts  on  a circuit  which  branches  into  two, 
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having  each  self  but  no  mutual  induction,  there  is  a difference 
of  phase  between  the  currents  in  the  main  line  and  branches ; 
that  is,  they  do  not  come  to  their  maximum  values  at  the 
same  instant.  The  main  current  lags  behind  the  impressed 
electromotive  force  in  phase,  and  the  two  branch  currents 
respectively  lag  he, hind  and  are  pressed  ahead  of  the  phase  of 
the  main  current. 

The  question  then  arises,  under  what  circumstances  does 
the  branch  current  which  is  in  advance  in  phase  of  the  main 
current  get  so  much  ahead  that  it  comes  into  consonance  with 
the  phase  of  the  impressed  electromotive  force  ? 

To  settle  this  question  we  shall  have  to  discuss  briefly  the 
question  of  the  compound  impedance  of  branch  circuits. 

§ 26.  Impedance  of  Branched  Circuits. — Lord  Kayleigh  has 
treated  the  problem  of  the  impedance  of  branched  circuits 
under  the  assumption  that  any  number  of  circuits  are 
connected  in  parallel,  posessing  each  self-induction,  but 
having  no  mutual  induction.* 

The  problem  is  : Given  the  resistance  and  inductance  of  each 
branch,  to  find  the  compound  resistance  and  inductance,  or 
equivalent  resistance  and  inductance,  of  the  system  for  simple 
periodic  currents  of  given  frequency. 

Let  K and  L be  the  resistance  and  inductance  of  any  branch, 
and  p the  pulsation  = Stt  rz.  Let  E'  and  L'  be  the  compound 
or  equivalent  resistance  and  inductance  of  the  system  of 
parallel  conductors. 

The  solution  of  the  problem  given,  for  which  we  refer  the 
reader  to  the  original  paper,  is 


where 


and 


* See  Lord  Kayleigh  “ On  Forced  Harmonic  Oscillations  of  Various 
Periods  ” {PhU.  Mag.,  May,  1886,  p.  379). 
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where  = we  can  write  the  above  relations 

R 


A = V 

‘'(Imr 

(iin)" 

Let  be  written  (IM)^.  This  is  the  compound  or 

equivalent  impedance  of  the  system  of  parallel  conductors.  It. 
is  obvious  that 

1 


where 

hence 


(IM)2  = R'2+^j2L'2^ 

A 


(Im)-^ 


(IM)^  = 


and  B = 2 
1 


V R -----IT.  ^ L 


{Imf  ’ 


(2_iLy+  (2  yv 

\ (lm)V  \ (Im-^)/  ^ 


Consider  the  case  of  a pair  of  conductors  in  parallel  (Fig.  70)^ 
having  resistances  R and  S and  inductances  L and  N,  but  na 
mutual  inductance. 

Let 
and 
and 


then  (IM)2  = 


1 


(PP 


or 


or 


(IM)  = 


(Inij)  (IlUg) 


/ — — h '] 


^/(Im^)^  + (lm2)^+2  (R  {S+/?‘'^LN)’ 


^(R  + s)^+^ML  + N)-' 

The  lag  e of  the  main  current  just  before  branching,  con- 
sidered with  respect  to  the  impressed  electromotive  force,  will 
be  given  by  the  equation 

tan 

R 

vzIa 


2 


R 

(Im)^ 


hence 
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generally,  and  in  the  case  considered  will  be 

pD  ^ N 
^ K-+p2L2+S-'+»2N2 

ta„.  = -_g- 

Ea+p2L2+S2+p-N2 

hence  after  reduction 

(S2+p2  N2)  jr,  L + (R2+y?2  L2)  p N 
tan  £ = +p2  N^T(R"  + L^)  S ' 

'This  is  the  equation  which  determines  the  lag  of  phase  of  the 
current  i behind  the  impressed  electromotive  force  in  the  main 
branch  before  dividing  into  the  branch  currents  x and  ^ in  R 
.and  S respectively. 


Compare  this  equation  with  that  which  determines  the 
angle  by  which  the  phase  of  the  branch  current  y in  S is 
ahead  of  the  main  current  i.  It  is,  as  we  have  seen, 

(SL-RN)p 
tan  6»  = g ( y ) 

In  the  expressions  for  tan  e and  tan  6 put  N = 0,  and  they  both 
become  equal  to 

SLp 

R(R  + b)  + p^L-^* 

This  shows  that,  when  N = 0,  the  current  y in  the  branch  S 
is  as  much  ahead  of  the  main  current  i as  i is  behind  the  im- 
pressed electromotive  force,  and  hence  that  y agrees  in  phase 
with  the  impressed  E.M.F.  acting  on  the  double  circuit; 
in  other  words,  the  current  in  the  branch  S is  entirely 
unaffected  by  being  joined  in  parallel  with  an  inductive 
■circuit  R ; but  if  N is  not  quite  zero,  then  the  current  in 
branch  S is  affected,  as  regards  its  lag,  by  the  fact  of  being 
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joined  in  parallel  with  an  inductive  circuit.  The  nature  of 
this  affection  will  be  dependent  on  whether  SL  — RN  is 

L N 

positive  or  negative — that  is,  whether  — or  — is  the  greater — 

R S 

that  is,  whether  the  time  constant  of  the  R circuit  or  the 

L • N 

S circuit  is  greater.  If  — is  greater  than  — , then  the  current 
R S 

2/  in  S is  ahead  of  the  main  current  i,  but  lags  behind  the  im- 

L . N 

pressed  electromotive  force.  If  — is  less  than  — , then  the 

R S 

current  ?/  in  S lags  behind  the  main  current  i in  phase,  and,. 
d fortiori,  behind  the  impressed  electromotive  force. 

§ 27.  Wattmeter  Measurement  of  Periodic  Power. — 

Returning  to  the  wattmeter  problem,  let  one  of  these 
divided  circuits,  viz.,  the  one  of  resistance  R,  be  a circuit 
in  which  it  is  desired  to  measure  the  electrical  power.  In  the 
ordinary  way  of  using  the  wattmeter,  the  fine- wire  coil,  which 
we  will  assume  has  a resistance  S,  is  placed  in  parallel  with 
the  inductive  circuit,  the  thick- wire  coil  united  in  series  with 
the  inductive  circuit.  The  main  current  i is  thus  divided 
between  the  inductive  circuit  R and  the  wattmeter  fine-wire 
circuit  S.  The  electro-dynamic  action  in  the  wattmeter  is 
then  one  between  a current  in  S,  which  we  have  called  y,  and 
one  in  the  thick- wire  circuit,  which  is  the  same  as  that  in  the 
inductive  circuit  R,  which  we  have  called  x. 

We  have  above  arrived  at  expressions  for  the  values  of  x 
and  y.  The  question  then  arises  how  far  the  indications  given 
by  the  instrument,  and  which  are  due  to  the  electro-dynamic 
action  of  the  currents  x and  y,  and  proportional  to  their  nume- 
rical product,  are  proportional  to  the  real  power  taken  up  in 
the  circuit  R. 

The  current  x is  the  same  as  the  current  in  R ; hence  the 
error,  if  any,  will  result  from  the  current  y in  S difiering  in 
phase  or  in  proportionality  from  the  potential  difference 
between  the  ends  of  the  circuit  R. 

In  the  ordinary  mode  of  calibrating  the  wattmeter  the 
instrument  would  be  apphed  to  measure  a power  in  a non- 
inductive  circuit  traversed  by  a known  current,  and  having 
a known  potential  difference  at  its  ends. 
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From  this  the  real  watts  taken  up  in  the  circuit  are  known, 
and,  since  the  force  required  to  bring  back  the  movable  coil 
to  its  initial  position  is  proportional  to  the  product  of  the 
numerical  values  of  the  currents  in  the  fixed  and  movable 
coils,  we  have  at  once  the  desired  constant  of  the  instrument. 

If  a wattmeter  so  calibrated  is  applied  to  measure  power 
in  an  inductive  circuit,  there  are  two  causes  of  error  which 
may  or  may  not  neutralise  each  other,  and  which  may 
cause  the  measured  watts  as  determined  by  the  instrument  to 
be  greater  than,  equal  to,  or  less  than,  the  real  watts  or  power 
taken  up  in  the  circuit. 

The  first  of  these  causes  of  error  is  due  to  the  fact  that  the 
fine-wire  circuit  of  the  wattmeter  always  has  a sensible  induc- 
tance— that  is,  N is  not  zero.  It  may  be  made  very  small 
by  arranging  the  chief  part  of  the  wire  resistance  of  the  fine- 
wire  circuit  as  a non-inductive  resistance  in  series  with  the 
small  inductive  resistance  which  forms  the  movable  coil.  It 
follows  that,  if  E be  the  maximum  potential  difierence  during 
the  period  between  those  points  to  which  the  fine-wire  circuit 
is  attached,  the  mean- square  ( A/mean'-^)  value  of  the  current  in 

IE 

the  fine-wire  circuit  is  equal  to  — = — — when  subjected 

to  a simple  periodic  E.M.F.  of  angular  velocity  p.  This 
quantity  is  not  proportional  merely  to  E,  but  depends  also 
on  the  value  of  p.  One  effect  of  the  impedance  of  the  fine- 
wire  circuit  is  to  make  the  mean-square  current  in  it  under 
periodic  E.M.F.  less  than  it  would  be  if  produced  by  a steady 
E.M.F.  equal  to  the  mean-square  value  of  the  periodic  E.M.F. 
But,  in  addition,  the  impedance  causes  a lag  in  phase  of  the 
current  in  the  fine-wire  circuit  behind  the  phase  of  the  poten- 
tial difference  between  its  ends.  This  is  the  second  cause  of 
error,  and  the  effect  of  this  lag  is  dependent  upon  the  nature, 
whether  inductive  or  non-inductive,  of  the  circuit  R. 

To  dissect  its  action,  first  let  us  suppose  the  circuit  R is 
non-inductive — that  is,  let  L be  zero.  The  current  x in  it 
will,  therefore,  coincide  in  phase  with  that  of  the  potential 
difference  at  the  points  of  junction.  The  current  in  S,  viz., 
y,  will,  however,  lag  in  phase  behind  that  of  the  potential 
difference  at  the  junction.  The  effect  of  this  lag  in  S will  be 
to  increase  the  phase  difference  between  x and  y,  and  to 
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diminish  the  cosine  of  this  angle  of  phase  difference.  Hence. 

the  effect  is  to  diminish  the  product  cos  8,  which  measures 

the  true  mean  product  of  a;  and  y,  X and  Y being  their 
maximum  values  and  8 their  difference  of  phase.  Since  by 
assumption  X agrees  in  phase  with  E,  any  reduction  of 
the  above  product  reduces  the  instrumental  reading,  and 
makes  it  less  than  the  true-power  reading.  If,  however, 
we  have  to  deal  with  a circuit  possessing  inductance,  and 
in  which,  therefore,  there  is  a current  x,  of  which  the  phase 
lags  behind  that  of  the  potential  difference  of  the  junc- 
tions, then  the  lag  in  the  current  y in  the  circuit  S,  so  far 
from  increasing  the  difference  of  phase  of  x and  y,  may  operate 
to  bring  them  nearer  into  accordance,  and  to  increase  the 
instrumental  reading,  and  more  than  make  up  for  the  decrease 
due  to  the  first-named  cause  of  error. 

§ 28.  Correcting  Factor  of  a Wattmeter. — The  action  of 
these  two  causes  of  error  may  be  illustrated  and  explained  best 
by  the  graphic  method  by  a construction  which  at  the  same 
time  shows  us  how  to  obtain  geometrically  the  value  of 
the  compound  resistance  and  impedance  of  a branched  circuit. 

Describe  a circle  with  centre  0 (Fig.  71),  and  take  any  line 
OA  to  represent  the  maximum  value  of  the  potential  dif- 
ference between  the  two  points  M M'  of  the  divided  circuit,  of 
which  R is  the  resistance  of  the  inductive  circuit  consisting 
of  the  thick  wire  of  the  wattmeter  in  series  with  the  circuit  in 
which  the  'power  is  being  measured,  and  S that  of  the  fine  wire 
of  the  wattmeter.  Then,  as  before,  the  vertical  projection  of 
0 A as  it  revolves  repres3nts  the  periodic  variation  of  this 
potential  diherence.  On  0 A describe  a semi-circle,  and  set  off 
on  0 A,  as  a base,  two  right-angled  triangles  OCA,  0 B A, 
of  which  the  sides  OB,  BA,  and  0 0,  C A are  in  the  ratio 
respectively  of  the  resistance  to  the  reactance  of  these 
circuits.  Otherwise  the  angle  A 0 B is  one  whose  tangent 
is  p times  the  time-constant  of  the  S circuit,  and  A 0 C is  one 
whose  tangent  is  p times  the  time- constant  of  the  R circuit. 
Take  one  portion  of  OB,  and  set  off  OY  equal  to  it, 
then,  as  in  § 21  (p.  144),  0 Y represents  the  maximum  value 
Y of  the  current  in  the  S circuit. 
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Similarly,  set  off  0 X equal  to  one  part  of  0 G,  and 
O X represents  the  maximum  current  X in  R.  On  0 X,  0 Y 
describe  a parallelogram  0 Y I X,  and  draw  the  diagonal  0 I, 
and  produce  it  to  0 D.  Then  0 I represents  the  maximum 
value  of  the  main  current  I just  before  division.  Join  AD  ; 
A D and  0 D will  represent  the  product  of  the  current  I and 
the  equivalent  reactance  and  resistance  of  the  two  circuits 
R and  S in  parallel  respectively. 

To  prove  this  last  proposition,  we  must  refer  again  to  the 
paper  by  Lord  Rayleigh  on  “ Forced  Harmonic  Oscillations 
■of  Various  Periods”  {Phil.  Mcaj.,  1886). 


If  R'  represents  the  equivalent  resistance  of  a number  of 
resistances  joined  in  parallel  between  two  ^Joints,  and  L'  repre- 
sents the  equivalent  inductance  of  the  system,  then  it  is  shown 
in  Lord  Rayleigh’s  paper  that 


where 


^ -H  f VP  ^ ~ N + f 

A = 


B = 


R‘^-f//^L^-’ 

L 


and 
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R and  L being  the  resistance  and  inductance  of  any  branch,, 
and  the  mutual  inductance  being  zero. 

Apply  this  theorem  to  the  case  under  consideration,  viz,  the 
two  inductive  resistances  (R,  L)  (S,  N)  in  parallel,  and  we  have 

. R ^ S 
L ^ N 

Effecting  the  multiplication  we  have 

R (S^  + W)  + S (R^^  + / L‘^) 

(R‘^  + f U)  * 

L(S^+/N2)  + N(R’-+/L^) 


A = 


and 


R'  = 


L'  = 


B = 
A 


R{S^+p^^W)  + S(W  + )r^lI) 
(R  + Sf+ij"(L  + N)i  ’ 

B L (S’- + ;)*  N")  + N (E"  + p"  L’) 


A'+p'B"-  (K  + Sf + p"(L-l-Nf 

Turning  back  to  Fig.  71,  we  see  from  the  geometry  of 
the  figure  that,  if  the  angle  B 0 D is  as  before  called  6, 
BOD  = D AB. 

OD 


We  have  then 


. = 0 B — A B tan  6. 


cos 

But  since  A B =p  N Y and  0 B = S Y by  construction, 

therefore  0 D = S Y cos  0—p  N Y sin  6, 

In  § 25  we  have  found  the  value  of  tan  6 to  be 

(SL-EN)y  . 
tan  »-R(k  + S)  + L(L  + N)/-’ 

hence,  eliminating  the  sin  and  cos  terms,  and  substituting  for 
Y the  value  obtained  from  equation  (36),  page  162,  we  get 

RS(R  + S)+jt?^(SL2  + RN2)j 

(R+s)‘^  + (L  + N)^^-^ 

where  I is  the  maximum  value  of  the  main  current,  and  Y that 
of  the  current  in  the  S circuit. 

On  comparing  this  value  for  0 D with  the  value  above 
calculated  for  R'  we  see  that  0 D = R'  I. 
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So  that,  on  the  same  scale  on  which  0 B and  0 C represent 
S Y and  R X,  0 D represents  R'  I.  Similarly,  it  may  be  shown 
that  A D =p  L'  I.  For  the  angle  C 0 D = ^'  = angle  CAD,  and 

A£  = AC-0C  tan  O', 

COS  6' 


or 


and,  since 


AD=pLXcos  0'-RX3in6^'; 
(RN-SL)p 


S(R  + S)  + N (L  + N)^---“ 
a similar  substitution,  with  help  of  equation  (39),  page  162,. 
enables  us  to  see  that 

L (S^+/ N^) N (R^+/ L^) -r 

(R  + S)-^+(L  + N)V 


and  this  is  equal  to  the  value  found  by  analysis  for  p L'  I. 

This  diagram  shows  us,  then,  what  is  the  effect  of  the 
inductance  of  the  wattmeter  fine-wire  circuit,  and  what  must 
be  the  correction  applied  to  the  readings  to  get  the  real  power 
expended  in  the  inductive  circuit. 

The  actual  reading  of  the  wattmeter  is  proportional  to  the 
true  mean  value  of  the  product  of  x the  current  in  the  induc- 
tive circuit  R and  y the  current  in  the  fine-wire  circuit  S ; 
and  this,  as  previously  shown,  is  equal  to  half  the  product  of 
their  maximum  values,  and  the  cosine  of  the  difference  of 
phase. 

From  Fig.  71  this  mean  value  is  therefore 
^ ^ ^ ^ cosine  B 0 C. 


This,  however,  is  not  the  measure  of  the  power  expended  in 
the  R circuit.  The  true  watts  are  proportional  to  the  mean 
product  of  X and  a current  equal  to  one  part  of  e,  having 
a phase  difference  equal  to  the  angle  GOA,  viz.,  that  of  the 
angle  of  lag  of  the  current  in  R and  the  potential  difference 
0 A of  its  ends.  Hence  the  real  power  or  watts  are  proportional 

to  J?  . 0 X . cosine  GOA, 

s 

since  E is  the  maximum  of  viz.,  the  instantaneous  potential 
difference  between  the  extremities  of  the  branch  circuits. 

Now  0 Y is  taken  as  one  part  of  the  effective  electro- 
motive force  in  the  S circuit ; and  on  the  same  scale  on  which 
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■0  A represents  the  impressed  E.M.F.  0 B represents  the  effec- 
tive E.M.F.  in  that  circuit.  Hence,  in  taking  the  reading  of  the 
wattmeter,  which  is  proportional  to  the  quantity 

OX.OY  . 

^ cosine  B O C, 


as  the  watts,  we  are  making  an  error ; the  quantity  really 
required  is  the  value  of 


0 X cosine  A 0 C, 
2 IS 


which  is  numerically  equal  to  the  real  power.  We  see  that 
two  errors  come  in — one  due  to  the  maximum  current  in 

0 A 

s s s 


OB  E 

the  fine-wire  circuit  bein^:  0 Y or  V _ instead  of  - or 

S 


and  the  other  due  to  the  phase  difference  being  taken  as  the 
angle  COB  instead  of  C 0 A. 

To  correct  the  instrumental  reading  or  observed  watts  to 
true  value  or  real  watts,  Ave  have  to  multiply  the  observed 
readings  by  two  factors. 


First,  the  ratio  of 


— or Fl 

OB  S’ 


Avhich  is  the  correction  due  to  the  self-induction  of  the  fine- 
Avire  circuit  or  to  the  potential  part  of  the  Avattmeter  having 
a sensible  inductance.  The  second  is  the  ratio  of  the  cosines 
of  the  angles  GOA  and  COB,  or 

cos  C 0 A _ cos  C 0 A _ 

^os  C 0 B ^ cos  (C  0 A - B 0 A)  “ 


But  from  the  diagram 


and 


cosine  C 0 A = 


cosine  BOA 


v'B“ 


7;=^ 


V S'-Tp"  X" 
R 


R 


])  L 


\/R^-i-i'-L-  \/S‘'^-t-y‘'X=^ 
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Combining  these  two  corrections  into  a single  product,  we 
get  as  the  full  correcting  factor : — 

S *RS+/LN’ 

R S^+p^  N^R 


or 


RS-^+/LNS 


= F. 


N 


If  we  put  Ts=  — , where  Tg  is  the  time-constant  of  the  S, 
S 

or  fine-wire  circuit,  and  Tr  = — , where  Tr  is  the  time-constant 

R 

of  the  R circuit,  we  have 

1+p^Ts^ 

1 -t-  P"  T R i s 


. . (^1) 


and  the  real  watts  or  power  taken  up  in  the  circuit  R is 
obtained  by  multiplying  the  observed  watts  by  F.  F becomes 
unity  for  two  cases  when  L and  N are  both  zero,  and  also 
when  Tg  = Tr. 

Hence,  the  ordinary  wattmeter,  applied  as  usual  to  measure 
the  electrical  power  in  a circuit  traversed  by  a simple  periodic 
current,  gives  absolutely  correct  readings  only  in  two  cases. 
First,  when  the  fine-wire  circuit  and  the  circuit  being  measured 
have  no  inductance  ; second,  when  the  fine -wire  circuit  and  the 
circuit  being  measured  have  equal  time-constants. 

But  if  Tr  is  greater  than  Tg,  then  F is  a proper  fraction. 
The  wattmeter  reads  too  high,  and  the  real  watts  are  less  than 
the  observed.  If  Tr  is  less  than  Tg,  then  the  observed  readings, 
are  too  low.  If  Tr  = Tg,  then  the  observed  readings  are  correct. 
Hence  the  wattmeter  may  read  too  high,  too  low,  or  correct. 
Generally  speaking,  it  reads  too  high,  since  the  time-constant 
of  the  measured  circuit  will  most  often  be  in  excess  of  that  of 
the  fine-wire  circuit. 


§ 29.  Mutual  Induction  of  Two  Circuits  of  Constant  In- 
ductance.— As  an  illustration  of  the  above  principles,  it  is 
useful  to  consider  the  case  of  the  mutual  induction  of  two 
circuits  in  one  of  which  a simple  periodic  electromotive  force 
operates.  We  suppose  two  circuits  to  be  so  placed  relatively  to 
each  other  that  when  a change  of  current  occurs  in  one,  which 
is  called  the  Primary  (Pr.),  a change  of  magnetic  induction 
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takes  place  through  the  other,  called  the  Secondary  (Sec.). 
We  have,  then,  to  regard  the  primary  and  secondary  as  linked 
together  by  loops  of  induction,  and  the  closed  lines  ot 
induction,  together  with  the  two  circuits,  must  be  considered 
as  forming  three  links  of  a chain.  We  shall  suppose  the  self 
and  mutual  inductance  to  be  known  and  to  be  constant,  as 
also  the  resistance  of  each  circuit.  The  primary  inductance 
and  resistance  will  be  denoted  by  L and  R,  and  those  of 
the  secondary  by  N and  S,  and  the  mutual  inductance  by  M. 
The  primary  circuit  is  to  be  subjected  to  a simple  periodic 
•electromotive  force  of  which  the  maximum  value  is  E,  and 
the  result  is  to  generate  in  the  primary  circuit  a primary 
current,  which,  as  we  have  seen,  is  also  a simple  periodic 
quantity,  and  is  to  be  denoted  by  its  maximum  value,  Ij. 
The  change  of  induction  through  the  secondary  follows  the 
change  of  current,  and  gives  rise  to  an  impressed  electromotive 
force  in  the  secondary  circuit,  which,  being  represented  by  the 
rate  of  change  of  the  simple  periodic  induction,  is  also  a 
simple  periodic  quantity,  and  gives  rise  to  a simple  periodic 
•current  in  the  secondary,  to  be  denoted  by  its  maximum 
value  I2. 

The  general  description  of  the  phenomena  produced  in  such 
a system  of  primary  and  secondary  circuits  connected  by  an 
air  magnetic  circuit  is  a follows  : — 

1.  The  application  of  a simple  periodic  impressed  electro- 
motive force,  E,  produces  a simple  periodic  current,  Ii,  moving 
under  an  effective  electromotive  force,  RIj,  and  brings  into 
existence  a counter  electromotive  force  of  self-induction, 
which  causes  the  primary  current  Ii  to  lag  behind  E by  an 
angle  called  the  primary  lag  6^.  If  n is  the  frequency  of  the 
vibrations  and  27rn=Pf  as  before;  then,  as  we  have  before  seen, 

tan  and  this  counter  electromotive  force  of  self- 

R ' 


induction  is  a periodic  quantity  of  which  the  maximum 
is  Lpli,  and  of  which  the  phase  is  90°  behind  that  of  the 
effective  electromotive  force  or  current,  or  is  in  quadrature 
with  it. 

2.  The  field  round  the  primary,  and  therefore  the  induction 
through  the  secondary,  is  in  consonance  with  the  primary 
vcurrent  Ii ; but,  since  it  is  also  a simple  periodic  quantity,  its 
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time-rate  of  change,  and  therefore  the  impressed  electromotive 
force  in  the  secondary,  is  in  quadrature  with  the  primary 
current.  Since  the  induction  through  the  secondary,  due  to 
a current  Ii  in  the  primary,  is  M Ii,  by  the  definition  of  M the 
maximum  value  of  the  rate  of  change  of  this  induction  for  a 
pulsation  ^ is  M ^3  Ii* 

It  is  useful  to  note  that  in  all  dealings  with  simple  periodic 
quantities,  if  X is  the  maximum  value  of  a simple  periodic 
quantity  which  runs  through  its  cycle  n times  in  a second,  the 
maximum  value  of  its  time-rate  of  change  is  denoted  by  p X, 
w^here  p = 27rn. 

If,  then,  as  usual,  simple  periodic  quantities  are  denoted  by 
the  letter  signifying  their  maximum  values,  prefixing  p to  any 
one  gives  us  the  value  of  the  maximum  of  its  first  differential 
coefficient  with  regard  to  time,  or  p is  here  equivalent  in 

notation  to  — . 

d t 

3.  This  secondary  impressed  electromotive  force  gives  rise 
to  a secondary  current,  Ig,  moving  under  an  effective  secondary 
electromotive  force,  S I2,  and  creating  a counter  electromotive 
force  of  self-induction  in  the  secondary,  represented  by  N jo  I2. 

The  secondary  current  lags  behind  the  secondary  impressed 
electromotive  force  by  an  angle  such  that 

tan  ^2= 

8 

4.  This  secondary  current,  I2,  reacts,  in  its  turn,  on  the 
primary,  and  it  creates  what  is  called  a back  electromotive 
force,  or  reacting  inductive  electromotive  force,  on  the  primary 
circuit.  The  phase  of  this  must  be  in  consonance  with  that  of 
the  electromotive  force  of  self-induction  in  the  secondary,  and 
it  is  represented  by  the  quantity  M l^p.  This  is  obviously 
in  quadrature  with  the  phase  of  the  secondary  current  or 
secondary  eifective  electromotive  force. 

5.  There  is,  then,  a phase  difference  between  the  primary  and 
secondary  currents,  and  also  between  the  primary  impressed 
electromotive  force  and  the  primary  current. 

The  general  problem  is,  then  ; Given  the  value  of  the  induc- 
tances L,  M,  N,  and  the  resistances  R,  S,  and  that  of  the  im- 
pressed electromotive  force  E and  the  frequency  71,  find  from 
these  seven  quantities  other  four,  viz.,  the  primary  current  Ii, 
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the  secondary  I2,  and  the  difference  of  phase  between  E,  llr 
and  I2. 

We  shall  attack  the  problem  geometrically,  as  this  method' 
exhibits  far  better  than  the  algebraic  method  the  relation 
between  the  various  quantities  involved.  The  method  adopted 
is  to  construct  an  electromotive  force  diagram,  in  which  all 
lines  represent  on  any  scale  volts ; and  moreover,  as  each  of 
the  quantities  considered  is  a periodic  quantity,  the  lines  all 
represent  the  maximum  value  of  each  quantity,  and  the  value 
at  any  instant  can  be  obtained  by  taking  the  projections  of  all 
lines  on  any  straight  line  through  the  centre  of  the  diagram 
suitably  placed. 

Let  0 (Fig.  72)  be  taken  as  a centre ; draw  any  line  0 Q', 
and  on  it  set  off  any  length,  0 T,  wdiich  we  assume  as  the 
magnitude  of  the  maximum  of  the  primary  current.  All  other 
lines  will  be  in  proper  proportion  to  this.  Produce  0 T to  0 Q 
so  that  0 Q = R Ii.  0 Q is  then  the  effective  electromotive  force 
in  the  primary  circuit.  From  Q draw  Q P at  right  angles  to- 
0 Q,  and  set  off  Q P equal  to  times  0 T or  to  hp  Ii ; Q P 
represents  the  electromotive  force  of  self-induction  in  the 
j)rimary  circuit.  Join  0 P. 

From  0 draw  0 C at  right  angles  to  0 Q,  and  set  off  0 C 
equal  to  Mp  times  0 T.  0 C is  then  equal  to  M jt?  Ij,  and  0 C 
represents  the  impressed  electromotive  force  in  the  secondary 
circuit.  On  0 C describe  a semi-circle,  and  set  off  0 B,  making 

an  angle  COB  with  0 C such  that  tan  C 0 B = or  tan; 

b 

C 0 B = the  ratio  of  the  inductive  to  the  ohmic  resistance  for 
the  secondary  circuit.  Join  B C.  On  the  same  scale  on  which 
0 C represents  the  impressed  electromotive  force  in  the  secon- 
dary circuit,  viz.,  M^Ii,  OB  will  then  represent  the  effective 
electromotive  force  in  the  secondary,  or  will  represent  S I2,  and 
hence,  if  0 D is  taken  equal  to  one  part  of  OB,  0 D will 
represent  I2,  or  the  secondary  current.  Next  draw  a line  0 K 
perpendicular  to  0 B,  and  therefore  parallel  to  B C,  and  on  it 
set  off  a length,  0 K,  equal  to  times  0 D or  to ^lp\.  0 K 
represents  then  the  back  inductive  electromotive  force  of  the 
secondary  on  the  primary. 

The  impressed  electromotive  force  which  has  to  be  applied 
to  the  primary  to  produce  in  it  the  primary  current  0 T and 
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to  induce  in  the  secondary  the  secondary  current  0 D has 
therefore  to  be  equal  and  opposite  to  the  resultant  of  three 


electromotive  forces,  or  to  equilibrate  three  electromotive 
forces,  viz.,  the  effective  electromotive  force  of  the  primary 

N 


Fig,  72. — Electromotive  Force  Diagram  for  a Pair  of  Mutually  Inductive  Circuits  . 
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0 Q,  the  electromotive  force  of  self-induction  in  the  primary 
P Q,  and  the  back  electromotive  force  in  the  primary  due  to. 
the  inductive  effect  of  the  secondary  on  the  primary,  viz.,  0 K. 

The  resultant  of  0 Q and  Q P is  0 P.  If,  then,  we  draw 
P P'  from  P,  and  make  it  equal  and  parallel  to  OK,  and  join 
0 P',  0 P'  will  be  the  resultant  of  0 Q,  Q P,  and  0 K ; and 
hence  OP'  will  represent  E,  or  the  impressed  electromotive 
force  required  to  be  applied  to  the  primary  to  maintain  the 
currents  Ii  and 

It  is  to  be  understood  that  in  this  diagram  a unit  of  length 
stands  for  a volt,  or  unit  of  electromotive  force ; and  hence, 
on  that  assumption,  E represents  in  volts  the  impressed 
E.M.F. — that  is,  the  maximum  of  the  simple  periodic  E.M.F. 
required  to  maintain  the  currents  Ii  I2,  of  which  0 T,  0 D 
represent  the  maximum  values.  The  relative  phases  are 
indicated  by  the  positions  of  these  lines.  To  obtain  the  actual 
values  of  the  E.M.F.  and  currents  at  any  instant  we  have  only 
to  take  the  projections  of  OP',  0 T,  and  0 D on  any  line 
drawn  through  0 suitably  placed,  and  the  magnitudes  of  these 
projections  will  give  the  required  quantities.  We  must  then 
suppose  the  whole  diagram  to  be  enlarged  or  diminished 
without  distortion  until  the  length  of  0 P'  is  numerically  equal 
to  the  maximum  value  in  volts  of  the  impressed  E.M.F.  E, 
and  then  0 T and  0 D,  will  represent  the  currents  Ii  and  L in 
magnitude.  We  may  consider  the  two  right-angled  triangles 
0 Q P,  0 B C as  pivoted  together  at  0,  and  revolving  round  0 ; 
the  fluctuations  of  the  projections  of  0 P',  0 T,  0 D on  any 
line  will  give  u‘s  the  cyclic  values  of  E,  Ii,  and  I2.  We  can 
next  obtain  some  useful  relations  between  these  quantities 
from  the  geometry  of  the  flgure.  In  the  triangle  0 B C, 

0C-^  = 0B’-  + BC2. 
Ii‘^M-^/=SM2^-fN^/  U; 

I2  Uj}  ’ 
primary  current  impedance  of  secondary 
secondary  current  ~ M^ 

Mp  might  by  analogy  be  called  the  mutual  reactance. 

To  obtain  the  value  of  Ij  in  terms  of  E and  the  inductances 
and  resistances,  we  project  the  lines  OP'  and  OP  on  the 


Hence 

or 
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vertical  line  0 K,  and  express  the  fact  that  0 P'  or  E is  in  all 
cases  the  resultant  of  0 K and  0 P.  Let  the  angle  P'  0 Q'  be 
called  (j).  ^ is  the  angle  by  which  the  primary  current  lags 

behind  the  total  impressed  electromotive  force.  Then  C 0 13. 
is  6-2,  and  T 0 K = C 0 B = 6*2,  since  Q 0 C and  K 0 B are  both 
right  angles. 

Hence  we  have  by  resolution  on  0 K 


E cos  (<^“1“  ^2)  — ^1^^  v'  L"  I2  cos  ^2)  > 

:but,  since  I2  = Ii 

we  have  by  substitution 

Ecos  {cf>  + 62)  = \-v====  + \/B"+/L"  cos  + 

and  therefore  a relation  established  between  E and  which  is 
known  when  is  known. 

Since  tan  and  tan 

It  b 


it  follows  by  an  easy  transformation  that 

ES-2rLN 


cos  {O1+O2)  = 


.hence 


E = 


V +2J"  V b"^ -\-p^  * 

M-;P  + RS-/-LN  B 

cos  (</)  + 62)  * 


V b'-^  + p'^ 

To  find  the  value  of  </>,  suppose  that  whilst  E and  Ii  remain 
the  same,  the  secondary  circuit  is  suppressed.  We  should 
then  only  have  an  impressed  electromotive  force,  E,  creating 
a current,  Ii,  and  from  the  diagram  and  from  what  has  been 
before  explained  it  is  obvious  that  the  effective  and  self-induc- 
tive electromotive  forces  in  the  circuit  would  then  be  repre- 
sented by  0 Q'  and  Q'  P'.  If  we  denote  these  by  the  symbols 
K'li  and  we  may  properly  call  B>'  and  L'  the  equivalent 

resistance  and  inductance ; that  is  to  say,  these  quantities  are 
the  resistance  and  inductance  which  the  primary  circuit  should 
have  in  order  that,  when  there  is  no  secondary  circuit, 
the  primary  impressed  electromotive  force  may  generate  in 
it  the  same  current  which  it  does  when  the  secondary  circuit 
is  present  and  the  primary  has  its  natural  resistance  II  and 
inductance  L.  We  see,  then,  that  the  effect  of  bringing  up 
the  secondary  and  allowing  it  to  be  acted  upon  and  react 

N 2 
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upon  the  primary  is  to  increase  the  effective  resistance  ancT 
diminish  the  effective  inductance  of  the  primary  ; in  other 
words,  the  equivalent  resistance  of  the  primary  circuit  is 
greater  and  the  equivalent  inductance  is  less  by  reason  of 
the  presence  of  the  secondary  circuit. 

We  have  then  to  find  the  value  of  cos  ((/>  + 9.2). 

Cos  (</)  + ^^2)  = cos  ffi  cos  0.2  - sin  cj)  sin  $2 ; 


but 

, R' 

cos  6 — 

sin  c/)  - ^ 

and 

cos  0.,  — 

V b‘'^  + p^ 

sin  ft.—  ; 

'/S'  + p'K" 

hence 

R'S-L'Nu^ 
cos  (cf)+  0.,)  - ^ 

VR'‘  + jy‘h'‘ 

Substituting  this  in  the  equation  connecting  E and  we- 
arrive  at 

F_T  (M^  + R S - N) 


Returning  to  Fig.  72,  we  see  from  it  that  P'  Q'  is  parallel 
to  P Q,  and  hence,  if  we  draw  P'V  parallel  to  Q'  Q,  we  have 
P'  Q'  = PQ-PV 

= PQ-PP'cosP'PV 
= P Q - P P'  sin  $2, 


or 


Jj'  T V = Ii  - M p L 


ILpL 


or,  since 


l2^_  Wp‘^ 


we  have  L'  = L - (42) 

Also,  again,  0 Q represents  R and  0 Q'  on  the  same- 
scale  R'  Ij,  and 

OQ'  = OQ  + QQ' 

= OQ  + P' V 
= 0 Q + P P'  sin  P'  P V 
= 0 Q + P P'  cos  O2 ; 


hence 

and.  therefore; 


R'  = R + 


IPp'^S 

* ■ 


. (43). 
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These  formulae  (42)  and  (43)  give  us  the  effective  inductance 
and  resistance  of  the  primary  circuit  as  affected  by  the  secon- 
dary. They  were  first  given  by  Clerk  Maxwell  in  a paper  in 
the  Philosophical  Transactions  of  the  Eoyal  Society  in  1865, 
•entitled  “ A Dynamical  Theory  of  the  Electromagnetic  Field  ” 
{Phil.  Trails.,  1865,  p.  475).* 

If  we  form  from  (42)  and  (43)  the  function  E'  S — L'  N we 
find  it  to  be  M^y  + E S— p^LN;  and  hence,  by  substitution 
in  the  expression  already  given  connecting  E and  Ij,  we  arrive 
finally  at  the  result 

E = Ii 

T E 

or  Ii=  — =. 

Following  the  usual  nomenclature,  we  may  call  the  expres- 
sion the  equivalent  impedance  of  the  primary 

circuit,  and  we  have  as  the  final  result  for  the  induction  coil 
of  constant  inductance 


Primary  current 
strength 


impressed  electromotive  force 
= equivalent  impedance  of  primary’ 

circuit 


Secondary  current  _ ^ primary  current 

strength  impedance  of  secondary  circuit 

The  angle  of  lag  of  primary  current  behind  impressed 
V L' 

E.M.F.  = </),  where  tan  and  the  angle  of  lag  of  the 

E' 

secondary  current  behind  the  primary  is  seen  to  be  90°-f  ^a^rid 
_Np. 

S ’ 

the  currents  and  the  impressed  electromotive  force. 

In  the  above  equations  we  are  to  understand  current  strengths 
and  electromotive  forces  to  be  the  maximum  values  during 
the  period.  If  q and  i^  be  the  actual  values  at  any  time  t, 
reckoning  time  from  the  instant  of  the  zero  value  of  the 
electromotive  force,  then,  from  the  principles  previously 


tan  ; hence  we  have  the  values  and  relative  phases  of 


* See  (dso  Lord  Rayleigh  on  “ Forced  Harmonic  Oscillations  of  Vai’ioua 
Periods,”  JdiiL  Maq.,  May,  1886,  p.  375. 
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explained  in  this  chapter,  it  is  obvious  that 
= Ii  sin  (j)t-c}>), 

sin  (pt  -(f)); 


or 


and 


or 


h — . 

VR'-  + p"L'‘ 

T_ 


E 


sin  (p  t-if)-  $2-  90'^). 


The  student  'will  find  the  above  expressions  for  the  primary 
and  secondary  currents  can  be  deduced  by  analytical  processes 
from  the  simultaneous  equations. 


d zi  d 1.2 


dt 


dt 


+ R ?i  = E sinp  t, 


(44) 


N^  + M!li!-  + S4  = 0,  ....  (45) 

d/  ir  d i 

which  equations  can  be  established  for  two  circuits  by  analo- 
gous methods  to  that  by  which  in  § 18  a current  equation 
was  arrived  at  for  one  circuit,  subject  to  a simple  periodic 
electromotive  force.*  It  is  easily  seen  that  if  n is  very 
great,  or  the  alternations  extremely  rapid,  then 

L M* 

If  the  primary  and  secondary  circuits  consist  of  two  equal 
circuits,  so  interwound  that  for  these  circuits  L = M = N,  then 
for  very  rapid  alternations  we  see  that  the  secondary  current 
I2  is  equal  in  magnitude,  and  exactly  opposite  in  phase,  to 
the  primary  current  Ij,  and  the  magnetic  fields  due  to  these 
currents  respectively  are  also  equal  and  opposite  in  direction 
at  every  instant. 


§30.  The  Flow  of  Simple  Periodic  Currents  into  a Con- 
denser.— The  electrical  capacity  of  a conductor  of  any  kind  is 
measured  by  the  quantity  of  electricity  required  to  charge  it 
to  unit  potential.  Two  conducting  surfaces  so  arranged  as 
to  have  constant  capacity  are  generally  called  a condenser. 
The  most  simple  and  familiar  form  of  this  appliance  is  the 
Leyden  jar,  in  which  two  surfaces  of  tin  foil  are  separated  by  a 

* Sec  Mascart  and  Joubert’s  “ Electricity,”  Vol.  I.,  p.  521. 
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sheet  of  glass.  Condensers  for  practical  purposes  are  generally 
formed  of  sheets  of  tinfoil,  separated  by  some  dielectric,  such 
as  paraffined  paper,  mica,  gutta-percha,  tissue,  or  ebonite.  If 
a quantity  of  electricity,  Q,  measured  in  microcoulombs,  is 
given  to  one  of  the  plates  or  sets  of  plates  of  a condenser, 
and  if  the  other  set  are  kept  at  zero  potential,  the  charged 
plates  will  be  raised  to  a certain  potential,  say  V volts,  above 
that  of  the  earth.  The  capacity  of  the  condenser  C in 
inicrofarads  is  then  such  that  by  definition 

CV  = Q. 


If  the  potential  difference  of  the  condenser  terminals  at  any 
instant  is  v,  and  if  it  is  changing,  and  if  q is  the  charge  or 
quantity  of  electricity  in  the  condenser  at  that  same  instant, 
then 

Cv  = q, 


or 


Qilv  __d  q ^ 
dt  (it  ^ 


but  is  the  time  rate  at  which  the  charge  is  changing  or 
d t 

is  the  value  of  the  current  i at  that  instant  flowing  into  or 
out  of  the  condenser.  Hence 


and 


dt 

^dv 
C =z. 
d t 


Suppose  the  condenser  is  being  charged  through  a circuit 
v/hose  resistance  is  E,  then  i is  the  current  which  is  flowdng 
through  this  resistance  at  the  instant  considered  ; and  the  fall 
of  potential  down  the  resistance  is  E i volts.  If  a constant 
potential,  V,  is  being  applied  to  the  outer  extremity  of  the 
resistance,  so  that  the  total  difference  of  potential  between 
one  plate  of  the  condenser  and  the  outer  end  of  the  resistance 
attached  to  the  other  plate  is  V volts,  we  have  at  any  instant 
the  equation 

i;  + Ef  = V, 

or  r + CR^'’  = V, 

d t 

CR'-+r=V.  . . . 
dt 


or 


. . (IG) 
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This  is  the  differential  equation  for  the  potential  v of  the 
condenser  at  any  instant,  when  being  charged  through  a 
resistance,  R,  by  a constant  potential,  V.  The  equation 
(46)  is  easily  integrated  as  follows : — Multiply  all  through 

by  , where  e is  the  base  of  the  Napierian  logarithms,  viz., 
2-71828.  Then  we  have,  as  a result,  the  equation 


Both  sides  of  this  last  equation  can  then  be  integrated.  Hence, 
integrating  with  respect  to  time,  we  obtain  the  equation 

V — N + a constant^ 

or  v = N + Ce^^. 

The  constant  C is  determined  by  the  condition  that  when 
the  time  t is  zero  then  v is  also  zero.  Hence  C = - V,  and, 
therefore, 

» = V(^l-«"®“) (47) 

The  student  should  compare  equations  (46)  and  (47)  for  the 
value  of  the  instantaneous  potential  of  a condenser  charged 
by  a constant  voltage  with  the  equations  (26),  page  127, 
and  (27),  page  132,  for  the  instantaneous  value  of  a current 
in  an  inductive  circuit  acted  on  by  a constant  pressure,  and  it 
will  be  seen  that  they  are  similarly  constructed.  The  quantity 

CR  is  called  the  tiw e-constant  of  the  condenser  just  as  ^ 

R 

is  called  the  time-constant  of  the  inductive  coil.  The  greater 
the  condenser  time-constant  the  larger  will  be  the  time  taken 
by  the  condenser  potential  to  arrive  at  a given  fraction  of  the 
steady  impressed  voltage  applied  to  charge  it.  Practically, 
the  condenser  is  fully  charged  in  a time  equal  to  eight 
or  ten  times  its  true  constant.  The  reader  must  note  that 
if  the  capacity  C of  the  condenser  is  measured  in  microfarads, 
then  the  resistance  R must  be  measured  in  megohms  to 
obtain  the  correct  measure  of  the  time-constant  C R in  seconds. 
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Suppose,  for  example,  that  a condenser  of  one  microfarad 
is  being  charged  through  a resistance  of  one  megohm  by  an 
impressed  voltage  of  100  volts.  It  is  required  to  find  the 
potential  difference  at  the  terminals  of  the  condenser  at  the 
end  of  the  1st,  2nd,  3rd,  4th,  ?ith  second.  Let  ^i,  v.2,  be 


these  potential  differences. 

Then 

100  (1  - = 63  volts  nearly. 

where 

y = 2-71828, 

and 

1-2  = 100  (1  - = 86  volts  nearly, 

or 

y„  = 100(l-y-«). 

Since  is  an  exceedingly  small  number,  in  ten  seconds  the 
condenser  potential  is  practically  equal  to  100  volts.  We  see, 
therefore,  that  in  charging  condensers  through  resistances 
sufficient  time  must  always  be  allowed  for  the  charge,  depend- 
ing on  the  value  of  the  quantity  C K,  and  the  charge  is  not 
practically  complete  unless  contact  with  the  source  of  im- 
pressed voltage  endures  at  least  for  a time  equal  to  5 C E,  or, 
better  still,  10  C R. 

Supposing,  in  the  next  place,  that  the  impressed  voltage 
acting  on  the  condenser  is  periodic  in  character  or  alternating, 
and  that  the  condenser,  instead  of  being  charged  through  a 
resistance,  has  its  terminals  shunted  by  a resistance.  Let 
the  capacity  of  the  condenser  be,  as  before,  C microfarads,  and 

let  the  resistance  of  the  shunting  conductor  be  — ohms  ; that 

K 

is,  let  K be  the  shunt  conductance.  Let  the  impressed 
voltage  be  periodic,  and  let  its  frequency  be  n,  and  write 
for  2-n,  as  usual.  Then,  as  above,  the  current  flowing  into 
the  condenser  at  the  instant  when  its  terminal  potential 

difference  is  v is  C — . Also  the  current  flowing  through  the 
1 1 

shunt  is  K-y.  We  have,  therefore,  as  the  equation  for  the 
total  current  flowing  into  the  shunted  condenser,  the 
expression 

C''-^+Kc  = i, (48) 

where  i is  the  total  current  flowing  into  condenser  and 
through  the  shunt  at  the  instant  when  the  terminal  potential 
difference  of  the  condenser  is  v.  Let  time  be  measured  from 
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the  instant  when  the  total  current  denoted  by  i is  zero,  then,, 
if  ^ is  a simple  periodic  current,  it  may  be  expressed  in  terms- 
of  its  maximum  value  by  the  equation 
^ = I sin  p t. 

Hence  C^|^  + Kt'  = Isin7>f (49) 

On  comparing  these  equations,  (48)  and  (49),  for  the 
instantaneous  value  of  the  condenser  potential  difference 
when  a periodic  current  is  flowing  through  it  with  the 
equations  (29),  page  133,  and  (31),  page  135,  it  will  be  seen 
that  they  are  structurally  the  same,  and  we  can  at  once 
write  down  the  solution  of  equation  (49)  by  imitating  the 
solution  of  (29),  Avriting  C instead  of  L,  K instead  of  R,  v 
instead  of  and  I instead  of  E . Hence  the  solution  of 

C — K*  = Ism  pt 
(It 

is  v = — - sin  (p  ^ — ^)  + a constant,  . (50) 

where  0 is  an  angle  such  that  tan  6 = ^^. 

The  quantity  + has  not  yet  received  an  acknoAV- 
ledged  name,  but  it  is  analogous  to  the  impedance  in  the 
case  of  the  current  floAV  in  inductWe  circuits.  It  has  been 
suggested  that  this  quantity  should  be  called  the  admittance  of 
the  condenser. 

From  equation  (50)  Ave  see  that  the  terminal  voltage  of  the 
condenser  lags  behind  the  charging  current  in  phase ; or 
otherAAUse  that  the  current  is  in  advance  of  the  potential 
diflerence.  If  the  shunt  Avire  is  removed  this  is  equiA^alent 
to  making  K equal  to  zero,  and  under  these  circumstances  we 
have 

v = sin  {pt  - 90), 

tp 

or  'y  = ^_cos;jf (51) 

Cp 

This  shows  that  in  the  case  of  a condenser  haA’ing  a di- 
electric Av.ith  no  true  conducting  poAver,  the  charging  current 
is  exactly  90deg.  in  advance  in  phase  of  the  terminal  potential 
difference  of  the  condenser. 
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It  is  clear,  therefore,  that  as  regards  producing  lag  or  lead 
of  current  capacity  acts  in  the  opposite  direction  to  inductance 
and  may  he  considered  to  be  equivalent  to  a neyatlve  inductance. 

It  is  also  evident  that  if  a shunted  condenser  is  placed  in 
series  with  an  inductive  circuit  a proper  relation  may  be  formed 
between  the  inductance,  resistance,  capacity,  and  conductance,, 
such  that  the  combination  of  inductive  resistance  and  shunted 
condenser  acts  to  an  impressed  simple  periodic  electromotive 
force  just  as  if  it  were  totally  non-inductive.  This  annulment 
of  inductance  has  important  applications  in  practice  in  tele- 
graphy, and  it  is  therefore  desirable  to  define  these  conditions 
carefully. 

^ 31.  A Shunted  Condenser  in  Series  with  an  Inductive 
Resistance. — Let  a condenser  of  capacity  C have  its  terminals 
closed  by  a circuit  whose  conductance  is  K,  and  hence  its 
resistance  K“^.  Let  this  shunted  condenser  be  placed  in 
series  with  an  inductive  resistance  whose  inductance  is  L and 
resistance  R.  At  any  instant  let  be  the  potential  diherence 
of  the  terminals  of  the  condenser  and  those  of  the  inductive 
resistance  when  a periodic  current  having  at  this  same  instant 
a value  i is  flowing  through  the  system.  Let  v be  the  value 
of  the  over-all  potential  difference.  Then  suppose  that  v is  a 
simple  periodic  x^otential  difference,  or  that 


r V sin^;  t. 


Then  the  current  i will  differ  in  phase  from  r,  and  may  be 
represented  by  the  expression 


i = l sin  {p  t - (f)). 


Capital  letters  represent  maximum  values  as  usual.  We  can 
then  form  the  fundamental  equation  for  the  shunted  condenser 
in  series  with  an  inductive  circuit  as  follows : — We  have  for 
the  shunted  condenser  terminal  potential  the  equation 


. . (52) 


and  for  the  inductive  resistance  the  equation 


dt 


and  also 
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since  the  over-all  potential  v is  the  sum  of  the  separate 
potential  steps  and  Eliminate  and  from  these 
equations,  and  we  get 

CLj^'+(CR  + KL)^*+(KE  + l)i=cl''  + Kt',  • (55) 
ct  t d,  z di  t 

also,  since  'y  = Vsin^^, 

we  have  C^— = C/)  Vcos^9«, 

d t 

and  K = K V sin^  t. 

Hence  we  have 

c + K « = Y sin  {pt- 6).  . (56) 


This  last  follows  at  once  from  the  lemma  on  page  IGl. 
Then,  since  i = l sin  (pt -(f)), 

we  obtain  = I cos  {p  t - (f)), 


and  = -lp‘^  sin  (p  t - <^), 

ci  t 

and  by  substitution  of  these  last  values  in  equation  (55),  we 
arrive  at  the  equation 

,(K  R 4- 1 - C I sin  [pt-(f))  + {Q  Up  -f  K I cos  {pt-(}>) 
= -f  V sin  {pt-6)  . . (57) 

or  (CR  + KL)^  + (KR  + l-CL/-‘)i- 

= + c^p^^  V sin  {p  t-  6).  . . (58) 

Since  it  is  shown  on  page  161  that  any  function  of  the  form 
A sin  d + V)  cos  0 can  always  be  expressed  in  the  form 

Jh?  -f  sin  (^  + a) , where  tan  « = x’ 


it  follows  at  once  that  the  maximum  value  of  the  current  I is 
given  by  the  equation 


I"- 


V2(Iv^  + C^7/-) 


(59) 


(K  R + 1 - C L -f  (C  R -f-  K L pf' 
and  it  is  not  difficult  to  show  that  this  last  equation  (59)  may 
be  written  in  the  form 
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Let  stand  for 
and  L'  for 


K 

K2  + C2^2’ 
0 

K2  + CV‘ 


If  the  condenser  and  shunt  are  removed  it  is  clear  that  the 
maximum  value  of  the  current  I will  be  given  by 

V2 


12  = 


R-2+292L2* 


Hence  the  effect  of  adding  the  shunted  condenser  is  as  if 
the  resistance  of  the  inductive  circuit  were  increased  by  an 

amount  equal  to  and  the  inductance  of  the 

K2  + C2j>2 

inductive  circuit  dminished  by  an  amount  equal  to 
C 

K2  + C2^92‘ 

0 

Hence,  if  the  quantity  — — — — is  equal  to  L,  which  is 
K2  + C2 

the  inductance  of  the  circuit,  then  the  total  effective  induct- 
ance of  the  circuit  will  vanish,  and  the  inductive  resistance 
and  shunted  condenser  together  will  act  as  if  there  were 
no  resultant  inductance  at  all.  This  condition  is  fulfilled 
when  we  have 

C = K2L  + C2^2L, 


which  equation  gives  us  the  required  magnitude  of  the  capacity 

to  annul  the  inductance.  Uniting  ~ instead  of  K,  so  that  r is 

r 

the  resistance  of  the  shunt,  we  have 


r^  = 


C(l-CLy2) 


• (00) 


as  the  final  equation,  which  tells  us  what  must  be  the 
resistance  of  the  shunt  to  be  put  across  the  terminals  of  a 
condenser  of  capacity  C in  order  that  the  combination  may 
just  annul  the  inductance  of  a resistance  in  series  with  it 
whose  resistance  is  E and  inductance  L.  If  L is  measured  in 
henries,  C must  be  m farads,  and  E and  r be  given  in  ohms. 

It  will  be  seen  that  the  annulment  is  only  exact  for  one 
particular  frequency,  and  that  change  of  frequency  means 
a change  in  the  value  of  r requisite  to  neutralise  the  induct- 
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ance.  In  telegraphic  work  it  is  usual  to  employ  a shunted 
condenser  to  annul  more  or  less  completely  the  self-induction 
of  relay  magnets. 

§ 32.  Eepresentation  of  Periodic  Currents  by  Polar  Diagrams. 

Two  methods  of  graphically  representing  simple  periodic 
currents  or  electromotive  forces,  viz.,  clock  diagrams  and  wave 
diagrams,  have  been  hitherto  used.  Each  of  these  methods 
has  some  peculiar  advantages  of  its  own.  There  is,  however, 
a third  method  which  has  sometimes  especial  utility,  and  this 
is  by  a polar  diagram. 

Let  a straight  line  0 P (Fig.  73)  revolve  round  one  of  its 
extremities  0,  and  let  the  angle  of  inclination  0 which  the 


|B 


revolving  line  makes  with  another  fixed  straight  line  OA 
passing  through  this  centre  of  revolution  be  called  the  angle 
of  displacement  of  the  revolving  line.  Let  any  point  P be 
taken  on  the  revolving  line,  and  let  the  distance  of  this  point 
from  the  centre  be  denoted  by  r.  The  length  r is  called  the 
radius  vector.  Let  r increase  or  diminish  as  0 P revolves, 
but  so  that  the  length  0 P = r varies  according  to  any  law 
connecting  it  with  the  angle  of  displacement  A 0 P.  The 
extremity  P of  the  line  0 P will  then  trace  out  a curve  called 
a polar  diagram. 

Suppose  that  0 P runs  through  a cycle  of  values  beginning 
with  a zero  value  when  ^ = 0,  and,  after  reaching  a maximum 
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Talue,  becoming  zero  again  after  the  line  0 P has  completed 
one  half  revolution,  or  when  6 = 7r,  the  polar  diagram  will  be  a 
closed  curve  passing  through  the  origin.  Since  the  radius 
0 P runs  through  a cycle  of  values  from  zero  to  a maximum, 
and  returns  to  zero  again  during  a revolution  of  the  radius 
through  two  right  angles,  or  an  angle  tt,  the  radius  r may 
suitably  represent  the  value  of  any  periodic  quantity  which 
completes  a cycle  of  values  in  the  time  represented  by  one 
complete  half  revolution  of  the  radius  vector.  Suppose,  then, 
that  0 P varies  as  sin  0,  where  0 is  the  displacement  phase 
angle — that  is,  let 

r = R sin  6. 

It  is  then  clear  that  in  this  case  the  polar  curve  is  a circle. 
For  if  we  draw  the  line  0 B through  0 perpendicular  to  0 A, 
and  draw  P B at  right  angles  to  OP,  since  AOP=^  and 
OP  = r,  and  since  by  supposition  r — R sin  0,  it  follows  that 
the  angle  P B 0 is  always  equal  to  0,  and  that,  therefore,  the 
length  0 B is  a constant  length  equal  to  R.  In  other  words, 
the  locus  of  the  point  P is  a circle  passing  through  0,  P,  and  B. 
Hence  the  circle  is  the  curve  which  represents  in  a polar 
diagram  a simple  periodic  quantity,  and  if  the  length  0 P is 
taken  to  represent  the  magnitude  of  a simple  periodic  current 
or  electromotive  force  at  any  instant  corresponding  to  a phase 
angle  A 0 P,  the  circle  passing  through  0 will  be  the  polar 
curve  representing  this  simple  periodic  current  or  electro- 
motive force. 

If  the  current  or  electromotive  force  is  periodic,  but  not 
simply  periodic,  then  the  polar  curve  representing  it  will  be  a 
unicursal  curve  passing  through  the  origin  0,  but  will  not  be 
a circle.  The  polar  diagram  of  an  alternating  current  or 
electromotive  force  enables  us  very  easily  to  determine  the 
square  root  of  the  mean- square  value  of  the  periodic  quantity 
represented  by  it.  It  is  more  difficult  to  do  this  with  the 
ordinary  wave-curve  diagram. 

Suppose,  for  example,  that  in  Fig.  74  we  have  a wave 
diagram  drawn  representing  a half  wave  of  an  alternating 
electromotive  force  which  is  not  a simple  sine  curve.  The 
ordinates  represented  by  the  dotted  lines  are  proportional 
to  the  instantaneous  values  of  the  periodic  quantity  taken 
every  20deg.  If  we  wish  to  find  the  A/mean^  value  of  the 
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ordinates  of  this  curve  there  is  no  other  way  of  doing  this 
than  by  drawing  a number  of  numerous  equidistant  vertical 
ordinates,  measuring  their  lengths,  squaring  these  magnitudes,, 
and  taking  the  square  root  of  the  mean  of  these  squares.  This 
is  a troublesome  arithmetical  process,  and  in  proportion  as  the 
wave  curve  is  more  irregular  or  complex,  so  much  the  more 
numerous  must  be  the  ordinates  to  obtain  a correct  result  for 
the  mean-square  value.  It  is,  however,  a much  easier  proces& 
if  the  periodic  quantity  is  represented  by  a polar  curve.  Let 
Fig.  75  represent  the  same  periodic  function  as  in  Fig.  74, 
drawn  in  a polar  form.  The  dotted  radii  are  proportional  to 
the  instantaneous  values  of  the  periodic  quantity,  and  are- 
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Fig.  74. 


placed  at  angular  intervals  of  lOdeg.  Let  any  radius  0 P (see 
Figs.  75  and  76)  be  denoted  by  r,  and  let  the  corresponding 
phase  angle  P 0 A be  denoted  by  the  letter  6.  If  we  consider 
the  radius  to  move  forward  by  a small  angle  d 6 and  to  increase 
in  length  by  a small  amount  d r,  then  it  is  obvious  that  the 
small  increment  of  area  d A swept  out  by  the  radius  r is  equal 
to  J d 6.  To  obtain  the  whole  area,  and  included  by  the  polar 
curve  0 P Q R,  we  have  to  integrate  this  quantity  ^i^d  6 from 
0 to  TT,  or  to  obtain  the  integral 
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On  the  base  line  drawn  through  the  polar  centre  0 let  a 
semicircle  AGB  {see  Fig.  75)  be  described  equal  in  area  to 
the  area  included  by  the  polar  curve  0 P Q.  Let  0 A = R 
be  the  radius  of  this  semicircle.  Then 

= A = r^de, 

2 0 

or  R = r2  d 0. 

The  expression  on  the  right  hand  side  of  this  last  equation 
is  obviously  the  square  root  of  the  mean  of  the  squares  of  the 
instantaneous  values  of  the  periodic  quantity  r.  Hence,  we 
can  obtain  at  once  the  v/mean^  value  of  a periodic  quantity 
current  or  electromotive  force  as  follows.  On  any  straight 


60 


line  describe  a semicircle  and  draw  radii  of  this  semicircle  at 
angular  intervals  equal  to  those  phase  intervals  for  which  the 
instantaneous  values  of  the  current  or  electromotive  force  are 
observed.  Set  off  on  these  radii  lengths  equal  to  the  respec- 
tive values  of  these  instantaneous  quantities  and  join  the 
extremities  of  all  these  lines  so  set  off  by  a curve.  This  curve 
is  the  polar  diagram,  and  it  is  a closed  curve.  Take  the  area 
included  by  the  polar  diagram  with  an  Amsler’s  or  other  plani- 
meter,  and  from  a table  of  areas  of  circles  find  the  circle  whose 
area  is  double  that  of  the  polar  curve.  Then  the  radius  of 
this  circle  is  the  square  root  of  the  mean  of  the  squares  of  the 
periodic  quantity.  If,  for  instance,  we  have  a periodic  current 
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curve  plotted  down  in  polar  form,  this  operation  will  give 
us  the  dynamometer  value  of  the  current,  or  the  value  which 
would  be  read  on  a dynamometer. 

The  polar  curve,  therefore,  lends  itself  very  easily  to  the 
determination  of  the  mean-square  value  of  a periodic  current 
or  electromotive  force,  of  which  the  instantaneous  values  are 
known  throughout  a semi-period,  whether  those  values  are 
laken  at  equidistant  intervals  of  time  or  not.  The  reader 
wdl,  therefore,  note  that  if  we  plot  down  a periodic  quantity 
ia  rectangular  co-ordinates  (Fig.  74)  or  ivave  form,  and  find 
the  rectangle  A P P'  B of  equivalent  area  to  the  half  wave, 
the  altitude  A P of  this  rectangle  gives  us  the  true  mean 
ordinate  of  the  periodic  curve ; but  if  we  plot  down  the 
periodic  quantity  to  a polar  diagram  (Fig.  75)  and  find  the 


semicircle  A C B of  equivalent  area,  the  radius  0 A of  this 
semicircle  gives  us  the  square  root  of  the  mean-square  value  of 
the  periodic  quantity  represented  by  the  radii  of  the  polar  curve. 

§33.  Initial  Conditions  on  starting  Current  Flow  in  a Cir- 
cuit having  Resistance  and  Inductance. — It  has  been  shown 
in  the  foregoing  sections  that  if  an  impressed  electromotive 
force  of  simple  periodic  kind  acts  upon  a circuit  having  in- 
ductance, the  resulting  current  is  a simple  periodic  current, 
but  lags  behind  the  impressed  electromotive  force  in  phase. 
These,  however,  are  the  conditions  when  the  resulting  current 
has  become  steady.  At  the  instant  of  closing  the  circuit  there 
are  peculiar  conditions  of  augmentation  of  the  current  which 
are  called  initial  conditions,  and  which  have  very  important 
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consequences  in  practice.  It  will  be  advisable,  therefore,  to 
■examine  a little  more  closely  how  these  are  produced,  and 
what  results  may  be  expected  at  the  instant  of  starting  or 
stopping  the  current  in  such  a circuit.  To  do  this  we  will, 
in  the  first  place,  examine  more  carefully  the  solution  of  the 
fundamental  equations  for  current  creation  in  an  inductive 
circuit.  It  has  been  shown  that  the  differential  equation  for 
current  at  any  instant  in  the  circuit  of  constant  inductance 
L and  resistance  R under  an  impressed  simple  periodic  electro- 
motive force  v = Y sin  jt?  ^ is 

+ R ^ = -y  = V sin  pt.  ...  (61) 

cl  t 


To  solve  this  equation  completely,  we  differentiate  it  twice, 
and  eliminate  thereby  the  term  V sin  p t,  thus  obtaining  the 
equation 


or 


A differential  equation  of  this  type  is  called  a linear  differ- 
ential equation  of  the  third  order.  It  is  shown  in  treatises 
on  differential  equations  that  its  solution  depends  on  the 
solution  of  a cubic  equation  called  the  auxiliary  equation. 
The  auxiliary  equation  in  this  case  is 

L w3  + Rm2+^:>2  ^ ^ ^ ^03^ 

This  cubic  equation  can  be  split  up  into  two  factors  and 
be  written 

(L  m + R)  = 0, 

and  hence  the  roots  of  the  cubic  equation  (63)  are 

III  = + sj  p 


For  a linear  equation  of  the  type  of  (62),  the  roots  of  the 
auxiliary  cubic  being  a and  ± V - 1 /3,  the  solution  is  known 
to  be  of  the  form 

i = ke°'^  + B sin  /I  ^ + B'  cos  /I  t. 

The  solution  of  the  differential  equation  (62)  is,  then,  given  by 

R 

i = ke  ^-Bsin2:'^  + B'cos/^^.  . . (61) 

0 2 


19G 


SIMPLE  PEBIODIG  GURBENTS. 


By  the  Trigonometrical  Lemma  on  page  161  we  can  write,, 
instead  of  the  second  and  third  terms  on  the  right  hand  side 
of  (64),  the  single  term  Vb^  + B'^  sin  {pt-  cf>),  where  + B'2 
is  obviously  the  maximum  value  of  the  current — call  it  I — 
when  the  initial  state  is  over,  and  is  the  angle  by  which 
the  current,  when  steady,  lags  behind  the  electromotive  force 
in  phase.  Hence  (64)  may  be  written, 

R 

i = Ae  + 1 sin  {pt  - (f)).  . . . (65) 

To  find  the  constant  quantity  A,  we  note  that  at  the  instant 
when  the  circuit  is  closed  the  current  has  necessarily  a value 
zero.  Let  this  closing  of  the  current  happen  at  a time  t' 
reckoned  from  the  instant  when  the  electromotive  force  is 
zero.  Then  at  the  instant  of  closing  the  circuit  we  have 

--r 

0 = A6  ^ +I  sin  (^:)  - <^), 

R 

or  k= -1  sin  {pt' - 

Hence,  substituting  this  value  of  A in  equation  (65),  we  obtain 

^ = Isin  (^i -</))  + 1 sin  (^j»^'-</))e  . . (66) 

and  this  is  the  complete  solution  of  the  differential  equation! 
(61)  for  the  current  in  the  circuit. 

We  note  that  the  expression  for  the  current  at  a.ny  instant 
in  the  inductive  circuit  is  made  up  of  two  terms ; the  first 
term,  I sin  (pt -(f)),  is  a simple  sine  function,  and  represents  by 
itself  a simple  periodic  current  having  a maximum  value  I. 

The  second  term,  I sin  {p  f - (j))  e , is  an  exponential 
function  having  a maximum  value  I sin  {])  t'  - (f)),  when  t'  = tj. 
and  this  term  represents,  therefore,  a logarithmic  curve  begin- 
ning with  the  value  I sin  (^9 1'  - (f))  and  dying  away  gradually 
to  zero. 

Hence  the  resulting  current  curve  consists  of  these  two 
curves  superimposed  upon  one  another,  a periodic  curve  and 
a logarithmic  or  diminishing  curve. 

In  Fig.  77  are  shown  two  such  curves  ; curve  1 being  the 
sine  curve,  curve  2 the  logarithmic  curve,  and  the  resultant 
curve  3,  represented  by  the  dotted  line,  which  is  obtained  by 
adding  together  the  ordinates  of  the  sine  curve  and  the 
logarithmic  curve.  It  wull  be  seen  that  the  effect  of  the 
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superposition  is  to  make  the  resultant  curve  lopsided  with 
respect  to  the  curve  axis  for  a certain  period,  but  beyond  that 
time  it  is  sensibly  symmetrically  situated  with  respect  to  the 
time  axis.  Hence,  during  this  initial  period,  the  maximum 
values  of  the  current  in  opposite  directions  are  not  the  same. 
At  the  instant  when  t — t'  the  value  of  the  current  is  zero. 
It  is  obvious  that,  when  ^ = 90  + ^,  sin  (pt' -<}i)  = l,  and 
that  then  the  logarithmic  curve  begins  with  its  greatest  value  ; 
but  that,  when  pf  = cj),  then  the  logarithmic  curve  has  no 
existence  at  all.  When  = 90  + is  if  the  circuit 

is  closed  at  an  instant  t = reckoning  from  the  instant 

P 

when  the  impressed  electromotive  force  is  zero— the  disturbance 
■of  the  uniformity  of  the  periodic  curve  of  current  is  the 


greatest  possible.  At  the  same  time  the  maximum  value  of 
the  current  in  the  negative  direction  can  never  be  greater 
than  2 I where  I is  the  maximum  value  of  the  steadily  periodic 
current.  For  the  maximum  value  of  the  logarithmic  curve  at 
the  instant  of  closing  the  circuit  is  -I,  and  at  that  instant 
^■  = 0 ; hence  the  value  at  which  the  periodic  component  of  the 
current  must  begin  will  be  + 1.  At  the  time  when  the  periodic 
part  has  reached  a maximum  of  - 1,  which  happens  after  half 
a period,  the  ordinate  of  the  logarithmic  curve  will  have  fallen 
to  something  less  than  I by  an  amount  depending  on  the  rate 

of  decrease,  which  in  turn  depends  upon  the  value  of  ^ or  the 

L 

reciprocal  of  the  time-constant  of  the  circuit. 
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Consider  the  case  when  the  circuit  is  closed  at  a time  f 
reckoned  from  the  zero  of  electromotive  force  such  that 
._90  + (^ 

c — , 


then  pt'  - (f)  = do. 


T 


If  T is  the  complete  periodic  time,  then  at  a time  - after 

A 

the  instant  of  closing  the  value  of  the  periodic  part  in  the 
expression  for  the  current  is 


I sin 


= I sin  {2^  t'  - 4> + 77) 

= -l 

since  pt'  - ^ = d0. 

The  value  for  the  exponential  part  at  this  instant  — is 

2 

_ R T 

- I sin  [2^  t'  -4>)e  L 2 

and  hence  the  total  value  of  that  current  at  that  instant  is 


T 


— I { 1 + sin  {pf  - <^)  e L a I 

f -31} 

= — Ill-p^  L2j’ 

since  ^ — = 90. 

The  greatest  value  which  the  time  constant  ^ can  have  is 

R 

R -31 

infinity.  Hence,  when  ^ = 0,  or  approximately  zero,  e l 2 = 

and  the  quantity  in  the  bracket  in  the  last  equation  may 
approach  to  2 but  can  never  exceed  it.  This  shows  us  that, 
with  an  inductive  circuit  of  very  large  time- constant,  the  value 
of  the  current  after  half  a period  from  the  instant  of  closing 
the  circuit  may  be  something  a little  less  than  twice  the  value 
of  its  periodic  steady  maximum,  provided  that  the  circuit  is 
closed  at  the  instant  when  the  electromotive  force  has  a value 
e such  that 

e = E sin  (90 + </>), 
or  e = Fi  cos 

where  tan 

R 

This  amounts  to  saying  that  the  circuit  must  be  closed  afe 
the  instant  of  zero  electromotive  force. 
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Hence  we  see  that  during  the  initial  period  there  may  be  a 
greatly  increased  mean-square  value  of  the  current,  and  thus 
the  production  of  a current-rush  on  closing  the  circuit. 

When  therefore  a circuit  of  constant  inductance  is  switched 
on  to  a source  of  steadily  periodic  electromotive  force  at  the 
instant  when  the  electromotive  force  has  a value  corresponding 
to  the  maximum  value  of  the  current,  when  the  variable  state 
is  over,  we  find  that,  before  the  current  settles  down  into  its 
steady  swing,  lagging  behind  the  electromotive  force  in  phase, 
there  is  a period  of  disturbance  during  which  the  current  has 
greater  maximum  values  in  one  direction  than  in  the  other, 
and  the  current  virtually  consists  of  a rapidly  evanescent 
unidirectional  current  superposed  upon  the  normal  periodic 
current  which  ultimately  survives.  If  however  the  circuit  is 
closed  at  the  instant  when  the  electromotive  force  is  passing 
through  a value  which  corresponds  to  that  at  which  the 
current  has  its  zero  value,  when  the  variable  period  is  passed, 
then  there  is  no  period  of  disturbance,  but  the  current  begins 
at  once  in  its  normal  manner  lagging  behind  the  electromotive 
force  and  having  constant  maximum  values  + 1 and  - 1 alter- 
nately. This  phenomenon  of  current  rushes  into  inductive 
circuits  such  as  transformers  will  be  treated  at  length  in  a 
later  chapter,  and  the  attention  of  the  reader  is  merely  at  this 
point  directed  to  the  general  nature  of  the  effects  taking  place 
in  a circuit  of  constant  inductance  when  suddenly  switched  on 
to  a source  of  simple  periodic  electromotive  force. 

§ 3i.  Initial  Conditions  in  Circuits  having  Capacity, 
Inductance  and  Resistance. — It  is  somewhat  more  difficult  to 
discuss  completely  the  conditions  which  arise  at  the  instant  of 
connecting  to  a source  of  periodic  electromotive  force  a circuit 
having  not  only  inductance  and  resistance  but  also  capacity. 
Generally  speaking,  they  may  be  described  as  consisting  of  a 
variable  period  and  a succeeding  steady  period.  We  shall  in 
outline  indicate  how  these  conditions  respectively  arise.  Sup- 
pose, in  the  first  place,  that  a condenser  of  capacity  C is  con- 
nected through  an  inductive  resistance  of  inductance  L and 
resistance  11  to  a source  of  periodic  electromotive  force  of  which 
the  value  at  any  instant  is  represented  by 
P = Y'  sin  2^  t. 
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Let  i be  the  instantaneous  value  of  the  current  flowing  into 
the  circuit,  and  let  v be  the  value  at  the  same  instant  of  the 
potential  difl'erence  between  the  terminals  of  the  condenser, 
and  Vy  the  fall  of  potential  down  the  inductive  resistance. 
Then  we  have  the  following  fundamental  equation  connecting 
the  current  and  potential ; — 


For  the  resistance 

L— + Ei  = fi,  . 

d t 

....  (67) 

for  the  condenser 

dt 

....  (68) 

and  for  the  total  fall  of  potential 

v'  — V + Vi. 

....  (69) 

Hence,  from  (67)  and  (68), 

L — + R f + 1 d f = ^;'  = V'  sin  2) 

dt  cj 

and  eliminating  i by  the  help  of  (68),  we  get 

hG'U+nGp  + v = rsm2yt..  . . (70) 


This  is  the  differential  equation  defining  the  value  of  the 
condenser  terminal  potential  in  terms  of  the  constants  and 
the  time.  To  solve  (70)  we  must  eliminate  V'  sin  p t.  This 
is  done  by  differentiating  (70)  hvice  and  eliminating  V' sin  pi 
between  the  original  equation  (70)  and  the  twice  differentiated 
equation.  As  a result  we  reach  the  equation 


L C + C E ^^'  + (1 + C L/.2)  |g  + C + = (71) 


The  solution  of  this  linear  differential  equation  of  the  fourth 
order  depends  on  the  solution  of  the  biquadratic 

L C + C R + ( 1 + C L p^)  + C R vi  q-p^  = 0, 

and  this  last  splits  up  into  two  factors 

{vP  +p^)  (C  L + C R m + 1)  = 0. 

Hence  the  roots  of  this  biquadratic  are, 

= ± J - \ 


in  = 


R 


/l  L - C 

V 
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It  is  shown  in  treatises  on  differential  equations  that  the 
solution  of  equation  (71)  is  then 

-5< 

?;  = A sin_pf + B cos^  t + A' e 2l  sin  + ^hcosqt,,  (72) 
where  A,  B,  A',  B'  are  constants  and 


2 = 


4 L - 0 11^. 
4C'L^ 


The  solution  for  v may  obviously  be  written 

V = V + W sin  (pt-cj))+  V A'2  + B'^  ^ ~ ^ sin  {qt-  (^').  (73) 

This  equation  for  the  value  of  the  condenser  potential  v 
shows  us  that  the  variation  of  v is  made  up  of  two  parts. 
First  a simple  periodic  part  V + sin  t-  cf)),  which  may 
be  written  V sin  (p  and  which  indicates  a simple  periodic 
^variation  of  v differing  in  phase  from  the  impressed  electro- 
motive force  V by  an  angle  cf).  The  other  term  of  the  solution 
indicates  a superposed  periodic  variation,  gradually  decreasing 
in  amplitude  as  time  increases,  and  dying  out  as  the  exponent 

T> 

_ t increases  with  time.  If,  for  the  sake  of  brevity,  we  write 
2L  

C'  for  V A'^  + B'^,  we  can  put  the  solution  for  v in  the  form 

- F f 

v==Y  sin  {2yt- cf)) -{-C  e sin  (qt-cf)').  . (74) 

'Two  constants  have  therefore  to  be  determined,  viz.,  C'  and  cf)', 
in  order  that  we  may  completely  solve  the  problem. 

Since  the  quantity  of  electricity  in  the  condenser  at  any 
instant  is  numerically  equal  to  the  product  of  the  capacity 
and  potential,  if  we  multiply  (74)  all  through  by  C,  the  con- 
denser capacity,  we  have  an  expression  for  the  charge  x in  the 
condenser  at  any  instant.  Since  this  charge  is  null  at  the 
instant  of  closing  the  circuit,  if  the  circuit  is  closed  at  the 
instant  t',  reckoning  time  from  the  instant  when  the  impressed 
electromotive  force  is  zero,  we  have 

- /' 

0 = V sin  {pt'  - cf))  + C'  e sin  (q  t'  - cf)') 
as  an  equation  to  determine  the  constant  C'. 

- r 

\ sin  ( p t’ - cf))  e 
sin  {qf  - cf)') 


Therefore 


• • (75) 
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No  sufficient  advantage  is  to  be  obtained  by  working  out- 
the  rather  complicated  algebraical  expressions  in  terms  of 
C,  L,  R,  and  p,  for  the  constant  but  we  can  indicate  gene- 
rally what  the  equations  teach.  They  show  us  that  if  such  a 
condenser  in  series  with  an  inductive  circuit  is  switched  on  to 
a source  of  periodic  impressed  electromotive  force,  before  the 
oscillations  of  the  condenser  potential  settle  down  into  a 
regular  state,  there  is  a variable  period  in  which  a second 
set  of  oscillations  of  gradually  diminishing  amplitude  are 
superimposed  on  the  steady  set,  and  the  second  set  of  oscil- 
lations have  a quite  different  frequency  and  initial  amplitude  to 
the  steady  set  which  ultimately  survive.  In  the  initial  period 
the  superposition  of  the  two  sets  of  oscillations  may  increase 
the  instantaneous  value  of  the  condenser  terminal  potential 
difference  to  a value  greater,  and  perhaps  much  greater,  than 
if  would  have  if  there  were  no  such  additional  oscillations.  If 
the  circuit  is  closed  at  an  instant  t’  such  that  = cj),  viz.,  at 
an  interval  after  the  impressed  electromotive  force  has  passed 
its  zero  value  equal  to  the  final  permanent  difference  of  phase 
of  condenser  and  impressed  electromotive  force,  then,  since 
this  value  makes  the  constant  C'  zero,  we  see  that  there  are 
no  superposed  vibrations  at  all.  On  the  other  hand,  if  t'  is  so 
chosen  that  pt'  = 90°  + <^,  then  the  disturbing  effect  is  greatest. 
It  is  clear,  therefore,  that,  in  switching  on  a condenser  to  an 
alternating  current  circuit  through  an  inductive  resistance, 
initial  effects  of  abnormal  rise  of  condenser  voltage  may  result. 
We  shall  see  later  on  that  these  are  practically  very  important 
matters  in  dealing  with  alternating  current  systems  of  supply, 
and  that  caution  must  always  be  used  in  switching  on  a con- 
denser to  such  a circuit. 

§35.  Complex  Periodic  Functions. — Before  leaving  the 
subject  of  periodic  currents  and  electromotive  forces  it  is 
desirable  to  explain  some  properties  of  the  trigonometrical 
expressions  or  series  by  which  such  functions  can  be 
represented  as  the  sum  of  a series  of  simple  periodic  con- 
stituents or  terms.  It  has  already  been  explained  that  the 
value  of  an  ordinate  y of  any  single  valued  function  can  be 
expressed  by  Fourier’s  method  as  follows  : 

2/  = Yo  + Yi  sin  {p  t + cf){)  + sin  {2  2yt  + 4- , &c. ; (76) 
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or,  taking  advantage  of  the  trigonometrical  equality 

A sin  ^ + B cos  9=  s/  A'-^  + sin  ((9  + (/>),  where  9 tan 
we  can  write  the  above  expression  for  ?/ 

2/  = Yq  + ?/i  sin  29  ^ + Zi  cosy>  t + )j.>  sin  2 ^9  i + ^2  cos  2y>  ^ + &c.  (77) 

The  coefficients  Yj,  Yg,  &c,,  in  the  series  in  (76)  are  the- 
amplitudes  of  the  simple  sine  curves  or  harmonic  constitutents  . 
whose  added  ordinates  together  build  up  the  function  y. 

If  the  periodic  quantity  represented  is  a wave  curve 
symmetrical  with  respect  to  the  axis  of  time,  and  repeating 
the  same  form  continually,  then  the  constant  term  Yy  is 
absent. 

We  can  therefore  express  the  instantaneous  value  e of  any 
periodic  electromotive  force  by  the  expression 

6 = El  sin 2?  i + Fj  cos  p ^ + Eg  sin  2 ^9  i + F2  cos  2 ^9  ^ + ,&c  (78) 


and  the  instantaneous  value  i of  any  periodic  current  by  the- 
series 

^ = Ii  sin p i + Ji  cos + sin  2 p 1 4-  J2  cos  2pt  + ^ &c.  (79) 


In  the  series  (78)  the  amptitude  of  the  first  harmonic  is 
a/Ei^  + Fi‘-^  and  that  of  the  second  \/E2'^  + F2‘^  and  so  on. 

We  have  already  seen  that  if  we  take  the  mean  or  average 
value  of  sin^  9 over  one  half-period,  or  from  0 to  tt,  the  value 


of  the  mean  is  — 
2 


but  that  the  mean  value  of  such  a product 


as  sin  9 cos  9 or  sin  9 sin  2 9 over  half  a period  is  zero. 

Accordingly,  if  we  square  the  series  in  (78)  or  (79)  we  find 
that  the  values  for  and  for  P partly  involve  terms  like 
sin^p^,  siffi2p^,  &c.,  and  partly  terms  like  siny)  f sin  2 29 
Hence,  if  we  integrate  the  value  of  P'  dt  ov  Pdt  over  half  a 
period  and  divide  the  result  by  tt,  or  take  the  definite  integrals 

-j'^e-dt,  Ij^Pdt,  which  is  equivalent  to  finding  the  mean- 
-Jo  ^Jo 

square  values  of  e and  /,  we  find  by  the  above  theorem  that 


1 I ,2  7 ^ 

— I 0 d t — 

Wo 


Tji,  2 2 77  2 ITt  2 

+ + + &c. 

2222 


(80) 


I ["  i^dt  = lL  + + y + -y  + , &C.  . . (81 ) 

Wo  2222 


204 


SIMPLE  PERIODIC  CURRENTS. 


and,  similarly,  by  multiplying  (78)  and  (79)  and  taking  the 
mean  value  of  the  products  from  2Jt  = Q to  ^ f = tt,  we  obtain 


if 


eidt  = 


+ + + + (82) 


The  ordinary  alternate  current  ammeter  or  dynamometer 
measures  the  V mean^  value  of  the  current  ^,  or  the  quantity 

f^Pdt;  and  the  ordinary  alternating  voltmeter,  such  as 
0 

an  electrostatic  voltmeter,  measures  the  V mean^  value  of  the 
■electromotive  force  e,  or  the  quantity  d t,  whatever  be 

the  force  of  the  curves  of  e and  i.  A wattmeter  in  proper  form 
reads  the  true  mean  product  of  e,  i or  - eidt  when  currents 
■respectively  proportional  to  e and  ^ traverse  its  two  coils.  For 
shortness,  let  us  write  e'  for  x/i-  d t,  and  i'  for  the  similar 


1 


function  of  Pj  and  {e’  i')  for  _ / e i d t ; then 


2 c' = + Fi“  + , &c., 

2 i'  = 1^  + 1^  + , &c., 

2 {e  i')  = El  Ii  + Fi  Ji  + , &c. 


We  see  therefore  that  twice  the  a/ inean‘‘^  value  of  e or  i is 
equal  to  the  sum  of  the  squares  of  the  coefficients  of  the  sine 
and  cosine  terms,  or  to  the  sum  of  the  squares  of  the 
amplitude  of  the  harmonic  constituents.  Also  that  the  Uvice 
mean  product  of  two  periodic  functions  taken  over  a half 
period  at  similar  instants  is  equal  to  the  sum  of  the  products 
of  the  coefficients  of  similar  sine  or  cosine  terms  taken  in 
pairs  from  each  expansion.  Suppose  that  e and  i represent 
the  instantaneous  values  of  the  impressed  electromotive  force 
and  current  of  any  circuit,  we  may  ask  whether  the  product 
of  the  V mean'-^  value  of  e and  the  Vmean^  value  of  i is  equal 
to,  greater,  or  less  than  the  mean  of  the  product  of  e and  i, 
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We  see  that  the  square  of  the  expression  for  2 {e  T)  is  made 
up  of  terms  like  ^nd  and  also  of  terms  like 

2EUiF,J,. 

The  product  of  the  expressions  for  e and  i'  consists 
obviously  of  terms  like  Ei^I  2 2 ^nd  also  of  terms  like 

F,2I^2  and  E,2  J^2. 

Hence,  the  question  whether  the  product  of  e'  and  i'  or 
e*  X T is  or  is  not  greater  than  {e  i')  will  depend  upon  the 
relative  collected  magnitude  of  terms  like  Fj2Ij2  ^ J^2  tiie 

one  series,  and  of  terms  like  2 E^I^F^Jj.  If  Fj ; E^  1 Jiili, 

or  if^l^  = ^,  then  E^^  J^2^Ei2I2  = 2 Ei  FiIiJi,  and  if  the  same 
El  Ii 

proportion  holds  good  for  the  coefficients  of  the  terms  in 
sin  2/)  ^,  &c.,  then  we  see  that  e xi'  = [e  i')^  or  the  product  of 
the  ^mean=^  values  e and  i is  equal  to  the  mean  product  of  e 
and  i.  If  the  above  proportionality  does  not  hold  good,  then, 
since  generally  cC-  + is  greater  than  2 a 6,  it  is  not  difficult 
to  see  that  e'  x i'  is  greater  than  (e'  i')  or  the  product  of 


V-  re^dtx\/^-  rpd 

V 0 0 

~j  ^*7r 

is  greater  than  the  mean  value-  / eidt. 

-J  0 


Hence  it  follows  that,  in  this  last  case,  the  product  of  the 
amperes  and  volts  as  read  on  alternating  current  instruments 
is  greater  than  the  true  value  of  the  power  as  read  on  a watt- 
meter. The  mean  value  i f^eidt  is  called  generally  the 
Try  0 

true  ivatts  or  power  given  to  the  circuit,  and  the  product 

\/l  re^dtx'd-  r dt  is  called  the  apparent  ivatts  or 
Try  0 "^y  0 

power  given  to  the  circuit.  The  apparent  watts  are  equal 
under  some  conditions  to  the  true  watts.  This  is  the 
case  when  the  circuit  is  non-inductive,  and  when  the 
different  harmonic  constituents  of  the  current  and  electro- 
motive force  are  in  step  or  in  synchronism  with  each  other. 
Under  these  conditions  the  angle  of  lag  of  the  electromotive 
force  harmonics  is  equal  to  the  lag  of  the  current  harmonics 
of  the  same  degree,  and  this  is  expressed  by  relations  of  the 
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form  Fj : Ej : : Ji : holding  good.  Under  other  conditions,  the 
apparent  watts  are  greater  than  the  true  watts.  The  ratio  of 
the  true  power  or  watts  taken  up  in  any  circuit  to  the  apparent 
power  or  watts  is  called  the  poiver  factor  of  the  circuit,  and  the 
power  factor  (P.F.)  is  therefore  given  for  any  alternating  current 
circuit  by  the  ratio  of  the  wattmeter  reading  to  the  product  of 
.the  ammeter  reading  and  voltmeter  reading  for  that  circuit. 


CHAPTER  IV. 


MUTUAL  AND  SELF  INDUCTION. 

§1.  Researches  of  Prof.  Joseph  Henry. — We  have  already, 
in  the  first  chapter,  made  a brief  allusion  to  the  share  taken  by 
Joseph  Henry  in  the  fundamental  discovery  of  the  induction  of 


electric  currents.  A full  account  of  his  labours  in  this  field  is 
to  be  found  in  the  collected  “ Scientific  Writings  of  Joseph 
Henry,”  republished  by  the  Smithsonian  Institution.  It 
will  be  of  advantage  to  consider  at  this  stage  some  of  his  chief 
investigations. 

The  principal  pieces  of  apparatus  used  by  Henry  in  his 
experiments  on  the  induction  of  electric  currents  consisted  of 

* See  also  the  Philosophical  Magazine,  Vol.  XVI.,  Srd  Ser.,  1840,  and 
Transactions  of  the  American  Philo.sophical  Society.  Vol.  VI.,  1838,  pp. 
303-337. 
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a number  of  flat  coils  of  copper  strip  or  band,  which  were 
designated  by  the  names  Coil  No.  1,  Coil  No.  2,  &c.,  also 
several  long  bobbins  of  wire,  and  these,  to  distinguish  them 
from  the  ribands,  were  called  Helix  No.  i.  Helix  No.  2,  &c. 

His  description  of  these  coils  and  helices  is  as  follows  : Coil 
No.  1 was  formed  of  thirteen  pounds  of  copper  strip  one  inch 
and  a-half  wide  and  ninety-three  feet  long ; it  was  well 
covered  with  two  coatings  of  silk,  and  was  generally  used  in 
the  form  represented  in  Fig.  78,  which  is  that  of  a flat  spiral 
sixteen  inches  in  diameter.  It  was,  however,  sometimes 
formed  into  a ring  of  larger  diameter,  as  is  shown  in  Fig.  79.. 


Coil  No.  2 was  also  formed  of  copper  strip  of  the  same  width 
and  thickness  as  coil  No.  1.  It  was,  however,  only  sixty  feet 
long.  Its  form  is  shown  at  b in  Fig.  78.  The  opening  at  the 
centre  was  sufficient  to  admit  helix  No.  1.  Coils  No.  3,  4,  5, 
6,  w’ere  all  about  sixty  feet  long,  and  of  copper  strip  of  the 
same  thickness,  but  of  half  the  width  of  coil  No.  1. 

Helix  No.  1 consisted  of  sixteen  hundred  and  sixty  yards  of 
copper  wire  :^^th  of  an  inch  in  diameter ; No.  2 of  nine 
hundred  and  ninety  yards,  and  No.  3 of  three  hundred  and 
fifty  yards  of  the  same  wire.  These  helices  were  wound  on 
bobbins  of  such  size  as  to  fit  into  each  other,  thus  forming 
one  long  helix  of  three  thousand  yards,  or,  by  using  them 
separately  and  in  different  combinations,  seven  helices  of 
different  lengths.  The  wire  was  covered  with  cotton  thread 
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saturated  with  bees’  wax,  and  between  each  stratum  of  spires 
a coating  of  silk  was  interposed. 

Helix  No.  4,  shown  at  a,  Fig.  79,  was  formed  of  five  hundred 
and  forty-six  yards  of  wire  ^Vth  of  an  inch  in  diameter,  the 
several  spires  of  which  were  insulated  by  a coating  of  cement. 

Helix  No.  5 consisted  of  fifteen  hundred  yards  of  silvered 
copper  wire,  y^^th  of  an  inch  in  diameter,  covered  with  cotton, 
and  of  the  form  of  helix  No.  4. 

In  addition,  a long  spool  of  copper  wire  covered  with  cotton, 
J^th  of  an  inch  in  diameter  and  five  miles  long,  was  provided. 
It  was  wound  on  a small  axis  of  iron,  and  formed  a solid 
cylinder  of  wire  eighteen  inches  long  and  thirteen  in  diameter. 

For  determining  the  direction  of  the  induced  currents  Henry 
employed  a magnetising  spiral,  which  consisted  of  about  thirty 
spires  of  copper  wire  in  the  form  of  a cylinder,  and  so  small  as 
just  to  admit  a sewing  needle  into  the  axis. 

Also  a small  iron  horseshoe  is  frequently  referred  to,  which 
was  formed  of  a piece  of  soft  iron  about  three  inches  long  and 
|ths  of  an  inch  thick  ; each  leg  was  surrounded  with  about 
five  feet  of  copper  bell  wire.  This  length  was  so  small  that 
only  a current  of  considerable  strength  could  develop  sensible 
magnetism  in  the  iron.  This  horseshoe  was  used  for  indicat- 
ing the  existence  of  such  a current.  The  battery  which  was 
used  was  a simple  copper-zinc  cylinder  battery,  having  about 
If  square  feet  of  zinc  surface.  In  some  experiments  a series  of 
cells  was  used,  but  most  experiments  were  performed  with  one 
or  two  cells  of  the  above  kind.  For  interrupting  the  circuit  of 
the  conductor  Henry  employed  the  simple  device  of  scraping 
one  end  of  the  conductor  along  a rasp  held  in  contact  with 
the  battery  terminal. 

Provided  with  this  apparatus,  Henry  entered  on  a pre- 
liminary series  of  experiments  on  the  induction  of  electric 
currents,  and  in  1838  published  an  account  of  his  investiga- 
tions on  the  phenomenon  which  had  been  previously  named 
by  Faraday  electro-dynamic  induction.  The  fact  which  seems 
to  have  chiefly  attracted  the  attention  of  the  numerous  investi- 
gators who  rapidly  entered  the  region  of  research  opened  out 
by  Faraday’s  discovery  of  the  mutual  induction  of  electric 
circuits  and  the  production  of  electric  currents  in  conducting 
circuits  by  the  variation  of  the  magnetic  induction  linked  with 
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them,  and  by  Henry’s  discovery  of  the  self-induction  of  electric 
circuits,  seems  to  have  been  the  possibility  of  obtaining  from 
a single  cell  of  a galvanic  battery  effects  such  as  spark  and 
shock.  These  effects  connected  what  was  then  known  as  voltaic 
electricity  with  the  then  more  familiar  effects  of  electrification  by 
friction.*  Henry  took  up  the  train  of  investigation  at  this  point, 
and  proceeded  to  employ  the  above  described  helices  and  coils  in 
an  investigation  of  the  facts  of  the  self-  and  mutual-induction 
of  electric  circuits.  His  mode  of  operating  was  to  close  the 
battery  circuit  by  dipping  the  ends  of  a coil  or  helix  into  two 
mercury  cups  connected  with  the  terminal  plates,  and  then  to 
break  the  circuit  by  lifting  out  one  end  from  its  mercury  cup, 
the  hands  being  at  the  same  time  in  contact  with  the  battery 
terminal  and  the  end  of  the  conductor  which  is  being  raised. 
In  this  way  the  extra  current,  or  electro-magnetic  discharge  of 
the  coil,  passed  through  the  operator’s  body. 

When  the  electromotive  force  was  small,  as  in  the  case  of  a 
thermopile  or  a large  single  cell,  and  the  circuit  taken  was  the 
flat  riband  coil  No.  1,  ninety-three  feet  long,  it  was  found  to 
give  brilliant  snaps  at  the  surface  of  the  mercury  w^hen  contact 
was  broken,  but  the  shocks  were  very  feeble,  and  could  only 
be  felt  in  the  fingers  or  through  the  tongue.  The  induced 
current  in  a short  coil,  which  thus  produced  deflagration  but 
not  shocks,  he  called,  for  distinction,  one  of  quantity. 

When  the  length  of  the  coil  was  increased,  the  battery 
being  the  same,  the  deflagrating  power  decreased,  while  the 
intensity  of  the  shock  continually  increased.  With  five- 
riband  coils  in  series,  making  an  aggregate  length  of  three 
hundred  feet,  and  a small  battery  the  deflagration  was  less 
than  with  coil  No.  1,  but  the  shocks  were  more  intense. 

There  appeared  to  be,  however,  a limit  to  this  increase  of 
intensity  of  the  shock,  and  this  took  place  when  the  increased 
resistance  or  diminished  conduction  of  the  lengthened  coil 
began  to  counteract  the  influence  of  the  increasing  length  of 
the  current.  The  following  experiment  illustrated  this  fact. 

A coil  of  copper  wire  j^-th  of  an  inch  in  diameter  was 
increased  in  length  by  successive  additions  of  about  thirty- 

* For  a more  extended  description  of  the  historical  order  of  discoveries 
in  connection  with  the  induction  coil  the  reader  is  referred  to  the  First 
Chapter  in  the  Second  Volume  of  this  treatise. 
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two  feet  at  a time.  After  the  first  two  lengths,  or  sixty-four 
feet,  the  brilliancy  of  the  spark  began  to  decline,  but  the 
shocks  continually  increased  in  intensity  until  a length  of 
five  hundred  and  seventy  feet  was  obtained,  when  the  shocks 
also  began  to  decline.  This  was,  then,  the  proper  length  to 
produce  the  maximum  effect  with  a single  battery  and  a wire 
of  the  above  diameter.  With  a battery  of  sixty  cells  (Cruick- 
shank’s  trough),  having  plates  four  inches  square,  scarcely 
any  shock  could  be  obtained  when  the  coil  formed  a part  of 
the  circuit.  If  the  length  of  the  coil  was  increased,  then  the 
inductive  effect  became  very  apparent. 

When  the  current  from  ten  cells  of  the  above-mentioned 
trough  was  passed  through  the  large  spool  of  copper  wire,  the 
induced  shock  was  too  severe  to  be  taken  through  the  body. 
Again,  when  a small  battery  of  twenty-five  cells  having  plates 
one  inch  square,  which  alone  would  give  but  a very  feeble 
shock,  was  used  with  helix  No.  1,  an  intense  shock  was 
received  from  the  induction  when  the  contact  was  broken. 
Also  a slight  shock  in  this  arrangement  was  given  when  the 
contact  was  formed,  but  it  was  very  feeble  in  comparison  with 
the  other.  The  spark,  however,  with  the  long  wire  and 
compound  battery  was  not  as  brilliant  as  with  the  single 
battery  and  short  riband  coil. 

When  the  shock  was  produced  from  a long  wire,  as  in  the 
last  experiments,  the  size  of  the  plates  of  the  battery  might 
be  very  much  reduced  without  a corresponding  reduction  in 
the  intensity  of  the  shock.  A small  battery  was  made, 
formed  of  six  pieces  of  copper  bell  wire  one  inch  and  a- half 
long  and  an  equal  number  of  pieces  of  zinc  of  the  same 
size.  When  the  current  from  this  was  passed  through  a coil 
consisting  of  five  miles  of  wire,  the  shock  was  given  at  once 
to  twenty-six  persons  joining  hands. 

With  the  same  coil,  and  the  single  battery  used  in  the 
former  experiments,  no  shock,  or  at  most  a very  feeble  one, 
could  be  obtained. 

The  induced  current  in  these  last  experiments  he  called 
one  of  considerahle  intensity  and  small  quantity. 

§ 2.  Mutual  Induction. — Henry  then  passed  on  to  consider 
the  mutual  induction  of  two  circuits.  Coil  No.  1 (see  c, 
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Fig.  80)  was  arranged  to  receive  the  current  from  a small 
battery  of  a single  cell,  and  coil  No.  2,  h,  was  placed  over  it 
wdth  a plate  of  glass  between  to  secure  perfect  insulation. 
As  often  as  the  current  in  No.  1 circuit  was  interrupted,  a 
powerful  secondary  current  was  induced  in  No.  2.  When  the 
ends  of  the  secondary  were  joined  to  a magnetising  spiral,  the 
enclosed  needle  became  strongly  magnetic.  Also  when  the 
ends  of  the  second  coil  were  attached  to  a small  water 
decomposing  apparatus,  a stream  of  gas  was  given  off  at 
each  pole ; and  when  the  secondary  current  was  passed 
through  the  wares  of  the  iron  horse-shoe,  magnetism  was 
developed.  The  shock,  however,  from  the  secondary  coil 
was  very  feeble,  and  scarcely  felt  above  the  fingers.  This 
secondary  current  had,  therefore,  the  properties  of  one  of 
moderate  intensity  but  considerable  quantity  (to  use  the 


terms  then  employed)  when  developed  by  the  current  in  one 
flat  riband  coil  acting  on  another  flat  riband  coil. 

Coil  No.  1,  remaining  as  before  a longer  coil,  formed  by 
uniting  Nos.  3,  4,  and  5,  was  substituted  for  No.  2.  With  this 
arrangement  as  a secondary  circuit  the  magnetising  power  of 
the  current  and  the  brilliancy  of  the  spark  at  breaking 
contact  was  less  than  before,  but  the  shocks  were  more 
powerful — in  other  words,  the  intensity  of  the  secondary 
induced  current  w^as  increased,  whilst  its  quantity  was 
decreased; 

A compound  helix,  formed  by  uniting  Nos.  1 and  2 helices, 
and  therefore  containing  two  thousand  six  hundred  and  fifty 
yards  of  wire,  was  next  placed  on  coil  No.  1.  The  weight  of 
this  helix  happened  to  be  precisely  the  same  as  that  of  coil 
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No.  2,  and  hence  the  different  effects  of  the  same  quantity  of 
metal  (as  secondary  circuit)  in  the  two  forms  of  a long  and 
short  conductor  could  be  compared.  With  this  arrangement 
the  magnetising  effects  with  the  apparatus  above-mentioned 
disappeared.  The  sparks  were  much  smaller  and  the  decom- 
position less  than  with  the  short  coil,  hut  the  shock  was 
almost  too  intense  to  be  received  with  impunity  except 
through  the  fingers  of  one  hand.  The  secondary  current 
in  this  case  was  one  of  small  quantity  but  of  great  intensity. 

The  following  experiment  is  important  in  establishing  the 
fact  of  a limit  to  the  increase  of  the  intensity  of  the  shock  as 
well  as  to  the  power  of  decomposition  with  a wire  of  given 
diameter. 

Helix  No.  5,  consisting  of  a wire  x^-th  of  an  inch  in 
diameter,  was  placed  on  coil  No.  2,  and  its  length  increased  to 
about  seven  hundred  yards.  With  this  extent  of  wire  neither 
decomposition  nor  magnetism  could  be  obtained,  but  shocks 
were  given  of  a peculiarly  pungent  nature.  The  wire  of  the 
helix  was  further  increased  to  about  fifteen  hundred  yards ; the 
shock  was  now  found  to  be  scarcely  perceptible  in  the  fingers. 

As  a counterpart  to  the  last  experiment,  coil  No.  1 was 
formed  into  a ring  of  sufficient  internal  diameter  to  admit  the 
great  spool  of  wire,  and,  with  the  whole  length  of  this  (five 
miles),  the  shock  was  found  so  intense  as  to  be  felt  at  the 
shoulder  when  passed  only  through  the  forefinger  and  thumb. 
Sparks  and  decomposition  were,  also  produced,  and  needles 
rendered  magnetic.  The  wire  of  this  spool  was  y\-th  of  an  inch 
in  diameter ; and  Henry  noted  therefore  from  this  experiment 
that,  by  increasing  the  diameter  of  the  wire,  its  length  might 
also  be  increased  with  increased  effect  of  shock. 

The  previous  experiments  were  repeated,  using  a battery  of 
sixty  cells  (Cruickshank’s  trough).  When  the  current  from 
this  was  passed  through  the  riband  coil  No.  1,  no  indication,  or 
a very  feeble  one,  was  given  of  a secondary  current  in  any  of 
the  coils  or  helices  arranged  as  in  the  preceding  experiments; 
but  when  the  long  helix  No.  1 was  placed  as  a primary,  instead 
of  coil  No.  1,  a powerful  inductive  action  was  produced  on  each 
of  the  circuits  used  as  before. 

First,  helices  Nos.  2 and  3 were  united  into  one  coil  and  placed 
within  helix  No.  1,  which  still  conducted  the  battery  current. 
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With  this  disposition  a secondary  current  was  produced,  which 
gave  intense  shocks  but  feeble  decomposition  and  no  magnetism 
in  the  soft  iron  horse-shoe.  It  was  therefore  one  of  intensity, 
and  was  produced  by  a battery  current  also  of  intensity. 
Instead  of  the  helix  used  in  the  last  experiment  for  receiving 
the  induction  (secondary),  one  of  the  coils.  No.  3 (copper  riband), 
was  now  placed  on  helix  No.  1,  the  battery  remaining  as 
before.  With  this  arrangement  the  induced  current  gave  no 
shocks,  but  it  magnetised  the  small  horse- shoe,  and  when  the 
ends  of  the  coil  were  rubbed  together  produced  bright  sparks. 
It  had,  therefore,  the  properties  of  a current  of  quantity,  and 
it  was  produced  by  the  induction  of  a current  from  a battery 
of  intensity.* 

This  experiment  was  considered  of  so  much  importance  that 
it  was  varied  and  repeated  many  times,  but  always  with  the 
same  result ; and  it  therefore  established  the  fact  that  a7i  inten- 
sity currejit  could  induce  one  of  quantity  ; and  by  the  preceding 
experiments  the  converse  has  also  been  shown,  that  a quaiitity 
current  could  induce  one  of  mtensity. 

§ 3.  Induction  at  a Distance. — In  the  experiments  on  mutual 
induction  detailed  above,  the  primary  circuit  was  separated 
from  the  secondary  only  by  a pane  of  glass,  but  the  action  was 
so  energetic  that  an  obvious  experiment  was  to  investigate  the 
effect  of  distance  on  the  mutual  induction.  For  this  purpose 
coil  No.  1 was  formed  into  a ring  of  about  two  feet  in  diameter 
(see  Fig.  79),  and  helix  No.  4 placed  as  shown.  When  the  helix 
was  at  the  distance  of  about  sixteen  inches  from  the  middle  of 
the  plane  of  the  ring,  shocks  could  be  perceived  through  the 
tongue,  and  these  rapidly  increased  in  intensity  as  the  helix 
was  lowered,  and  when  it  reached  the  plane  of  the  ring  they 
were  quite  severe.  The  effect,  however,  was  still  greater  when 
the  helix  was  moved  from  the  centre  to  the  inner  circumference, 

* This  last  experiment  is  very  interesting,  as  showing  that  in  1838  Prof. 
Henry  had  already  realised  that  which  used  to  be  called  the  reverse  use  of 
the  induction  coil.  He  had  employed  a current  flowing  in  a fine  wire  of 
many  turns  and  moving  under  a high  electromotive  force,  to  induce  a cur- 
rent of  greater  strength  in  a secondary  circuit,  consisting  of  a lesser  number 
of  turns  of  copper  riband,  and  moving  under  a less  electromotive  force.  In 
other  words,  he  had  constructed  what  we  should  now  call  a step-doion 
transformer.  Note  Henry’s  explicit  statement  in  the  following  paragraph. 
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as  at  c,  but  when  it  was  placed  without  the  ring,  in  contact 
-with  the  outer  circumference  at  h,  the  shocks  were  very  slight, 
and  when  placed  within,  but  with  its  axis  at  right  angles  to 
that  of  the  ring,  not  the  least  effect  could  be  observed.  Coil 
No.  1 remaining  as  before  (the  primary)  helix  No.  1,  which  was 
nine  inches  in  diameter,  was  substituted  for  the  small  helix  in 
the  last  experiment,  and  with  this  the  effect  at  a distance  was 
much  increased.  When  coil  No.  2 was  added  to  coil  No.  1,  and 
the  currents  from  two  small  batteries  sent  through,  these 
shocks  were  distinctly  perceptible  through  the  tongue  when  the 
distance  of  the  planes  of  the  coil  and  the  three  helices  united 
as  one  was  increased  to  thirty-six  inches.  The  action  at  a dis- 
tance was  still  further  increased  by  coiling  the  long  wire  of  the 
large  spool  into  the  form  of  a ring  of  four  feet  in  diameter,  and 
placing  parallel  to  this  another  ring  formed  of  the  four  ribands 
of  coils  Nos.  1,  2,  3,  4.  When  a current  from  a single  cell 
having  thirty-five  feet  of  zinc  surface,  was  passed  through  the 
riband  conductor,  shocks  through  the  tongue  were  felt  when 
the  rings  were  separated  to  a distance  of  four  feet.  In  another 
experiment,  to  illustrate  induction  across  a distance,  Henry 
{Phil.  Mag.,  Vol.  XVIII.,  1841,  3rd  Series,  p.  592)  joined  all 
his  coils,  so  as  to  form  a single  conductor  of  about  400  feet  in 
length,  and  this  was  rolled  into  a ring  of  five  and  a-half  feet 
in  diameter  and  suspended  vertically  against  a door.  On  the 
other  side  of  the  door,  and  opposite  to  the  coil,  was  placed  a 
helix  formed  of  upwards  of  a mile  of  copper  wire  one  sixteenth 
of  an  inch  in  thickness  and  wound  in  a hoop  of  four  feet  in 
diameter.  With  this  arrangement,  and  with  a battery  of  one 
hundred  and  forty-seven  square  feet  of  zinc  surface  divided  into 
eight  elements,  shocks  were  perceptible  on  the  tongue  when  the 
two  conductors  were  separated  by  a distance  of  seven  feet,  and 
at  a distance  of  between  three  and  four  feet  the  shocks  were 
quite  severe. 

In  the  fifty  years  which  have  elapsed  since  Henry  performed 
the  classical  experiments  described  above,  the  progress  of  know- 
ledge has  placed  in  our  hands  an  appliance  vastly  more  delicate 
than  physiological  shock  for  detecting  induction  at  a distance, 
viz.,  the  articulating  telephone  receiver.  Aided  by  this,  it  has 
recently  been  found  possible  to  find  indications  of  the  mutual 
induction  between  conductors  separated  by  miles  instead  of  feet. 
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Along  the  Gray’s  Inn-road,  London,  the  English  Post-office 
service  placed  a line  of  iron  pipes  buried  underground  carrying 
many  telegraph  wires.  The  United  Telephone  Company  placed 
a line  of  open  wires  along  the  same  route  over  the  housetops, 
situated  80ft.  from  the  underground  wires.  Considerable  dis- 
turbances were  experienced  on  the  telephone  circuit,  and  even 
Morse  signals  were  read,  which  were  said  to  be  caused  by  the 
Continuous  and  parallel  telegraph  circuits.  A very  careful  series 
of  experiments,*  extending  over  some  period,  proved  unmis- 
takably that  this  was  so,  and  that  the  well-known  pattering 
disturbances  due  to  induction  are  experienced  at  a much 
greater  distance  than  was  anticipated. 

Experiments  conducted  on  the  Newcastle  Town  Moor 
extended  the  area  of  the  disturbance  to  a distance  of  3,000ft., 
while  effects  were  detected  on  parallel  lines  of  telegraph 
between  Durham  and  Darlington  at  a distance  of  lOJ  miles. 
But  the  greatest  distance  experimented  upon  was  between  the 
east  and  west  coast  of  the  Border,  when  two  lines  of  wire 
40  miles  apart  wwe  affected  the  one  by  the  other,  sounds 
produced  at  Newcastle  on  the  Jedburgh  line  being  distinctly 
heard  at  Gretna  on  a parallel  line,  though  no  wires  connected 
the  two  places. 

Distinct  conversation  has  been  held  by  telephone  through 
the  air  without  any  wire  through  a distance  of  one  quarter  of 
a mile,  and  this  distance  can  probably  be  much  exceeded. 

Effects  are  not  confined  to  the  air,  for  submarine  cables 
half  a mile  apart  in  the  sea  disturb  each  other.  It  may  well 
be  doubted  whether  the  inductive  effects  above  described  as 
taking  place  over  very  large  distances  above  mentioned  are 
not  complicated  by  current  leakage,  but  it  has  been  abundantly 
established  that  inductive  effects  can  be  produced  and  detected 
between  circuits  separated  by  great  distances. 

Practical  application  of  current  induction  across  large  air 
spaces  has  been  made  in  the  methods  of  carrying  on  tele- 
graphic communication  with  railway  trains  when  in  motion. 
There  are  two  methods  by  which  this  has  been  accomplished. 
(1)  The  magneto-induction  method,  which  was  devised  by 

* Mr.  W.  H.  Preece  on  “Induction  between  Wires  and  Wires”  (The 
Electrician,  Vol.  XVII.,  1886,  p.  410  ; British  Association  Report, 
ham,  1886). 
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Mr.  L.  J.  Phelps  and  was  tried  about  the  year  1885  on  a line 
about  15  miles  long  between  Haarlem  River  and  New 
Rochelle  Junction,  in  the  United  States.  In  the  other 
system  (2)  the  principle  involved  is  that  of  electrostatic 
induction,  and,  after  having  been  suggested  in  a more  or  less 
imperfect  form  by  Mr.  W.  Wiley  Smith  in  1881  (U.  S. 
Patent  No.  247,127),  has  been  worked  out  in  great  detail  by 
Messrs.  Edison  and  Gilliland. 

In  the  magneto-induction  system  a telegraphic  car  attached 
to  the  train  carries  a great  circuit  of  wire  wound  on  a frame 
extending  the  whole  length  of  the  car,  and  so  placed  that  one 
side  of  the  windings  is  as  near  the  track  as  possible  and  one 
side  as  high  above  as  the  height  of  the  car  will  permit. 
Between  the  rails  is  laid  down  a fixed  insulator  conductor, 
and  the  fluctuations  of  a current  in  this  last  induce  currents 
in  the  lower  side  of  the  large  coil  carried  on  the  car.  The 
secondary  current  so  induced  is  detected  by  a telephone  and 
by  suitable  interruptions.  A Morse  code  of  audible  signals 
can  be  transmitted  from  the  fixed  conductor  to  the  moving 
train.  The  signals  are  thus  made  to  jump  over  the  air  space, 
and  continuous  communications  can  be  kept  up  between  a 
station  or  stations  in  connection  with  the  fixed  conductor  and 
a person  in  the  moving  telegraph  car. 

Mr.  Phelps  used  a conductor  of  No.  12  (A.G.)  insulated 
wire,  wdiich  was  placed  in  a kind  of  small  wooden  trough 
mounted  on  blocks  attached  to  the  sleepers.  The  car  con- 
taining the  telegraphing  instruments  carried  beneath  its  floors, 
about  7in.  above  the  rail  level,  a 2in.  iron  pipe,  in  which 
was  a rubber  tube  holding  about  90  convolutions  of  No.  14 
(A.G.)  copper  wire,  so  connected  as  to  form  a continuous 
circuit  about  a mile  and  a-half  long,  and  presenting  something 
like  three-quarters  of  a mile  of  wire  parallel  to  the  primary 
line  wire  mounted  between  the  metals.  The  instrument, 
consisted  of  a delicate  polarised  relay  as  a receiving  instru- 
ment, which  acted  as  a sounder,  and  a “ buzzer,”  or  rapid 
current-breaker,  for  transmitting  signals  by  means  of  the 
Morse  key,  which  were  received  at  the  station  in  a telephone. 
This  arrangement  was  so  far  a practical  success  that 
Mr.  Phelps  was  encouraged  to  proceed ; but  meantime  it  was 
discovered  that  the  patent  above  referred  to  had  already  been 
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issued,  while  Edison  and  Gilliland  had  also  been  working  on 
similar  lines.  In  Wiley  Smith’s  specification  no  mention  is 
made  of  a “ buzzer,”  which  turns  out  to  be  an  important 
feature  in  the  invention  ; but  the  practical  success  of  the 
experiments  made  is  due  to  a combination  of  the  devices  of 
Phelps,  Edison,  and  Gilliland.  The  latest  system  is  an 
improvement  on  that  of  Phelps,  briefly  described  above,  in 
that  it  dispenses  with  the  insulated  line  wire  laid  between  the 
metals,  and  uses  ordinary  telegraph  wire  strung  on  what 
are  known  as  short  poles  alongside  the  permanent  way. 
The  line  wire  is,  in  fact,  stretched  on  poles  about  16ft.  high 
and  at  an  average  distance  of  8ft.  from  the  rails.  On  the 
Lehigh  Valley  Railroad,  U.S.,  from  Perth  Junction  to  Easton, 
interesting  experiments  of  this  kind  w'ere  made  in  1887.  As 
a rule  the  roof  of  the  car,  usually  sheathed  with  metal,  is 
available  for  securing  the  necessary  electrical  condition,  but, 
where  a metal  covering  is  absent,  all  that  is  necessary  is  to 
attach  a wire  or  rod  to  the  roof  and  another  to  some  portion 
of  the  metallic  or  rolling  part  of  the  coach  in  order  to  obtain 
“ earth.”  The  instruments  are  inserted  in  this  circuit,  and 
comprise  a 12-cell  chromic  acid  battery  (the  cells  being  2in. 
wide  by  4in.  deep),  which  is  closed  on  an  induction  coil  having 
a primary  of  about  3 ohms  and  a secondary  of  about  500 
ohms,  and  provided  with  an  ordinary  vibrating  make-and- 
break.  The  messages  are  sent  by  means  of  a Morse  key 
placed  in  the  secondary  circuit,  this  key  being  of  the  double- 
pointed  kind  with  extra  contact.  The  receiving  telephone  has 
a resistance  of  about  1,000  ohms  ; but  Mr.  Phelps  states  that, 
even  when  wound  so  as  to  have  a resistance  of  10,000  ohms, 
the  sound  is  quite  clear,  so  high  is  the  electromotive  force  of 
the  induction  on  the  roof.  The  car-roofs  are  frequently  of 
metal — usually  painted  tin  plates,  sheet  zinc,  or  galvanised 
iron,  and  these  answer  admirably  as  inductive  receivers  ; but 
where  the  roofs  are  of  wood,  covered  with  painted  canvas,  an 
iron  or  brass  rod  or  tube,  Jin.  in  diameter,  is  carried  along 
under  the  eaves  throughout  the  length  of  the  train.  The 
metallic  roof  or  the  rod  is  connected  by  a wire  to  the  secondary 
of  an  induction  coil,  while  the  primary  of  the  coil  is  connected 
to  the  front  contact  of  the  double-pointed  key,  and  through 
that  with  the  battery.  Opposite  the  core  of  the  coil  is  the 
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“ buzzer,”  which  transmits  a series  of  impulses  to  the  line 
whenever  the  key  is  worked.  The  extra  contact,  which  is 
placed  on  the  upper  surface  of  the  front  contact  of  the  key, 
closes  the  secondary  circuit,  and  allows  the  charges  to  be  sent 
into  the  roof,  while,  when  the  key  is  on  the  back  contact,  the 
secondary  and  primary  coils  are  cut  out,  and  the  charge  from 
the  roof  then  passes  direct  to  the  key  and  through  the  telephone 
to  earth,  which,  as  a rule,  is  made  by  connecting  wires  from 
the  coil  and  the  telephone  to  one  of  the  axle-boxes.  The  coil 
and  the  key,  with  suitable  connections,  are  mounted  on  a 
board  which  is  large  enough  to  contain  a telegraph  form 
besides,  and  the  telephone  is  attached  by  flexible  connections, 
and  is,  when  in  use,  strapped  to  the  operator’s  head.  The 
battery  is  put  up  in  a case  with  a handle,  so  that  the  whole 
apparatus  can  be  carried  from  one  end  of  a train  to  the  other. 
The  arrangements  at  the  terminal  and  other  stations  on  the 
line,  so  far  as  induction  telegraphy  is  concerned,  are  practically 
identical  with  those  in  the  railway  coach ; but,  in  addition, 
they  have  a duplex  Morse  equipment,  by  which  ordinary 
messages  can  be  sent  by  the  dot-and-dash  system. 

Of  late  years  interesting  experiments  have  been  made  under 
the  direction  of  Mr.  W.  H.  Preece  in  carrying  on  telegraphic 
communication  across  considerable  distances  by  means  of 
induction  between  parallel  circuits. 

§ 4.  Induced  Currents  of  Higher  Orders. — In  1888  Henry 
made  a further  remarkable  discovery,  viz.,  that  secondary 
currents,  though  only  of  momentary  duration,  could  in  their 
turn  induce  other  induced  currents  in  neighbouring  conductors ; 
and  these  he  called  tertiary  and  currents  of  higher  orders. 

A primary  current  was  passed  through  coil  No.  1,  while 
coil  No.  2 was  placed  over  it  to  receive  the  secondary  current, 
and  the  ends  of  this  last  coil  joined  to  a third  coil.  No.  3. 
By  this  disposition  the  secondary  current  passed  through  No.  3, 
and  since  this  was  at  a distance  {see  Fig.  81),  and  beyond  the 
influence  of  the  primary,  its  separate  induction  could  be 
rendered  manifest  by  the  effects  on  helix  No.  1,  arranged 
as  a secondary  circuit  to  this  third  coil.  When  the  handles 
a h of  the  last  helix  d were  grasped  a powerful  shock  was 
received,  proving  the  induction  of  a tertiary  current  in  the  last 


220 


MUTUAL  AND  SELF  INDUCTION. 


coil.  By  a similar  more  extended  arrangement  of  inducing 
coils  (shown  in  Fig.  82)  shocks  were  received  from  currents 
of  a fourth  and  fifth  order;  and  with  a more  powerful 
primary  current  and  additional  coils  a still  greater  number 
of  successive  inductions  might  be  obtained.  Henry  thus 
established  by  decisive  experiments  that,  in  a properly  placed 
series  of  connected  coils,  a primary  current  could  give  birth 
to  secondary  currents,  and  these  last  to  tertiary  currents,  and 


so  on,  a whole  family  of  induced  currents  arising  from  the 
starting  or  stopping  of  the  primary  current. 

It  was  found  that  with  a small  battery  a shock  could  be 
given  from  the  current  of  the  third  order  to  25  persons 
joining  hands ; also  shocks  perceptible  in  the  arms  were 
obtained  from  a current  of  the  fifth  order. 


When  the  long  helix  is  placed  over  a secondary  current 
generated  in  a short  coil,  and  which  is  one  of  quantitij,  a 
tertiary  current  of  intensity  was  obtained  capable  of  producing 
shocks.  When  the  intensity  current  of  the  last  experiment 
was  passed  through  a second  helix,  and  another  flat  riband 
coil  placed  over  this  {see  Fig.  82a),  a quantity  current  was 
again  produced.  Therefore,  in  the  case  of  these  currents  of 
higher  orders  also  a (yiontity  current  could  he  induced  from 
one  of  intensity,  und  the  converse. 


MUTUAL  AND  SELF  INDUCTION. 


221 


The  arrangement  in  Fig.  82  shows  these  different  results 
produced  at  once.  The  induction  from  coil  No.  3 to  helix 
No.  1 produces  an  intensity  current,  and  from  helix  No.  2 to 
coil  No.  4 a quantity  current. 

The  next  stage  in  Henry’s  inquiry  had  reference  to  the 
direction  of  these  induced  currents.  Knowing  that  a current 
on  starting  in  a conductor  induces  an  inverse  or  oppositely- 
directed  induced  current  in  a neighbouring  secondary  circuit, 
and  a direct  or  like  directed  induced  current  on  stopping,  it 
was  clear  that  each  tertiary  current  must  consist,  in  its 
simplest  form,  of  two  oppositely  directed  currents  succeeding 
each  other  instantaneously  ; for  at  the  “make”  or  “break” 
of  the  primary  the  secondary  circuit  is  traversed  by  a brief 
secondary  current  in  “opposite”  or  “like”  direction.  We 
shall  speak  of  these  as  the  inverse  and  direct  secondary  currents 
produced  on  closing  or  opening  the  primary  circuit. 


Each  of  these  secondary  currents  rises  to  a maximum  and 
then  sinks  to  zero  again.  If  there  is  a tertiary  circuit  present, 
then  during  the  rise  of  the  secondary  current  to  its  maximum 
it  is  developing  an  inverse  tertiary  and  during  its  decrease  to 
zero  a direct  tertiary  current.  Since,  as  we  shall  see,  the 
duration  of  the  secondary  current  is  a very  small  fraction  of  a 
second,  these  two  component  tertiary  currents  must  succeed 
each  other  at  an  excessively  short  interval  of  time.  Physio- 
logically their  separate  effect  is,  so  to  speak,  united,  and 
they  make  themselves  felt  as  one  shock.  Henry  adopted 
the  method  of  employing  a magnetising  spiral  containing  a 
sewing  needle  as  a means  of  analysing  the  nature  of  these 
induced  currents  of  higher  order.  By  inserting  such  a 
spiral  in  the  circuit  of  the  successive  conductors  and  noting 
the  direction  of  the  magnetisation  of  the  steel  needle  he 
arrived  at  the  conclusion  that  there  exists  an  alternation  in 
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the  direction  of  the  currents  of  the  several  orders,  and 
that  the  directions  of  the  several  induced  currents  could 
he  expressed  by  saying  that  at  the  “ make  ” of  the  primary 
we  get  an  inverse  secondary,  a .direct  tertiary,  and  inverse 
quarternary  current,  and  so  on  ; or,  symbolically  : — 
Primary  current  started  stopped 

Secondary  ,,  inverse  — direct  — 

Tertiary  ,,  direct  + inverse  + 

Quarternary  inverse  — direct  — 

duC.  dc. 


The  use  of  a magnetising  spiral  as  a means  of  determining 
the  direction  of  an  induced  current  is,  however,  liable  to 
lead  to  serious  errors  in  drawing  conclusions  as  to  direction 
of  currents,  and  the  above  experiment  cannot  be  regarded 
as  an  exhaustive  examination  of  the  whole  phenomena  of 
induced  currents  of  higher  orders.  Before  entering  into  a 
more  detailed  discussion  of  the  exact  nature  of  the  effects 
which  here  present  themselves,  it  will  be  of  assistance  to 
gather  together  the  principal  observations  on  the  induction 
of  transient  electric  currents. 


§ 5.  Inductive  Effects  Produced  by  Transient  Electric  Cur- 
rents.— It  was  an  obvious  inference,  from  all  the  foregoing 
facts,  that  Leyden  jar  discharges,  or  the  transient  currents 
formed  by  discharging  charged  condensers,  should  in  like 
manner  he  able  to  give  rise  to  a family  of  mduced  currents  in 
suitably-placed  circuits.  Henry  thus  opened  up  a new  field  of 
research,  which  was  diligently  cultivated  by  Marianini,  Abria, 
Matteucci,  Reiss,  Verdet,  and  many  other  physicists.  Henry’s 
first  experiment  was  as  follows : A hollow  glass  cylinder  {see 
Fig.  83)  of  about  six  inches  in  diameter  was  prepared  with  a 
narrow  riband  of  tinfoil  about  thirty  feet  long  pasted  spirally 
around  the  outside,  and  a riband  of  the  same  length  pasted  on 
the  inside,  so  that  the  corresponding  spires  of  the  two  were 
directly  opposite  each  other.  The  ends  of  the  inner  spiral 
passed  out  of  the  cylinder  through  a glass  tube  to  prevent 
direct  communication  between  the  two  circuits.  When  the 
ends  of  the  inner  riband  were  joined  by  the  magnetising  spiral 
containing  a sewing  needle  and  a discharge  from  a half-gallon 
jar  sent  through  the  outer  riband,  the  needle  was  strongly 
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magnetised  in  such  a manner  as  to  indicate  an  induced  current 
through  the  inner  riband  in  the  same  direction  as  that  of  the 
current  of  the  jar.  If,  instead  of  using  the  magnetising  spiral, 
the  ends  of  the  inner  riband  were  brought  near  together,  a 
small  spark  was  detected  at  the  instant  of  sending  a jar  dis- 
charge through  the  outer  conductor.  Experiments  were  next 
made  in  reference  to  the  production  of  induced  currents  of 
different  orders  by  electric  discharges.  For  this  purpose  a 
series  of  glass  cylinders  with  tinfoil  spirals  pasted  on  them  was 
prepared  and  joined  up  so  that  the  inner  spiral  of  one  cylinder 
was  in  connection  with  the  outer  spiral  of  another.  When  a 
discharge  was  passed  through  the  outer  riband  of  the  first 
cylinder  it  produced  an  induced  secondary  discharge  circulating 
in  the  inner  spiral  of  the  first  and  the  outer  spiral  of  the  second 
cylinder.  This  in  turn  generated  a tertiary  current,  and  so 


Fig.  83. 


forth.  Each  of  these  discharges  was  a brief  wave  of  current, 
and  by  the  use  of  the  magnetising  spiral  in  each  circuit  an 
attempt  was  made  to  determine  the  direction  of  the  discharge. 
Here,  however,  an  anomaly  presented  itself.  By  the  use  of 
this  magnetising  spiral  it  appeared  that  the  induced  discharges 
were  all  in  the  same  direction.  Leyden  jar  discharges  were 
then  passed  through  the  first  member  of  the  series  of  coils  and 
helices  used  in  the  experiments  on  galvanic  currents,  and  here 
the  directions  of  the  induced  discharges  in  the  several  con- 
ductors were  found  to  alternate.  After  various  experiments 
Henry  considered  that  he  had  found  the  solution  of  this 
anomaly  in  the  different  distances  of  the  inducing  and  induc- 
tive circuits.  As  an  experiment  illustrating  this  he  gives  the 
following : — Two  narrow  strips  of  tinfoil  about  twelve  feet  long 
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were  stretched  parallel  to  each  other,  and  separated  by  thin 
plates  of  mica  to  the  distanc3  of  about  -^oth  of  an  inch.  When 
a discharge  from  a half-gallon  jar  was  passed  through  one  of 
these  an  induced  current  in  the  same  direction  was  obtained 
from  the  other.  When  the  ribands  were  separated  to  a distance 
of  about  ith  of  an  inch,  no  induced  current,  as  evidenced  by 
the  absence  of  effect  in  the  magnetising  spiral,  could  be 
obtained.  When  the  circuits  were  still  further  separated  the 
induced  current  reappeared,  but  in  the  opposite  direction  to  the 
primary  discharge.  The  distance  at  which  the  induced  dis- 
charge changes  direction  appears,  according  to  Henry,  to  be 
dependent  on  a number  of  circumstances,  such  as  the  capacity 
and  charge  of  the  jar  and  the  length  and  thickness  of  the 
wires. 

With  a battery  of  eight  half- gallon  jars  and  parallel  wires 
of  about  ten  feet  long  the  change  in  direction  did  not  take 
place  until  the  wires  were  separated  by  twelve  or  fifteen  inches. 
The  currents  of  all  the  higher  orders  were  found  to  change 
sign  with  a change  in  the  distance  between  the  inducing  and 
inductive  circuit. 

One  interesting  experiment  was  made  by  Henry  to  illustrate 
the  inductive  effect  of  jar  discharges  across  considerable  dis- 
tances. In  this  case  a primary  circuit  was  formed  consisting 
of  an  insulated  wire  eighty  feet  long.  Around  this,  and 
separated  from  it  by  a distance  of  about  twelve  feet,  was 
another  circuit  consisting  of  a wire  one  hundred  and  twenty 
feet  long.  When  the  discharge  from  thirty  large  Leyden  jars 
was  sent  through  the  primary  wire  an  induced  discharge  was 
obtained  in  the  other  sufficiently  strong  to  magnetise  ta 
saturation  a small  needle  placed  in  a magnetising  spiral 
interpolated  in  the  secondary  circuit.  We  may,  however, 
remark  here,  once  for  all,  that  all  these  experiments  directed 
to  determine  the  direction  of  induced  discharges  in  which  the 
magnetising  power  of  the  discharge  is  made  use  of  for  this 
purpose  are  difficult  to  interpret,  and  too  much  reliance  must 
not  be  placed  on  the  conclusions  thus  drawn.  Leaving  out  of 
account  for  the  moment  all  consideration  of  what  are  called 
electric  oscillations,  to  which  we  shall  allude  subsequently,  we 
may  say  that,  if  two  discharges  are  passed  through  a magnetis- 
ing spiral,  the  discharges  being  oppositely  directed  and  of  equal 
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quantitij  but  cWerent  durations,  the  resulting  direction  of 
magnetisation  will  be  dependent  upon  several  conflicting 
elements.  Speaking  generally,  the  intensity  of  magnetisation 
is  determined  by  the  relative  magnitude  of  the  maximum 
current  strength  during  the  discharge,  and  of  two  discharges 
having  equal  quantity  the  one  lasting  the  shortest  time  would 
rise  to  the  highest  current  strength  during  the  period  of  the 
discharge,  and  exercise  the  greatest  magnetising  force.  Even 
then  it  would  not  be  safe  to  draw  too  pronounced  a con- 
clusion from  the  direction  of  magnetisation  as  to  the  relative 
magnitudes  of  the  maxima  of  two  alternate  discharge  currents 
rapidly  succeeding  each  other,  for,  as  Abria  pointed  out  long 
ago,*  the  demagnetisation  of  a steel  needle  requires  a less 
magnetising  force  than  that  necessary  to  magnetise  it  in  the 
first  instance,  and  hence  the  final  results  are  complicated  by 
the  relative  order  of  imposition  as  well  as  the  relative  maximum 
magnitude  of  the  magnetising  discharge  currents.  One  fact 
which  has  to  be  borne  in  mind  in  attempting  to  interpret 
these  results  of  Henry  is  that  the  magnetising  current  whose 
direction  we  are  seeking  to  determine  acts  by  induction  also 
on  the  mass  of  the  needle  or  iron  in  the  testing  magnetising 
coil,  and  generates  in  its  mass  induced  currents  circulating 
round  its  surface.  Under  the  head  of  Magnetic  Scree^iing 
in  a later  section  we  shall  examine  the  circumstances  under 
which  such  currents  induced  in  a metallic  mass  shield  to  a 
greater  or  less  extent  conducting  circuits  lying  beyond  them 
from  inductive  effects.  Meanwhile  we  may  say  that  the 
effect  of  a very  sudden  discharge  in  one  direction  in  the 
magnetising  coil  is  to  induce  eddy  currents  in  the  surface 
of  the  needle  which  shield  the  inner  and  deeper  portions  of 
the  steel  from  the  magnetising  action,  and  the  resulting 
magnetisation  is  chiefly  superficial.  If,  however,  the  dis- 
charge is  prolonged  or  dragged  out  whilst  retaining  the  same 
electric  quantity,  the  shielding  action  will  not  be  so  pronounced, 
and  the  magnetisation  will  penetrate  deeper  down  into  the 
mass  of  the  steel.  Accordingly  two  equal  discharges,  i.e., 
discharges  of  equal  quantity,  may  produce  a greater  or  less 
magnetic  moment  in  the  steel,  according  as  the  duration 
of  the  same  is  greater  or  less,  a very  sudden  discharge 

* Abria,  Ann.  dc  Chcrn.  et  dc  Phys.,  [3]  Vol.  I.,  p.  429, 1844. 
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having  much  less  magnetic-moment-producing  power  than 
the  same  quantity  more  dragged  out.  We  may  in  general 
also  say  that  the  magnetising  power  of  a discharge  current  is 
determined  by  the  value  of  the  maximum  current  strength 
during  the  discharge,  and  hence  of  two  equal  quantity  dis- 
charges, the  one  which  lasts  the  shorter  time,  and  which  has, 
therefore,  the  greatest  maximum  value,  will,  if  the  discharges 
are  approximately  equal  in  duration,  produce  the  greatest 
magnetising  effect. 

The  tertiary  currents,  produced  by  ordinary  galvanic  currents, 
and  the  secondary  currents,  produced  by  Leyden  jar  discharges, 
consist,  as  we  have  seen,  in  their  simplest  form  of  a double 
discharge  or  flow,  one  part  inverse,  or  oppositely  directed  to  its 
inducing  parent  current,  and  the  succeeding  part  direct,  or 
similarly  directed,  the  two  component  currents  of  the  total 
discharge  having  equal  quantity  but  different  durations.  In 
general  the  first  portion,  or  the  inverse  current,  is  that  which 
has  the  greatest  maximum  value  and  the  shortest  duration,  the 
second  half,  or  the  direct  current,  being  more  dragged  out  in 
time ; and,  for  a reason  to  be  stated  further  on,  the  approxima- 
tion of  the  induced  and  inducing  circuits  exaggerates  this 
difference,  or  increases  the  maximum  value  of  the  inverse 
current  at  the  expense  of  its  duration.  The  explanation  which 
may  be  offered,  however,  of  the  phenomena  of  the  magnetisa- 
tion of  steel  by  tertiary  currents,  or  by  the  secondary  currents 
due  to  Leyden  jar  discharges,  is  as  follows  : — When  the  induced 
and  inducing  circuits  are  not  very  near  to  each  other,  and  when 
the  mducing  current  reaches  its  maximum  not  very  suddenly, 
the  two  induced  currents  are  not  very  different  in  duration,  but 
'the  first  or  inverse  current  has,  of  the  two,  a rather  greater 
maximum  and  less  duration.  It  follows  that  a magnetisa- 
tion is  produced  in  the  needle,  which,  on  the  whole,  is  in  the 
direction  produced  by  the  inverse  current,  and  the  inference 
from  the  direction  of  magnetisation  is  that  the  induced  and 
inducing  currents  are  in  the  opposite  direction.  If,  however, 
the  inducing  current  reaches  its  maximum  value  very  suddenly, 
iis  it  does  if  the  circuits  are  very  close,  then  the  first  half,  or 
the  inversed  induced  current,  is  so  brief  in  its  duration  that  the 
magnetisation  of  the  needle  due  to  it  is  very  superficial.  On 
the  other  hand,  the  magnetisation  due  to  the  rather  more  pro- 
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longed  direct  current  is  more  diffused  through  the  needle,  and 
the  resultant  magnetisation  found  on  testing  the  needle  is  that 
apparently  due  to  the  direct  current,  and  the  inference  from 
the  resulting  magnetism  of  the  needle  would  be  that  the 
induced  and  inducing  currents  are  in  the  same  direction.  By 
some  such  explanation  as  the  above  we  may  reconcile  these 
experimental  results  of  Henry  with  known  facts,  but  it  is 
evident,  since  the  resulting  magnetisation  of  the  needle  is  an 
effect  determined  by  the  relative  maximum  values  of  the  two 
portions  of  the  total  induced  current,  and  by  their  duration,  as 
well  as  by  their  order  of  superposition,  that  considerable  caution 
is  necessary  in  attempting  to  interpret  the  results  of  experi- 
ments made  with  a magnetising  helix.  Henry  was  followed 
in  the  same  field  of  investigation  by  Abria,  Marianini, 
Reiss,  and  Matteucci.  Matteucci  endeavoured  to  determine 
the  direction  of  the  induced  discharges  by  employing  a pro- 
cess founded  upon  the  experiment  of  the  pierced  card,  in 
which  the  hole  made  by  the  spark  on  a piece  of  paper  or  a card 
is  always  nearer  to  the  negative  electrode.  By  means  of  this 
process,  combined  with  the  employment  of  the  galvanometer, 
Matteucci  considered  that  the  inductive  discharges  are  deter- 
mined by  the  following  law ; — If  the  inducing  and  induced 
circuit  are  both  closed,  the  induced  discharge  is  in  the  opposite 
direction  to  the  inducing  discharge.  If,  however,  the  induced 
circuit  is  interrupted  at  any  point  so  that  there  is  a spark,  the 
induced  discharge  is  in  the  same  direction  as  the  inducing. 
Abandoning  these  methods  above  described,  M.  Verdet*  em- 
ployed another,  which  depends  upon  the  polarisatio7i  of  elec- 
trodes in  dilute  sulphuric  acid. 

From  more  recent  knowledge  we  may  state  the  facts  with 
regard  to  the  action  of  alternate  currents  upon  a dilute  sul- 
phuric acid  voltameter  as  follows!  : — 

If  a current  of  electricity  consisting  of  alternate  short  fluxes 
of  current  of  opposite  sign  is  passed  through  a voltameter  having 
platinum  electrodes,  and  if  these  electrodes  are  large,  there  is  no 
visible  decomposition,  but  if  the  electrodes  are  reduced  in  size 
below  a certain  limit  visible  decomposition  begins.  For  every 

* Yerdet,  Anv..  de  Chem.  et  de  Phys.,  [3]  Vol.  XXIX.,  p.  501,  1850. 

t See  a Paper  by  MM.  Maneuvrier  and  J.  Chappuis,  abstracted  in  The 
Electrician,  June  29,  1888,  Vol.  XXL,  p.  237. 
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current  there  is  a certain  size  of  electrode,  above  which  gas  is  not 
visibly  evolved,  and  for  every  given  size  of  electrode  there  is  a 
current  below  wdiich  gas  is  not  apparently  liberated.  When 
the  conditions  are  suitable  for  the  liberation  of  gas,  the  gases 
collected  at  both  electrodes  have  the  same  composition.  If  the 
quantities  of  electricity  passing  in  each  alternate  and  oppositely- 
directed  flux  are  equal,  then  the  electrodes  are  not  sensibly 
polarised.  If,  however,  the  quantities  are  not  equal,  then  there 
is,  on  the  whole,  a greater  flow  of  current  in  one  direction  than 
in  the  other,  and  the  electrodes  exhibit  the  state  known  as 
polarisation,  and  yield  a reverse  current  when  connected  with 
the  galvanometer.  Verdet,  in  his  experiments,  made  use  of 
flat  spirals,  the  wires  of  which  were  insulated  from  each  other 
with  great  care  by  silk  and  a layer  of  gum-lac  varnish.  The 
primary  spiral  was  made  of  copper  wire  §ths  of  an  inch  in  dia- 
meter and  92  feet  in  length,  forming  24  spirals.  The  secondary 
circuit  consisted  of  three  spirals  of  wire  of  i^oh  in  dia- 
meter and  157  feet  in  length,  making  95  turns.  The  inducing 
discharge  was  supplied  from  a Leyden  jar  battery  of  nine  large 
jars.  The  induced  discharge  was  sent  through  a voltameter 
having  small  platinum  electrodes,  and  which  could  be  connected 
with  a delicate  galvanometer  for  detecting  polarisation  of  the-  . 
electrodes  immediately  after  the  discharge.  Verdet’s  experi- 
ments led  him  to  recognise  that  when  the  induced  circuit  is 
continuous,  and  not  interrupted  anywhere  except  by  the 
insertion  of  the  voltameter,  no  traces  of  polarisation  are 
obtained  except  by  very  powerful  discharges.  This  indicates 
that  the  induced  discharge  consists  of  a double  current  of  two 
oppositely- directed  and  equal  quantities  of  electricity.  In  the 
case  of  very  powerful  discharges  there  was  a slight  galvano- 
metric  deflection,  indicating  a preponderating  secondary  dis- 
charge in  the  mme  direction  as  the  primary.  If  the  induced 
or  secondary  circuit  is  interrupted  at  one  point,  so  that  the- 
discharge  has  to  pass  as  a spark  at  that  place,  then  very  per- 
ceptible polarisation  of  the  electrodes  presents  itself,  and  the 
direction  of  this  is  such  as  to  indicate  a predominant  induced 
current  passing  in  the  same  direction  as  the  primary. 

To  sum  up.  It  follows  from  all  the  numerous  researches  on 
induced  discharges  that  this  is  a very  complex  phenomenon, 
and  is  influenced  by  a large  number  of  conditional  circum- 
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stances,  and  also  by  the  very  mode  employed  for  determining 
it.  It  may  be,  however,  taken  as  proved  that  an  induced  dis- 
charge, produced  either  as  a secondary  discharge  by  a transi- 
tory primary,  such  as  the  discharge  from  a Leyden  jar,  or  a 
tertiary  current  produced  by  induction  by  a secondary  current 
of  very  brief  duration,  is,  in  its  simplest  form,  a wave  of  electric 
current,  consisting  of  two  short  fluxes  or  currents  in  opposite 
directions,  and  succeeding  each  other  immediately.  This 
Poggendorff*  holds  to  be  shown  by  the  action  of  such  tertiary 
or  higher  order  currents  on  a galvanometer.  If  these  currents 
are  led  through  a galvanometer  of  which  the  arrangement  is 
such  that  the  magnetic  axis  of  the  needle  is  accurately  at  right 
angles  to  the  direction  of  the  magnetic  axis  of  the  coil,  then 
no  deflection  of  the  needle  is  observed,  or  at  most  a very  slight 
one.  If,  however,  the  needle  makes  an  angle  with  the  ^flane 
of  the  coils,  then  these  induction  currents  cause  a deviation  of 
the  needle.  This  effect  [die  doppelsinnige  Ahlenkuug)  arises 
from  the  fact  that  the  magnetism  of  the  needle  is  not  rigid, 
and  that  the  alternate  twisting  couples  to  which  the  needle  is 
subjected  are  not  equal,  by  reason  of  the  fact  that  one  of  the 
' halves  of  the  complete  induced  current — say  the  direcb  half — 
increases  the  magnetic  moment  of  the  needle,  and  hence 
increases  slightly  the  deflecting  couple  in  the  direction  tending 
to  increase  the  deviation  of  the  needle ; the  other  half — say 
the  inverse  part  of  the  induced  current — tends  to  reduce  the 
moment  of  the  needle,  and  hence  to  subject  it  to  a smaller 
reverse  couple.  Hence  it  follows  that,  if  discharges  of  equal 
quantity  and  opposite  sign  succeed  each  other  through  a 
galvanometer  when  the  needle  is  accurately  in  the  plane  of  the 
coils,  little  or  no  deviation  is  observed;  but  if  the  coils. are 
turned  so  that  the  needle  makes  an  angle  with  them,  then 
these  alternate  currents  will  affect  the  needle  and  increase  the 
angle  of  deflection. 

This  behaviour  towards  a galvanometer,  and  the  action  on  a 
voltameter  of  liberating  mixed  gases  of  equal  composition  at 
each  pole,  prove  that  each  induced  current  of  the  third  and 
higher  orders  consists  of  two  oppositely- directed  discharges, 
produced  by  the  operation  of  two  successive  electromotive 
impulses  of  opposite  sign  and  very  brief  duration  acting  upon 

* Poggendorff,  Porjrj.  Ann,,  Jjd.  XLV.,  1838,  p.  353. 
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the  circuit.  The  quantities  of  these  discharges  are  equal ; but> 
the  durations  are  different,  and  hence  the  maximum  value  of 
the  current  strength  during  the  opposite  discharges  may  be 
very  different. 

This  may  be  illustrated  graphically  thus  : — 

Let  the  curve  a P Q c (Fig.  84)  be  a current  curve  represent- 
ing two  waves  of  current  of  opposite  sign  succeeding  each 
other.  Let  the  horizontal  line  « c be  a time  line,  and  vertical 
ordinates  represent  instantaneous  current  strengths.  Then  the 
shaded  areas  will  represent  the  quantity  in  each  discharge. 
Let  these  shaded  areas  be  equal,  then  the  diagram  represents 
two  discharges  of  equal  quantity  succeeding  each  other  in 
opposite  directions,  but  having  different  maximum  current 


Q 
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strengths  I and  lb  The  duration  of  the  first  discharge  is 
represented  by  a h,  and  that  of  the  second  by  h c.  This  diagram 
represents  the  conditions  in  the  simplest  case  of  tertiary 
current.  If  the  instantaneous  value  of  the  current  at  any 
time  is  called  i,  then  the  whole  quantity  of  the  discharge  will 

be  represented  by  the  shaded  area  and  by  the  integral  ji  d t 
betw^een  proper  limits. 

We  may  classify  the  effects  of  induced  discharges  or  currents 
in  the  following  way  : — 

(1)  Those  effects  dependent  upon  jidt,  or  upon  the  whole 

quantity  of  the  discharge.  These  are  the  yalvanometric  and 
the  electro -chemical  effects.  If  a discharge  is  passed  through  a 
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galvanometer,  the  duration  of  which  is  very  small  compared 
with  the  time  of  free  oscillation  of  the  needle,  the  galvanometer 
needle  experiences  a ‘‘throw”  such  that  the  sine  of  half  the 
angle  of  deflection  is  proportional  to  the  wdiole  quantity  of  the 
discharge.  Also  in  a voltameter,  by  Faraday’s  law,  the  whole 
quantity  of  the  electrolyte  broken  up  is  proportional  to  the 
quantity  of  electricity  which  has  passed  through  it. 

(2)  Those  efiects  dependent  upon J Udt,  or  upon  the  average 

of  the  square  of  the  strength  of  the  current  at  every  instant 
during  the  discharge.  These  are  the  lieatimi  and  the  electro- 
dynamic  effects.  By  Joule’s  law,  at  every  instant  the  rate  of 
dissipation  of  energy  is  proportional  to  the  square  of  the  current 
strength,  and  hence  the  whole  heat  generated  by  the  discharge 
is  proportional  to  the  integral  above.  Similarly,  if  the  dis- 
charge passes  through  a circuit,  part  of  which  is  movable  and 
can  react  upon  a fixed  part,  so  that  attraction  or  repulsion  may 
take  place  between  them,  the  force  is  dependent  at  any  instant 
on  the  square  of  the  current  strength,  and  hence  the  whole 
effect  or  average  force  upon  the  same  integral. 

(3)  We  have,  lastly,  effects  dependent  chiefly  upon  the 
maximum  ordinate  I,  or  upon  the  rate  of  change  of  the  cur- 
rent— that  is,  upon  the  steepness  of  the  slope  of  the  current 
curve.  These  are  the  jAujsiulo/jical,  telephonic,  luminous,  and 
magnetic  effects. 

The  physiological  effect  of  a discharge  in  giving  a shock 
appears  to  depend  in  great  part  upon  the  suddenness  with 
which  the  maximum  current  strength  is  reached.  Of  two  dis- 
charges which  reached  equal  maxima,  that  which  arrived  at  it 
in  the  shortest  time  would  be  the  most  effective  in  producing 
shocks.  The  value  of  the  maximum  current  strength  is  also 
important.  Two  induced  currents  of  equal  quantity  but  different 
durations  cause  a greater  shock  in  proportion  to  their  lesser 
duration.  The  telephone  in  this  respect  resembles  the  animal 
body.  It  is  affected  more  by  the  rate  of  change  of  the  current 
strength  than  by  the  absolute  current  strength  at  any  instant. 

The  magnetic  effect  depends,  as  has  been  shown  by  Lord 
Rayleigh,*  upon  the  maximum  current  strength  during  the 

* See  Phil.  Mag.,  Ser.  4,  Vol.  XXXVIII.,  1869,  p.  8 : The  Hon.  J.  W 
Strutt  (Lord  Eayleigh),  “ On  some  Electromagnetic  rhenomena.”  Also 
Phil.  Mag.,  Ser.  4,  Vol.  XXXIX.,  1870,  p.  431. 
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discharge,  or  upon  the  initial  current  strengt^i,  in  those  cases 
in  which  the  current  dies  gradually  away.  In  the  two  Papers 
referred  to  below  it  is  shown  by  direct  experiment  that,  since 
the  time  required  for  the  permanent  magnetisation  of  steel  is 
small  compared  with  the  duration  of  induced  currents  generally, 
the  amount  of  acquired  magnetism  depends  essentially  on  the 
initial  or  maximum  current  strength  during  a transitory 
current,  without  regard  to  the  time  for  which  it  lasts.  It  is, 
then,  not  difficult  to  understand  that  the  effort  to  settle  by 
experiment  with  a magnetising  coil  the  direction  of  induced 
discharges  may  lead  to  very  conflicting  results,  and,  in  any 
case,  it  is  hardly  competent  to  do  more  than  indicate  the 
direction  in  which  the  maximum  current  flow  takes  place 
during  the  discharge. 

The  sjmrk  effects  are  also  included  in  this  category.  The 
air  or  other  dielectric  is  broken  down  when  the  difference  of 
potentials  between  the  two  discharging  points  reaches  a 
certain  magnitude,  and  in  the  case  of  a varying  electric 
pressure  the  question  whether  a spark  will  pass  or  not  is 
evidently  determined  by  the  maximum  magnitude  of  that 
quantity.* 

It  is  evi  lent  from  the  above  considerations  that  the  complete 
analysis  of  the  effects  and  phenomena  of  induced  currents  of 
the  higher  orders,  and  of  those  of  secondary  currents  due  to 
discharges  from  condensers,  requires  a knowledge  of  the  form 
of  the  current  curve  in  each  case.  We  proceed  to  consider  the 
problem  of  the  theory  of  induced  currents  in  some  of  its  simpler 
aspects. 

§ 6.  Elementary  Theory  of  the  Mutual  Induction  of  Two 
Circuits. — Aiming  rather  at  the  elucidation  of  principles  than 
very  copious  treatment,  we  shall  consider  in  the  next  place  the 
problem  of  the  mutual  induction  of  two  circuits  in  its  simplest 
form.  Let  there  be  two  bobbins  of  ware  in  suitable  positions 
for  producing  mutual  induction  and  without  iron  cores.  Let 
the  constant  inductance  of  the  first  or  primary  coil  be  denoted 
by  L and  its  resistance  K,  and  the  similar  quantities  for  the 


See  Bertin,  “Notes  on  Electrodynamic  Induction,”  Ann.  de  Chimie, 
4tli  Ser.,  Vol.  XXI [.,  April,  1871,  p.  d86. 
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second  or  secondary  coil  be  N and  S,  and  let  M be  the  co- 
efficient of  mutual  induction.* 

Let  there  be  a source  of  constant  electromotive  force,  E, 
which  can  be  applied  or  withdrawn  from  the  primary  circuit. 
We  shall  denote  by  x the  strength  of  the  current  in  the 
primary  at  any  time  t after  closing  the  primary  circuit  by 
applying  the  battery  to  it.  Also  we  shall  denote  by  y the 
current  in  the  secondary  circuit  at  any  time  reckoned  from 
the  same  zero. 

If,  then,  at  any  instant  the  currents  are  x and  y,  the  follow- 
ing state  of  things  exists  in  the  circuits. 

The  electromotive  force  E is  the  impressed  force  on  the 
primary  circuit. 

That  part  of  the  impressed  electromotive  force  producing 
the  current  x is  Eo;.  That  part  employed  in  overcoming  the 

counter-electromotive  force  of  self-induction  is  L — , and  the 

dt 

counter- electromotive  force  of  mutual  induction  due  to  the 
current  y at  that  instant  in  the  secondary  circuit  is  - M 

dt 

Hence  the  relation  which  at  any  instant  holds  good  between 
these  quantities  is 

L!if+Mi-?+E®=E. 

dt  dt 


The  above  equation  is  an  expression  of  the  fact  that  the 
external  impressed  electromotive  force  at  any  instant  is  equal 
to  the  internal  electromotive  forces  and  the  effective  electro- 
motive force  driving  the  current. 

Similarly,  for  the  secondary  circuit  we  have  an  induced 
electromotive  force  due  to  the  induction  of  the  primary  on 

the  secondary  equal  to  M — and  a counter-electromotive  force 
d t 


of  self-induction  N 


Hence 


dy 

d t 

N^|+m!^+S2/: 

dt  dt 


since  there  is  no  external  impressed  electromotive  force.  The 
complete  solution  of  the  problem  of  finding  the  currents  x 

* Continental  writers  often  call  L and  IST  the  potentials  of  the  bobbins 
on  themselves,  and  M the  potential  of  one  bobbin  on  the  other. 
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and  y at  any  instant  is  obtained  by  the  solution  of  these 
simultaneous  differential  equations — 

L — + m1|'+R®  = E, 

dt  dt 

N^+m1®+S2/  = 0. 

dt  dt 

As  our  object  is  to  illustrate  principles  rather  than  mathe- 
matical methods,  we  shall  simplify  the  problem  by  supposing 
that  the  two  circuits  are  similar  in  every  respect.  This  makes 
R = S and  L = N,  and  the  equations  become 

L!^’+M!^+R5:  = E,  ....  (83) 
dt  dt 

Ll?^+M4^+Ry  = 0 (84) 

dt  d t 

Bearing  in  mind  that  the  inductance  L is,  in  ordinary 
parlance,  the  “number  of  lines  of  force”  which  are  linked 
with  the  primary  circuit  when  unit  current  flows  in  its  own 
circuit,  and  that  M signifies  the  number  of  lines  of  force  which 
are  common  to  both,  or  linked  in  with  both  circuits,  when 
unit  current  flows  in  each,  we  see  that  M can  never  be  greater 
than  L,  but  that  under  all  circumstances  we  must  have 

M <or  = L, 

also  M < or  = N ; 

hence  < or  = L N , 

or  LN  — always  a positive  quantity,  and  the  maximum- 
value  which  the  co-efficient  of  mutual  inductance  M can  have 
is  Jli  N,  or  the  square  root  of  the  product  of  the  self-induc- 
tances of  the  separate  circuits. 

In  order  to  separate  the  differentials  in  (83)  and  (84)  we 
differentiate  each  equation  with  respect  to  ^,  and  obtain — 

L'i!^+M^'  + R''-5  = 0,  . . . (85) 

d C d L dt  . ^ ’ 

L'£"+M'i!f+R^^  = 0.  . . 

d C d e d t 
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Multiply  (85)  by  L,  (86)  by  - M,  and  (83)  by  E,  and  then 
adding  the  three  equations  together  we  obtain — 

(P  X 2IjB,  d X E^  _ EE 
J¥*U-  iP  rff  L’-  - ftp  * “ L"  - M"’  ■ ' ^ 


and  a similar  elimination  gives  us 


d:^y  2LE 


<h^ 


(88) 


dC  IT  — d t L‘^  - ]\I“ ' 

We  have  now  separated  the  differentials  in  x and  y,  and  the 
solution  of  these  equations  depends,  as  is  well  known,*  upon 
the  solution  of  an  auxiliary  quadratic  equation — 

, . 2 E L E^ 


m + 


= 0, 


the  solution  of  which  is — 


m = 


L + M’“^  L-M' 


Hence  the  general  solution  of  (83)  and  (84)  is — 

_ E 

x = Ae 

Rt  Rt 

and  y = (90) 

where  A,  B,  A',  B'  are  constants  of  integration  to  be  determined 
from  the  circumstances  of  the  flow.  To  do  this,  however,  a 
preliminary  discussion  is  necessary.  Let  us  suppose  that  the 
primary  current  is  fully  established,  and  has  a steady  value  I, 
and  hence  that  M I lines  of  induction  penetrate  through  the 
secondary  circuit.  This  quantity  is  then  the  electromagnetic 
momentum  of  the  secondary  circuit,  because  when  the  current 
in  the  primary  is  steady  there  is  no  current  in  the  secondary 
circuit. 

Let  us  now  suppose  that  the  primary  circuit  is  broken,  and 
that  the  circumstances  of  the  “ break  ” are  such  that  all  these 
MI  lines  of  induction  are  removed  at  a uniform  rate  in  a 
small  time  8 1 from  the  secondary  circuit. 

During  this  time  5 1 an  electromotive  force  will  operate  upon 

MI 

the  secondary  circuit  equal  in  magnitude  to  - or  to  the  rate 
of  decrease  of  the  included  lines  of  force.  We  have  seen  in 


See  Boole’s  “ Differential  E(iuatioas,”  p.  192,  2ad  Edition. 
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Cliap.  III.  that  when  an  electromotive  force  E acts  on  a circuit 
of  inductance  L and  resistance  R that  the  current  i at  any  time 
after  the  commencement  of  the  application  of  the  electro- 
motive force  is  given  by  the  equation 

E 

i = ^{l-e  ^ ). 


In  the  case  considered  the  inductance  and  resistance  of 
the  secondary  circuit  are  L and  R,  and  the  impressed  electro- 

MI 

motive  force  applied  during  a time  3 t is  Hence,  at  the 

end  of  the  interval  of  time  8 1,  the  value  of  the  secondary 
current  is  given  by  the  equation 


i = 


MI 

StE 


This  gives  us  the  value  of  the  inverse  induced  current  at 
the  instant  of  breaking  the  primary.  Expand  the  above 
expression  by  the  exponential  theorem,  and  it  becomes 


i M MR(U  ILWSe 


At  the  instant  when  the  removal  of  lines  of  force  or  the  ces- 
sation of  the  induction  through  the  secondary  takes  place  the 
impressed  electromotive  force  ceases  and  the  secondary  current 
begins  to  die  away.  If  we  suppose  the  “break”  of  the  primary 
to  be  very  sudden,  8 1 becomes  practically  zero,  and  we  have 


that  is  to  say,  the  secondary  current  starts  with  a value  equal 

to  — of  that  of  the  steady  primary. 

E 

The  state  of  things  in  the  secondary  circuit  immediately 
after  the  break  of  the  primary  is,  then,  this  : The  electromotive 
impulse  due  to  stoppage  of  the  primary  has  generated  a current 
M 

of  initial  value  — I in  the  secondary,  but  there  is  no  impressed 

L 

electromotive  force  in  the  secondary  circuit.  If  at  any  instant 
after  the  break  the  current  in  the  secondary  circuit  is  f,  the 
law  of  decay  of  this  current  is  expressed  by  the  equation 

T I i 
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The  solution  of  this  is 


i = Ce  ^ 

and  the  constant  C is ’found  from  the  condition  that  when 

i = 0 ^ = — I.  Hence  we  have 

L 


M 


■U 


(91) 


This  gives  us  the  value  of  the  direct  or  ‘‘  break  ” induced 
current  in  the  secondary  at  any  instant  after  the  break  of  the 
primary.  Graphically,  this  may  be  represented  b}^  a curve, 
such  as  that  in  Fig.  85.  During  the  time  0 T in  which  the 
primary  is  being  broken  the  induced  electromotive  force  is 


Fig.  85. 

creating  an  induced  current,  the  rising  strength  of  which  is 
represented  by  the  rise  0 P.  The  time  occupied  by  the  break 
8 « is  0 T.  As  0 T is  diminished  in  value,  the  magnitude  of 

M 

the  maximum  ordinate  P T approximates  to  —I,  and  this  is 

L 

the  initial  value  of  the  inverse  secondary  current  when  the 
break  is  very  sudden.  After  the  break  the  current  decays 
away  along  a path  represented  by  P Q,  and  becomes  zero  only 
after  an  infinite  time. 

The  whole  quantity  of  the  induced  current  is  obtained  by 
integrating  equation  (91)  with  respect  to  the  time  from  zero  to 
infinity,  thus : 
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We  see,  then,  that  both  the  maximum  value  and  whole 
quantity  of  the  direct  secondary  current  are  proportional  to 
the  coefficient  of  mutual  induction  and  to  the  strength  of 
the  primary  current,  and,  moreover,  that  the  whole  quantity  of 
electricity  set  in  motion  in  a secondary  circuit  of  total  resis- 
tance R by  suddenly  removing  from  it  M I lines  of  force  is 
equal  to  the  quotient  of  number  of  lines  removed  by  the  total 
resistance  of  the  secondary  circuit. 

If  the  induced  current  is  sent  through  a galvanometer  the 

indications  are  proportional  to  the  magnitude  of  If,  how- 

R 

ever,  the  induced  current  is  employed  to  magnetise  steel 
needles,  the  magnetisation  acquired  is  dependent  upon  the 
M I 

magnitude  of  — and  is  therefore  greater  in  proportion  as 
L 

the  coefficient  of  self-induction  of  the  secondary  circuit  is  less. 
Lord  Rayleigh  has  pointed  this  out,*  and  shown  by  experi- 
ment that,  within  certain  limits,  the  magnetising  effect  of  the 
break-induced  current  on  steel  needles  is  greater  the  smaller 
the  number  of  turns  of  which  the  secondary  consists,  the 
opposite  being,  of  course,  true  of  the  galvanometer.  The 
galvanometer  takes  account  of  the  total  quantity  of  the  induced 
current ; whilst  the  magnetising  power  depends  mainly  on  the 
magnitude  of  the  current  at  the  first  moment  of  its  formation, 
without  regard  to  the  time  which  it  takes  to  subside. 

Returning  to  the  equations  (89)  and  (90),  we  can  now  find 
the  constants  of  integration,  counting  the  time  from  the  instant 
of  ‘‘  make  ” of  the  primary.  It  is  obvious  that  when  t = 0,y  = 0 
and  X = 0,  and  that  the  whole  quantity  of  the  make -induced 

current,  or  I ij  d t,  must  be  equal  to  the  whole  quantity  of  the 

MI 


break-induced  current,  which  we  have  seen  is  equal  to 
In  (90)  put  t = 0,  ?/  = 0 ; we  get 

A'-fB'  = 0,  or  B'=— A'. 


R 


Hence, 


and 


y 


L,+M  — e 


2 A' 


_ -LL\ 
L — M I 

M 


Phil.  Mag.,  Ser.  4,  Vol.  XXXIX.,  1870,  p.  429. 
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Hence  the  whole  quantity  of  the  “make  ’’-induced  current  is 
— and  this  must  be  equal  to  which  is  the  whole 

quantity  of  the  “ break  ” current.  Hence  A'  = - I. 

2 

Therefore  we  get  for  the  instantaneous  strength  of  the 
“ make  ” secondary  current 

j / R4  nt 


y=-\ 


L + M— L-M 


(92) 


Again,  in  (89)  put  t--=0,  x-=0, 
and  we  get  A + B + 1 = 0, 

or  B = - (I  -f  A) 

and  by  substitution  in  (89) 


R _ R 

x = ke  l+m_(A  + I)6> 


From  this  equation  we  can  find  the  value  of  A by  substitut- 
ing the  value  of  -^derived  from  equation  (92),and-^'  derived 

(I  i til  t 

from  the  above  in  the  original  differential  equation  (83),  and  we 


find  A = 


Hence  we  arrive  at  the  equation  for  the  value 


of  the  primary  current  at  any  instant,  and  it  is 


I / R< 

‘ e L + 


_IU  \ 


(98) 


This  gives  the  law  according  to  which  the  primary  current 
grows  up  in  its  circuit.  If  M = 0,  that  is,  if  there  is  no  secon- 
dary circuit ; then 

x=l  U-e  j, 

which  is  the  ordinary  law  of  current  growth.  If  M = L,  which 
is  the  greatest  possible  value  of  M,  then 

Hence  it  is  obvious  that  the  presence  of  the  secondary  circuit 
hastens  the  rise  of  the  primary  current  and  operates  on  it  to 
reduce  its  inductance. 

On  making  the  primary  we  get  a “ make  ” or  inverse 
secondary  current  according  to  the  law  of  growth  expressed  by 
the  equation 

I / _ 1’ ^ \ 

l-mJ, 
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and  we  see  that  under  the  circumstances  assumed  the  “ make 
secondary  starts  from  an  initial  value  zero,  rises  up  to  a maxi- 
mum, and  then  decays  away  again.  To  find  the  time  of  reach- 
ing maximum,  equate  ^ to  zero,  and  we  find 


2RM 


and  this  function  increases  as  M decreases.  So  that  the  more 
nearly  M is  equal  to  L the  sooner  does  the  secondary  reach 
its  maximum.  It  is  not  difficult  to  show  that  when  M = L the 

above  value  for  £'  becomes  zero,  and  when  M = 0 


Curves  representing  roughly  the  current  value  of  the  make-induced  current  for 
different  and  increasing  values  of  M. 


If,  then,  we  trace  a series  of  curves  (Fig.  86)  representing 
the  values  of  or  the  make-induced  current  at  each  instant 

for  various  and  increasing  values  of  as  the  coils  are  moved 


further  apart,  we  find  a series  of  curves  with  decreasing  maxima, 
but  the  maxima  happening  later  as  M decreases. 

Lastly,  on  breaking  the  primary  current  we  have  a break- 
induced  current  in  the  same  direction  as  the  primary,  which  at 
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any  instant  after  the  “ break”  is  decaying  away  according  to 
the  law 


z 


If  the  break  was  absolutely  instantaneous,  the  induced  current 

would  start  with  a finite  value  equal  to  of  that  of  the  primary, 

Li 


but  as  no  form  of  break  entirely  eliminates  sparking,  the  rise  of 
the  direct  secondary  current  is  a gradual  one.  Also  we  have 
another  element  of  disturbance  which  enters  into  the  case. 
The  self-induction  of  the  primary  creates  direct  electromotive 
force  in  its  own  circuit  at  the  instant  when  the  induction 
through  the  primary  due  to  its  own  current  vanishes.  When 
the  primary  is  broken  either  at  a mercury  cup  or  at  a platinum 
point  the  fusion  and  volatilisation  of  metal  which  takes  place 
keeps  open  for  a little  time  a conductive  path  through  which 
flows  the  extra  current  due  to  the  self-induction  of  the  primary. 
As  will  be  explained  later,  the  decay  of  the  current  on  breaking 
a circuit  may  often  be  by  a series  of  oscillations  or  diminishing 
periodic  currents. 

This  direct  extra  current  in  the  primary  will  have  its  effect 
in  introducing  a very  short  inverse-induced  current,  which 
will  precede  the  main  direct-induced  current  due  to  the  decay 
of  the  primary  current.  In  any  event  it  will  introduce  an 
electrical  oscillation  tending  to  render  the  growth  of  the  direct 
secondary  current  a gradual  matter.  It  is  an  interesting  case 
to  examine  the  relative  maximum  values  and  duration  of  the 
two  induced  currents  under  an  assumption  very  nearly  realised 
when  the  primary  and  secondary  are  wound  together  on  the 
same  bobbin,  viz.,  when  M = L.  In  this  case  the  values  of  tj 
and  become 


1 

y = ^e  aL 

2 


z = \e  L * 


The  maximum  of  the  direct  currents  (“break”)  is  I,  and 

that  of  the  inverse  (or  “make”)  is  If  we  wish  to  know  at 

A 

the  end  of  what  times  t and  t'  the  strengths  of  the  two  induced 

currents  n and  are  reduced  to  — of  that  of  the  primary  we 

in 
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obtain  by  substitution  of  ~ for  y and  in  the  two  above  equa- 
m 

tions  the  following  : — 

1 _ R « 

_ = <>  l'  for  the  direct-induced  current, 

m, 


and 

and  therefore 


1 1 -hi' 

— 2L  for  the  inverse-induced  current, 
m 2 


We  see  that  t'  is  always  greater  than  and  that,  in  propor- 
tion as  increases,  t'  tends  towards  a limit  2 t,  or  the  inverse 
current  has  a duration  about  double  that  of  the  direct  secondary. 
We  shall  now  see  how  this  theory  is  confirmed  by  experiment. 


§ 7.  Comparison  of  Theory  and  Experiment. — Masson  and 
Breguet  carried  out  a series  of  experimental  researches  on  induced 
currents  which  illustrate  and  confirm  the  foregoing  theory. 
The  principal  part  of  their  apparatus  was  a commutator  keyed 
on  a revolving  shaft,  which  enabled  them  to  separate  the 
direct  and  inverse-induced  currents.  Two  brass  wheels  were 
keyed  on  one  shaft,  but  insulated  from  it,  and  the  wheels 
had  depressions  cut  in  their  periphery  which  were  filled  up 
with  ivory.  These  wheels  could  be  shifted  relatively  to 
each  other,  and  were  insulated  from  each  other  and  from 
the  shaft  {see  Fig.  87).  Two  springs  pressed  against  the  edge 
of  the  wheels,  and  two  against  the  hub  of  the  wheel.  The 
whole  arrangement  served  as  a means  to  break  and  make  one 
circuit,  and  at  the  same  time  to  control  a second  circuit  so  that 
it  Avas  broken  at  the  time  Avhen  the  first  Avas  made,  and  made 
at  the  time  Avhen  the  first  Avas  broken,  or  vice  versa.  One  of 
these  Avheels  Avas  inserted  in  the  circuit  of  a primary  coil  and 
battery,  and  the  other  in  the  circuit  of  a secondary  coil  and 
galvanometer.  On  rotating  the  Avheel  at  a certain  fixed  speed 
the  series  of  ‘‘break”  and  “ make ’’-induced  currents  are 
separated  out ; all  one  set  are  stopped  out  and  all  the  other 
are  sent  through  the  galvanometer.  In  this  AA^ay  it  Avas  shoAvn 
that  the  quantities  of  the  induced  currents  Avere  equal,  but 
very  difierent  in  maximum  maguitude,  and  hence  in  duration, 
the  break-induced  currents  being  greatly  superior  in  making 
sparks. 


MUTUAL  AND  SELF  INDUCTION. 


243 


Lenz*  wound  a spiral  of  wire  on  the  soft  iron  armature  of  a 
magnet  and  connected  the  ends  of  the  wire  to  a ballistic  gal- 
vanometer. He  detached  the  armature  suddenly,  and  observed 
the  throw  of  the  galvanometer.  If  6 denotes  the  angle  of 
deflection  and  x the  number  of  windings,  he  found  that  the 
1 6 

product  — sin  - was  a constant  quantity,  which  shows  that, 

X 2 

cceteris  imrihus,  the  quantity  of  electricity  set  in  motion  was  in 
proportion  to  the  number  of  lines  of  induction  withdrawn 
from  the  circuit.  He  also  established  experimentally,  in  con- 
firmation of  Faraday,  that  the  electromotive  force  of  induction 
was  independent  of  the  width,  thickness  or  material  of  the 


Fig.  87. 


wire  windings,!  and  by  other  experimentalists  also  the  fact 
has  been  established  that  the  electromotive  force  is  indepen- 
dent of  everything  except  the  form  of  the  conductor  and  the 
nature  of  the  change  it  experiences  in  relation  to  the  magnetic 
induction  through  it.  Felicia  carried  out  an  extensive  series 
of  experiments  on  induction,  using  a form  of  induction 
balance. 


* Lenz,  Pof/f/endorff’s  Annalen,  Bd.  XXXI.,  1835,  p.  385. 

\ See  Faraday,  “Exp.  llesearches,”  Ser.  II.,  § 193,  et  seq. ; also  for 
Electrolytic  Circuits,  see  L.  Hermann,  Pogrj,  Ann.,  1871,  p.  586. 

X Felici,  Nuovo  Cimento,  Vol.  IX.,  1859,  p.  345,  also  Ann.  de  Chimic  [3], 
Vol.  XXXIV.,  1852,  p.  64. 
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In  this  apparatus  a.  secondary  circuit,  consisting  of  two  coils, 
is  arranged  in  series  with  a galvanometer.  These  coils  are  so 
far  apart  as  not  to  influence  one  another.  In  contiguity  to 
each  secondary  coil  is  a primary  coil,  and  the  primaries  are 
wound  in  opposite  directions.  The  primaries  are  in  circuit 
with  a battery  and  a key.  The  circuits  can  be  so  arranged,  by 
adjusting  the  distances  of  the  coils,  that  the  induction  of  the 
primaries  on  their  respective  secondaries  balance  each  other, 
and  the  galvanometer  indicates  no  current,  however  strong  may 
be  the  primary  current.  If  three  pairs  of  coils  (see  Fig.  88)  are 
thus  taken  and  balanced,  two  and  two,  so  that  the  induction 
of  A on  a is  equal  to  that  of  B on  Z*  and  C on  c,  then,  if  we  con- 
nect the  primary  A in  series  with  B and  C in  parallel,  so  that 


the  current  divides  between  them  in  the  ratio  of  their  resis- 
tances, and  connect  the  secondaries  with  a galvanometer,  all  in 
series,  so  that  the  current  in  a is  opposed  to  that  in  b and  in  c, 
then  no  induced  current  is  detected  when  the  battery  circuit  is 
made  and  broken.  This  proves  that  the  quantity  of  the  induc- 
tion current  is  proportional  to  the  strength  of  the  primary 
current. 

If  a primary  and  secondary  coil  are  taken  in  fixed  positions 
and  the  “ throw  ” of  a galvanometer  observed  when  a definite 
steady  electromotive  force  E is  applied  to  the  primary,  then,  if 
the  position  of  battery  and  galvanometer  are  reversed,  the 
application  of  the  same  electromotive  force  E to  the  secondary 
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will  give  the  same  “ throw”  on  the  galvanometer  now  attached 
to  the  primary  circuit,  provided  that  the  galvanometer  and 
battery  either  have  equal  internal  resistance  or  that  their 
resistance  is  negligible  in  comparison  with  that  of  the  coils. 
Hence  we  may  assert  that  the  induction  of  a circuit  A upon  B is 
the  same  as  that  of  B upon  A.  For,  if  the  resistances  are  K and 
S,  then  we  have  seen  that  the  total  quantity  Q of  the  secondary 


current  is 


MI 


/here 


I is  the  steady  value  of  the  primary 


E ME 

and  M is  the  mutual  inductance;  but  1 = ^,  hence  Q = — — . 

Bi  SR 


If,  then,  the  positions  of  battery  and  galvanometer  are  reversed, 

M E 

we  get  a quantity  of  induced  current  equal  to  - — which  is 

R S 


the  same  as  before.  For  any  two  coils  it  is  possible  to  find  a 
number  of  relative  positions  in  which  the  interruption  of  a 
current  in  one  produces  no  induced  current  in  the  other.  In 
such  cases  the  coils  are  said  to  be  conjugate  to  each  other.  It 
is  manifest  that  when  in  these  positions  the  lines  of  induction 
produced  by  one  coil  do  not  pass  through  the  other.  It  is 
possible  to  use  one  coil  in  this  way  to  explore  the  field  of 
another. 

Let  P be  a primary  coil  and  S be  a small  flat  secondary  coil, 
both  being  shown  in  section  in  Fig.  89.  Then,  if  S is  placed 
in  a position  conjugate  to  P,  it  will  be  found  possible  to  move 
the  coil  S along  a certain  line  ABC,  maintaining  the  flat  face 
of  the  coil  always  tangent  to  that  line  and  so  that  in  all  these 
positions  P and  S are  conjugate.  It  is  evident  that  such  a line 
is  a line  of  induction  of  the  coil  P. 

When  one  coil  is  in  a conjugate  position  to  the  another,  as 
far  as  regards  inductive  action  they  may  be  considered  to  be  at 
an  infinite  distance  apart.  It  follows,  therefore,  that  if  a coil 
is  moved  suddenly  from  a conjugate  position  to  one  not  conju- 
gate in  the  field  of  a primary  traversed  by  a steady  current, 
and  then  the  primary  current  is  stopped  at  the  instant  of  arriv- 
ing at  the  second  position,  a galvanometer  in  the  second  circuit 
will  have  its  needle  jerked  from  one  position  of  rest  to  another 
of  rest,  because  the  interruption  of  the  current  takes  out 
of  the  circuit  of  the  second  coil  just  as  many  lines  of  induction 
due  to  the  first  coil  as  the  motion  from  one  position  to  the 
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other  put  in.  A series  of  well-devised  experiments  on  the 
conjugate  positions  of  two  coils  has  been  carried  out  by  Mr. 
W.  Grant.* 

An  elaborate  investigation  into  the  duration  of  induced 
currents  was  made  by  Blaserna.f 

A commutator  was  constructed  which  consisted  of  two  insu- 
lating cylinders  keyed  on  one  shaft  and  having  on  part  of  their 
surface  brass  coverings  cut  into  steps  {see  Fig.  90).  These 
cylinders  were  capable  of  being  set  in  any  relative  position  to 
each  other  on  the  shaft.  The  shaft  could  be  revolved  at  a high 
rate  of  speed,  and  its  velocity  ascertained  by  a siren  plate 
attached  to  the  axis.  This  siren  plate  consisted  of  a disc 
pierced  with  holes  against  which  was  directed  a jet  of  air. 


Fig.  89. 


From  the  pitch  of  the  musical  note  given  out,  when  ascertained 
by  comparison  with  standard  tuning  forks,  the  speed  could  be 
determined.  Two  springs  pressed  against  the  hubs  of  these 
cylinders  and  two  against  the  surfaces  of  these  cylinders,  and  a 
current  entering  by  the  hub  was  conducted  to  the  brass  coating 
and  escaped  by  the  other  spring,  if  the  cylinder  was  in  such  a 
position  that  this  last  spring  was  pressing  on  the  metal  part. 
The  apparatus,  therefore,  formed  a device  by  which  each 

* ^ee  Proc.  Physical  Soc.,  Londou,  Vul.  III.,  p.  12i  ; also  Proc.  Physical 
Soc.  London,  Vol.  IV.,  p.  361. 

t Plaserna,  “Sulsviluppoeladurata  dellc  Correnti  d’induzione, ” d'iornaZc 
di  Science  NatxLrcdi,  Vol.  VI.  (Palermo,  1870). 
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pair  of  springs  might  be  brought  into  electrical  contact  for 
a definite  portion  of  the  time  of  a revolution  of  the  cylin- 
ders and  be  insulated  also  for  a given  time,  each  pair  of 
springs  being  in  connection  relatively  to  the  other  in  a deter- 
mined manner  for  a determined  time.  In  the  circuit  of  tho 
one  cylinder  and  pair  of  springs  9^/ M was  placed  a battery 
primary  coil  and  tangent  galvanometer,  and  in  the  circuit 
of  the  other  pair  a secondary  coil  and  sensitive  galvano- 
meter. This  being  prepared,  the  primary  coil  P and  the 
secondary  S were  placed  a given  distance  apart.  On  revolving 
the  commutator  it  periodically  interrupts  the  primary  current, 
the  time  during  which  the  primary  current  is  kept  on  depend- 
ing upon  the  position  of  the  spring  M on  its  cylinder.  The 
other  cylinder  can  be  so  set  as  to  collect  either  the  direct  or 


C d dt 


Fig.  90. 


inverse  secondary  currents,  and  send  them  in  series  through  the 
sensitive  galvanometer,  the  time  during  which  this  secondary 
circuit  is  closed  being  capable  of  regulation  by  the  adjustment 
of  the  spring  M^.  In  his  experiments  Blaserna  first  investi- 
gated the  duration  of  each  of  the  induced  currents.  The 
interrupters  were  so  arranged  relatively  to  one  another  that, 
whilst  the  primary  circuit  was  made  and  broken,  the  secondary 
circuit  was  not  closed  until  a small  time  after  “ making”  the 
primary,  and  then  broken  again  before  the  primary  was  broken. 
By  adjusting  the  secondary  interrupter  a position  could  be 
found  in  which  the  galvanometer  just  showed  no  current.  The 
interval  between  the  closing  of  the  primary  and  the  opening  of 
tho  secondary  was  then  the  interval  occupied  by  the  secondary 
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current,  and  this  was  the  duration  of  the  “ make ’’-induced 
current.  Blaserna  found  that  the  “ make”  secondary  (inverse) 
lasts  a longer  time  than  the  “break”  current  (direct).  For 
the  coils  used  the  times  were — 

Inverse  secondary  lasts  -000485  second. 

Direct  secondary  lasts  -000275  second. 

He  next  proceeded  to  obtain  the  curve  of  each  current,  and 
to  determine  the  time  of  arrival  at  a maximum. 

The  secondary  interrupter  was  so  set  that  the  secondary 
circuit  was  closed  just  before  the  primary,  and  opened  after  at 
a certain  definite  interval  of  time.  The  galvanometer  thus 


Fig.  91. 

received  a current  which  was  made  up  of  repeated  doses  of  tlie 
whole  quantity  of  the  induced  current  up  to  a certain  fraction. 
Knowing  the  speed  of  the  commutator  and  the  coefficient  of  the 
galvanometer,  the  value  of  the  whole  quantity  of  the  induced 
current,  extending  over  a certain  fraction  of  its  whole  duration, 
was  known  ; and  from  those  observations,  repeated  at  regular 
progressive  intervals  during  the  whole  period  of  the  current, 
the  value  of  the  ordinates  of  the  current  curve  can  be  obtained. 
For,  if  the  curve  (Fig.  91)  A P P'  D (upper  figure)  represents  the 
variation  of  current  during  a time  A D,  so  that  P X = y repre- 
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sents  the  current  strength  at  a time  X,  and  P'  X'  represents  the 
current  strength  after  a very  small  interval  of  time,  X X'  = d ^ ; 
then  the  area  P P'  X'  X = y d ^ represents  the  quantity  of  elec- 
tricity which  has  passed  in  the  time  XX'.  Call  this  dQ. 

Hence  = or  y = 

<1 1 

Suppose  another  curveA'P'E  (lower  curve)  is  drawn  on  an 
equal  abscissa  A'B';  such  that  its  ordinate  at  every  point 
represents  the  whole  area  of  the  upper  curve  up  to  the 
corresponding  point — that  is  to  say,  the  lower  curve  is  a curve 
such  that  its  ordinate  P'  X'  is  proportional  to  the  area  A P X 
of  the  upper  curve,  AX  (upper  curve)  being  equal  to  A'X' 
(lower  curve),  when  the  time  interval  d t becomes  very  small. 
It  is  easily  seen  that  if  the  area  A P X (upper  curve)  is  called 
Q,  and  the  ordinate  P X is  called  y,  that  the  tangent  of  the 
angle  P'YX'  (lower  curve)  which  the  geometrical  tangent 
drawn  at  P'  makes  with  the  axis  A'B',  and  which  is  repre- 
sented by  — , is  proportional  to  the  ordinate  PX.  Hence  the 
d t 

upper  curve  is  a derived  curve  of  the  lower,  and,  if  we  are 
given  a curve  like  the  lower  curve,  the  ordinates  of  which 
represent  the  whole  quantity  of  electricity  which  has  from  a 
given  epoch  flowed  past  a point,  we  can,  by  drawing  a curve 
whose  ordinates  represent  the  slope  of  the  first  curve,  obtain  a 
second  curve,  which  is  a curve  of  current.  In  this  way  it  is 
possible  to  describe  the  current  curve,  and  to  determine  its 
form  and  position  of  maximum. 

Blaserna  found  that  the  greater  the  distance  apart  of  the 
primary  and  secondary — in  other  words,  the  less  the  mutual 
inductance — the  less  was  the  maximum  value  of  the  secondary 
current,  and  the  greater  the  delay  in  the  appearance  of  that 
maximum.  This  is  in  accordance  with  the  above  elementary 
theory.  In  the  case  of  the  “break,”  or  direct  secondary 
current,  he  found  the  delay  in  establishing  the  maximum  not 
so  great,  and  the  maximum  ordinate  was  greater  though  the 
total  duration  of  the  current  was  less.  He  established  by  direct 
experiment  the  equality  of  the  quantity  of  the  two  induced 
currents.  When  the  coils  were  very  near  together  the  induced 
current  at  starting  established  itself  by  a series  of  electrical 
oscillations. 
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By  the  help  of  the  same  apparatus  Blaserna  investigated 
the  rise  of  a current  in  a coil  when  the  same  is  placed  suddenly 
in  connection  with  a constant  source  of  electromotive  force. 
For  the  “make”  extra  current  only  one  of  the  revolving 
interrupters  was  used,  and  the  circuit  was  completed  by  the 
means  of  a battery,  galvanometer,  and  coil.  When  the  com- 
mutator was  revolved  it  first  started  the  current  and  then 
after  an  interval  cut  it  off  again,  and  the  effect  on  the 
galvanometer  is  due  to  the  sum  of  all  these  small  quantities 
of  electricity  so  cut  off  and  integrated  whilst  the  current  is  in 
process  of  increasing.  As  the  duration  of  the  time  of  contact 
was  increased  the  galvanometer  deflection  increased  (speed  of 
revolution  remaining  constant),  but  when  the  time  of  contact 
was  long  enough  to  fully  establish  the  current,  then  increase 


B 


c 


Fig.  92. 


of  speed  of  rotation  did  not  increase  the  galvanometer  deflec- 
tion. By  this  apparatus  the  fact  was  established  that  the 
primary  current  established  itself  in  its  coil  by  a series  of 
oscillations,  or  short  alternating  currents. 

Similarly,  on  breaking  the  circuit  the  course  of  the  current 
was  investigated.  For  this  purpose  one  revolving  interrupter, 
I,  was  inserted  in  the  circuit  of  a battery,  B,  and  coil,  C,  and 
from  the  ends  of  the  coil  {nee  Fig.  92)  other  wires  were  brought 
and  led  through  the  galvanometer  G,  and  other  interrupter  I', 
arranged  as  a shunt  on  the  coil.  The  break  in  the  battery 
circuit  at  p was  so  arranged  that  each  time  the  current  was 
fully  established  before  being  broken  again.  The  break  in  the 
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galvanometer  or  shunt  circuit  was  so  arranged  relatively  to 
the  other  that  the  shunt  circuit  was  closed  a little  before  the 
battery  circuit  was  broken,  and  then  opened  at  a definite 
interval  afterwards.  In  this  way  there  was  a little  flow  of 
current  through  the  galvanometer  due  to  the  steady  current, 
but  this  could  be  estimated  and  allowed  for.  On  plotting  out 
a current  curve  from  the  quantity  curve  it  was  found  that  the 
current  decayed  away  on  interrupting  the  circuit  by  a series  of 
oscillations  which  followed  each  other  much  quicker  than  those 
on  the  establishment  of  it,  and  the  whole  duration  of  the  extra 
current  at  ‘‘  break,”  or  the  time  of  falling  from  steady  current 
to  practical  zero,  was  less  than  the  time  required  to  fully  estab- 
lish the  current.  It  was  found  that  the  first  oscillation,  on 
beginning  to  interrupt  the  steady  current,  had  a much  greater 
amplitude  than  any  of  those  on  starting  the  current. 

The  duration  of  an  oscillation  was  perhaps  three  or  four  ten- 
thousandths  of  a second,  and  about  50  to  100  oscillations  pro- 
bably happened  before  the  current  became  steady  ; hence  the 
whole  duration  of  the  variable  period,  or  of  the  extra  current, 
was  about  two  to  three-hundredths  of  a second.  Very  roughly, 
the  nature  of  the  oscillatory  character  of  the  current  at  the 
make  and  break  may  graphically  be  represented  by  the  curve 
in  diagram  Fig.  93.* 

Blaserna  drew  from  his  observations  the  deduction  that  there 
is  an  interval  of  delay  in  the  starting  of  the  secondary  currents, 
and  that  a small  but  measurable  time  elapses  between  the 
instant  of  making  or  breaking  the  primary  circuit  and  the 
beginning  of  the  secondary  current.  From  this  he  made  a 
calculation  as  to  the  velocity  of  electromagnetic  induction,  and 
he  also  stated  that  the  interposition  of  dielectric  substances 
such  as  glass  or  shellac  between  the  coils  reduced  the  so- 
calculated  velocity. 

Bernstein  (Pogg.  Ann.,  Bd.  CXLII.,  1871,  p.  72)  repeated 
these  observations  of  Blaserna,  but  did  not  confirm  these  last 
results.  He  found  that  the  first  oscillation  always  began  at 
the  instant  of  breaking  or  making  the  primary  circuit,  and  he 

* In  Tlu  Electrician  for  June  1, 1888,  a curve  is  given  by  Mr.  F.  Higgins, 
showing  the  rise  of  current  in  the  magnets  of  type-printing  telegraphs,  and 
tlie  oscillatory  character  of  the  current  at  starting  is  well  marked.  Mr. 
Higgins’s  curve  gives  the  results  of  actual  observations. 
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found  no  effect  produced  by  the  interposition  of  dielectric 
media. 

Helmholtz  has  carefully  examined  these  results  of  Blaserna 
and  criticised  them.*  He  remarks  that  Blaserna  used  for  his 
coils  flat  spirals  of  wire  with  many  turns,  and  also  he  used  the 
current  from  several  Bunsen  cells  to  create  the  primary  current. 
Not  only  do  the  spirals  act  like  a condenser,  giving  the  whole 
apparatus  a sensible  electrostatic  capacity,  but  the  use  of  a 
battery  of  high  electromotive  force  causes  a considerable  spark 
at  the  break,  which  spark  has  a very  sensible  and  rather 
irregular  duration.  Also  in  Blaserna’s  experiments,  the  two 
circuits  were  placed  at  various  distances  apart.  If  a current 


is  started  in  a primary  coil  the  effect  of  the  induced  current 
created  in  the  secondary  by  its  re-action  on  the  primary  is  to 
hasten  the  rise  of  the  primary  current,  and  at  the  break  to 
accelerate  its  decay.  As  the  secondary  circuit  is  moved  further 
off  this  effect  is  less  marked.  Hence,  the  rise  and  fall  of  the 
primary  is  more  gradual  and  the  arrival  of  the  secondary 
current  at  its  maximum  value  is  more  delayed.  From  this 
results,  then,  an  apparent  retardation  of  the  time  of  the  arrival 
of  the  maximum  of  the  induced  current. 

* Helmholtz,  “ On  the  Velocity  of  the  Propagation  of  Electrodynamic 
Elfc.cts,”  FkiL  Mag.,  Ser.  4,  Vol.  XLIL,  1871,  p.  232. 


MUTUAL  AND  SLLF  INDUCTION. 


253 


Helmholtz  conducted  a series  of  experiments  by  means  of 
his  pendulum  chronoscope.  A heavy  iron  pendulum  P {see 
Fig.  94),  the  lower  end  of  which  carried  two  plates  of  agate, 
could  be  made  to  execute  one  swing  and  then  be  caught  by  a 
detent.  These  plates  of  agate  in  the  course  of  the  swing  were 
caused  to  strike  against  and  tip  over  two  little  levers  I,  V . One 
of  these  levers  was  fixed,  and  the  other  could  be  moved 
forward  so  as  to  separate  the  blows.  One  was  made  to  break 
the  circuit  of  a primary  coil  Pr,  when  tipped  over,  and  the 


other  by  its  movement  separated  a connection  between  a con- 
denser and  the  ends  of  a secondary  coil,  Sec,  attached  to  it. 

These  being  arranged,  the  fall  of  the  pendulum  executed 
these  two  “breaks”  successively,  separated  by  an  interval  of 
time  capable  of  being  calculated  from  the  known  motion  of 
the  pendulum.  The  two  circuits  were  placed  170  centimetres 
apart.  The  primary  consisted  of  12  turns  of  thick  wire,  and 
the  secondary  of  500  turns  of  fine  wire,  Tlie  current  was  sent 
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from  one  Daniell  cell.  The  two  ends  of  the  secondary  were 
connected  to  the  two  plates  of  the  condenser,  and  when  the 
pendulum  fell  it  broke  the  primary  current  and  started  in  the 
secondary  circuit  an  oscillatory  current  reverberating  to  and 
fro  in  the  secondary  wire,  the  condenser  acting  as  a resonator. 
At  a definite  interval  after  rupture  of  the  primary,  the 
condenser  was  separated  and  examined  by  a quadrant  electro- 
meter. The  charge  in  the  condenser  showed  the  jAiase  of  the 
electrical  oscillation  existing  at  the  instant  of  such  separation. 
In  one  case  Helmholtz  observed  35  oscillations  in  y\j-th  of  a 
second.  In  order  to  discover  if  any  retardation  took  place 
with  increased  distance  of  the  coil,  it  was  necessary  to  fix 
attention  upon  some  phase  in  the  oscillations.  The  successive 
zero  points  of  the  current  were  very  sharply  defined,  and 
suitable  for  this  purpose.  Helmholtz  found  that  alteration  of 
the  distance  between  the  primary  and  secondary  coils  made 
no  perceptible  difference  in  the  position  of  the  zero  points, 
and  that,  as  far  as  the  apparatus  he  was  using  could  detect, 
the  velocity  of  the  electro -magnetic  impulse  must  be  greater 
than  195  miles  per  second.  He  pointed  out  in  this  Paper 
that  the  commencement  of  the  secondary  current  is  not  a 
sharply  marked  thing.  The  spark  which  takes  place  at  break 
of  the  primary  lasts  an  appreciable  time,  and  all  this  time  the 
primary  is  dying  gradually,  and  the  induced  current  therefore 
is  increasing.  The  period  of  duration  of  the  break  spark  may 
be  something  like  y-g^oo^h  to  yy ^ second,  and  is, 
therefore,  a large  fraction  of  the  duration  of  a single  electrical 
oscillation,  which  amounted  to  about  yyiyth  of  a second. 
The  duration  of  the  break  spark  can  be  found  by  observation 
of  the  time  which  elapses  from  beginning  of  break  up  to  the 
first  zero  point  of  the  secondary  current  oscillations,  as  com- 
pared with  the  mean  value  of  the  duration  of  an  oscillation. 
The  interval  up  to  the  first  zero  point  is  the  duration  of  the 
break  spark  plus  the  time  of  half  a complete  oscillation.  The 
duration  of  the  spark  is  never  constant,  and  depends  a good 
deal  on  the  amount  of  platinum  thrown  off  from  the  contacts 
each  time.  The  average  duration  of  the  spark  in  Helmholtz’s 
experiments  was  found  to  be  about  one-tenth  of  the  whole 
period  of  an  oscillation.  Helmholtz  also  noticed  in  some 
earlier  observations  evidence  of  electrical  oscillations  set  up  in 
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a flat  spiral,  one  end  of  which  was  insulated.  In  this  case 
some  45  oscillations  were  detected  in  the  space  of 
of  a second.  Henry  also  noticed  that  the  time  of  subsidence 
of  the  current,  when  the  circuit  is  broken  by  means  of  a 
surface  of  mercury,  is  very  small,  and  probably  does  not 
much  exceed  the  ten-thousandth  part  of  a second.  It  has, 
however,  a quite  appreciable  duration,  for  Henry  found 
that  the  spark  at  ending  presents  the  appearance  of  a band 
of  light  of  considerable  length  when  viewed  in  a mirror 
revolving  at  the  rate  of  six  hundred  revolutions  per  second. 

Bernstein,  with  the  aid  of  a contact  break  somewhat 
different  from  that  used  by  Blaserna,  also  examined  the 
duration  of  the  oscillations  set  up  in  a secondary  coil.  He 
found  that  the  duration  of  the  first  oscillation  at  breaking 
primary  was  longer  than  that  of  the  subsequent  ones.  The 
mean  duration  when  using  a single  Grove  cell  in  the  primary 
circuit  was  *0005  second,  and  when  using  a Daniell  cell  only 
•0001  second.  We  shall  return  later  to  consider  more  recent 
researches  on  these  electrical  oscillations  in  inductive  circuits 
and  point  out  that  they  can  only  occur  when  some  part  of  the 
circuit  possesses  sensible  electrical  capacity.  In  the  case 
of  a coil  or  bobbin  of  wire  we  have  not  only  resistance  and 
inductance,  but  measurable  capacity  present  in  the  conductor. 

§ 8.  Magnetic  Screening  and  the  Action  of  Metallic 
Masses  in  Induction  Coils. — At  one  stage*  of  his  investi- 
gations Henry  made  the  important  discovery  that,  if  a 
primary  and  secondary  coil  are  separated  by  a metallic  sheet, 
a notable  decrease  takes  place  in  the  intensity  of  the  shock 
taken  from  the  secondary  circuit  when  a sudden  discharge  is 
passed  through  the  primary,  or  continuous  current  started  or 
stopped  in  the  primary  circuits.  A thick  copper  plate  was  found 
more  effective  than  a thin  one  in  thus  preventing  the  inductive 
effect  of  the  primary  upon  the  secondary  coil.  If  a radial  slit 
was  cut  in  a circular  metallic  plate  the  annulling  effect  was 
altogether  stopped.  If  the  two  edges  of  the  gap  {see  Fig.  05) 
were  furnished  with  wires  leading  to  a magnetising  spiral, 
Henry  found  he  could  in  this  w^ay  make  evident  the  existence 
in  the  plate  of  a current  induced  by  the  action  of  the  primary. 


rkil.  May.,  Vul.  XVL,  1840,  p.  257, 
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A flat  coil  of  insulated  wire  was  substituted  for  the  metal 
plate,  and  it  was  found  that  the  screening  action  of  this  coil 
was  only  sensible  when  the  two  ends  were  joined  so  as  to  com- 
plete the  circuit.  This  action,  by  which  the  induction  of  a 
primary  coil  on  a secondary  is  prevented  by  the  interposition 
of  a metallic  plate,  cylinder,  or  closed  circuit  of  insulated  wire, 
is  called  magnetic  screening.  The  elementary  explanation  of 
this  effect  is  not  difficult  to  arrive  at.  Suppose  a small  con- 
ducting circuit  of  resistance  R to  be  placed  in  a magnetic  field 
so  that  it  is  traversed  normally  by  N lines  of  magnetic  induction. 
Let  the  constant  coefficient  of  self-induction  of  this  circuit  be 
L.  If,  then,  in  any  small  time  c?  ^ a variation  of  the  lines  of 
induction  traversing  this  circuit  takes  place,  the  impressed 


d N 

electromotive  force  on  that  circuit  will  be  represented  by  - — — ^ 

and  if  at  that  instant  the  current  in  the  circuit  is  i,  by  the 
principles  laid  down  in  the  last  chapter  the  current  equation 
will  be 


L 


(lx  T -V  • 

_ -f  R z = 
d L 


dA 


dt’ 


or  A^Lt  + N^ 

Suppose  the  conductivity  of  tliis  circuit  to  be  perfect,  and  R 
therefore  zero,  we  have,  by  integmtiou  of  the  above  ecpiation, 
the  result 


L i N = const. ; 
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in  other  words,  the  lines  of  induction  L linked  to  the  circuit 
at  any  instant  due  to  the  induced  current  generated  in  it,  are 
opposite  in  direction  to  those  whose  variation  is  producing 
the  current,  and  together  with  them  make  up  a constant 
number.  Hence,  if  the  variation  of  N is  such  as  to  take 
lines  of  induction  out  of  the  circuit,  the  action  of  the 
current  thereby  induced  is  to  add  or  increase  them  in  the 
circuit  at  an  equal  rate.  If  we  suppose  our  circuit  to  be 
a perfectly  conducting  metal  plate,  and  just  behind  this  metal 
plate  there  is  another  small  closed  circuit,  then  any  variation 
of  lines  of  induction  passing  through  this  plate  will  not  take 
effect  in  producing  any  induced  current  in  the  small  circuit, 
because  the  inductive  action  of  the  current  induced  in  the  plate 
nullifies,  as  far  as  the  small  circuit  is  concerned,  any  vari- 
ation of  the  external  field.  It  is  clear  that  these  conclusions 
would  apply  to  any  surface  of  finite  extent  which  possessed 
perfect  conductivity ; the  induced  currents  which  any  vari- 
ation of  the  external  field  would  produce  in  this  surface 
would  always  be  such  that  the  induction  through  each  portion 
would  be  kept  constant — in  other  words,  that  the  perpendicular 
component  of  the  magnetic  induction  at  each  point  on  the 
surface  would  retain  a fixed  value.  It  follows  that  a closed 
surface  of  zero  resistance  is  a complete  screen  for  all  points  in 
the  interior  against  the  effects  of  variation  of  the  field  on 
conductors  on  the  outside  of  the  surface  ; these  effects  reduce 
to  the  production  of  surface  currents  in  the  shielding  conductor, 
which  keep  the  resultant  field  in  the  interior  constant  or  at 
zero. 

Faraday  describes  (“  Exp.  Researches,”  Vol.  I.,  §1720  et  seq.) 
an  experiment  which  at  first  sight  seems  to  disprove  the  fact 
of  magnetic  screening.  He  placed  a flat  copper  wire  spiral, 
which  was  in  connection  with  a battery  and  key,  between  two 
other  flat  spirals  which  were  respectively  connected  with  the 
two  coils  of  a differential  galvanometer.  The  coils  were  so 
joined  up  that  the  inductive  effect  of  a break  and  make  of  the 
battery  circuit  produced  no  movement  of  the  galvanometer 
needle  because  it  was  subjected  to  two  equal  and  opposite 
impulses  from  the  two  coils.  When  an  exact  balance  was 
obtained  a flat  plate  of  copper,  nearly  three-quarters  of  an  inch 
thick,  was  interposed  between  the  primary  spiral  and  one  of 
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the  secondaries.  The  galvanometer  needle  was  not,  however, 
any  more  affected  than  if  the  copper  was  absent.  To  under- 
stand this  we  must  bear  in  mind  that  the  break  or  make  of  the 
primary  current  produces  in  the  copper  a secondary  current, 
but  as  the  effect  of  the  primary  coil  on  the  secondary  coil  on 
that  side  is  balanced  by  the  other  one  we  may  regard  the 
secondary  coil  next  the  copper  plate  as  free  to  receive  any 
inductive  effect  it  can  from  the  eddy  current  induced  in  the 
copper  block.  This  secondary  current  induced  in  the  copper 
generates  a tertiary  current  in  the  secondary  spiral,  and  this 
tertiary  current  consists,  as  we  have  seen,  of  a double  short 
flux  of  electricity  equal  in  quantity  and  opposite  in  sign.  The 
galvanometer  is  then  traversed  by  two  small  equal  quantities 
of  electricity  in  opposite  directions,  and  as  this  does  not 
sensibly  affect  a not  very  sensitive  galvanometer  no  movement 
of  the  needle  is  seen.  If,  however,  instead  of  the  differential 
galvanometer,  Faraday  had  used  a differential  telephone,  he 
would  have  found  distinct  evidence  of  a screening  action. 
Again,  suppose  that,  instead  of  a simple  make  or  break, 
Faraday  had  employed  a steadily  periodic  or  alternate  cur- 
rent in  the  primary,  this  would  have  set  up  a steady  periodic 
secondary  current  of  equal  frequency  in  the  copper  plate,  and 
this  again  would  have  set  up  in  the  secondary  coil  on  that  side 
a steadily  periodic  tertiary  current  of  equal  period,  and  this 
might  have  been  detected  by  the  use  of  a sensitive  differential 
electro-dynamometer  or  a soft  iron  needle  galvanometer. 

Henry  found  that  a sheet  of  tinfoil  afforded  a very  small 
amount  of  screening  for  shock,  but  a thick  sheet  of  copper  a 
very  considerable  one  in  the  case  of  induction  by  battery  cur- 
rents, and  in  the  case  of  induction  by  Leyden  jar  discharges 
the  same  phenomenon  was  apparent.  In  the  case  of  an  iron 
screen  there  is  an  additional  effect,  due  to  the  fact  that  the 
iron,  by  its  small  magnetic  resistance,  conducts  away  the  lines 
of  induction  somewhat  through  its  mass,  and  prevents  them 
from  extending  to  the  space  on  the  other  side.  In  this  case 
also  a considerable  thickness  of  metal  is  necessary  to  bring 
about  the  effect  of  annulment.  When  we  are  limited  to  the 
use,  as  we  are  in  practice,  of  materials  whose  conductivity  is 
far  from  being  perfect,  it  is  found  that  a thin  screen  of  metal 
hardly  affords  any  sensible  protection  from  inductive  effect. 
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In  other  words,  the  field  on  the  other  side  of  the  screen  is 
very  far  from  constant.  This  has  been  well  demonstrated 
in  certain  investigations  by  Prof.  D.  E.  Hughes  in  carrying 
on  some  highly  valuable  experimental  researches  into  the 
means  of  preventing  induction  upon  lateral  telegraph  wires.^ 
It  has  many  times  been  proposed  to  annul  mutual  induction 
between  telegraph  and  telephone  wires  by  covering  them 
over  with  thin  metal  covering,  which  covering  is  kept  “ to 
earth.”  It  is  now  known,  and  well  exemplified  in  Prof. 
Hughes’s  experiments,  that  this  shielding  affords  no  protec- 
tion when  the  covering  is  not  very  thick  and  when  the  rate  ol 
change  of  the  currents  is  not  very  rapid.  A gutta-percha 
wire  was  enclosed  in  ten  coverings  of  tinfoil,  and  such 
arrangement  was  not  found  to  afford  protection  to  induction, 
as  detected  by  a telephonic  wire  stretched  alongside.  Even 
when  twenty  coatings  of  thin  charcoal  iron  were  put  round 
the  wire,  not  only  was  there  found  to  be  a very  sensible  per- 
manent field  outside  the  iron,  but  changes  of  field  were  made 
manifest  also.  It  is  not  to  be  taken  that  these  experiments 
disprove  the  fact  of  magnetic  screening,  but  only  that  the 
low  conductivity  of  the  envelopes  used  is  ineffective  at  the 
speed  of  current  change  employed  to  render  visible  the  effect 
of  magnetic  screening.  It  is  different,  however,  if  the  induc- 
tive effects  are  being  produced  by  a very  rapid  rate  of  change 
of  field.  For  suppose  that  a small  circuit,  as  before,  is  placed 
in  a uniform  field,  and  is  traversed  by  q lines  of  induction  due 
to  this  external  field.  Suppose  q varies  according  to  a simple 
periodic  law,  so  that  ^ = Q cos  p t,  where  p = 27r  n,  n being  the 
frequency  of  the  alternations.  Then  we  have 


= Qp  sin  pt; 
(I  t 


but  - is  the  value  of  the  impressed  electromotive  force  in 

Ihe  circuit,  and  if  we  call  the  current  at  any  instant  i,  then, 
by  the  principles  in  Chap.  III.,  we  have 

(■ip 


V K-^+/L* 


sin  {p  t—0), 


* See  a Paper  by  Prof.  Hughes  “ On  Lateral  Induction  in  Telegraph 
Wires,”  read  before  the  Society  of  Telegraph  Engineers,  March  12,  1879. 
'Published  in  The  Eleetrvdan^  March  22,  1879. 
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in  which  R is  the  resistance  and  L the  inductance  of  the' 
circuit,  and 

6 = tan“^ 

R 

Suppose  that  R is  very  small  compared  with  hp,  whichi 
is  the  case  when  n or  the  frequency  of  alternation  is  made 
very  great,  then  R vanishes  compared  with  Ltp,  and  if  we  call 
i'  the  value  towards  which  i approximates  in, this  case,  we- 


have 

T = - — cosp 

L 

and 

d i'  Q • 

= Npsmpt, 
d t JL 

or 

T d i'  r\  ' ^ d 

L — = Q p sin  ^>  ^ = - - 
d t d 

Hence 

dt  dt 

or 

Iji'  + q = constant, 

Hence  the  field  due  to  the  current  in  the  circuit,  together- 
with  the  external  field,  is  a constant  quantity,  and  we  get  the- 
condition  of  perfect  shielding.  We  may  sum  up  the  fore- 
going by  saying  that,  if  a screen  of  absolutely  no  electrical 
resistance  is  interposed  between  a primary  and  secondary  coil,  it. 
effects  a perfect  magnetic  screening,  whatever  may  be  its  thick- 
ness. If,  on  the  other  hand,  the  screen  has  a finite  conductivity, 
then  the  screening  will  be  very  imperfect,  unless  a very  great 
thickness  of  material  is  used,  and  the  above  will  be  true  when 
the  change  of  field  or  the  change  of  primary  current  is  a simple- 
“make”  and  “break”  or  a slowly  periodic  change.  When,, 
however,  the  change  of  current  in  the  primary  is  very  rapidly 
periodic,  then  the  screening  effects  of  even  imperfect  conductors 
will  make  themselves  felt,  and  a comparatively  thin  screen  of’ 
metal  will  effect  a nearly  perfect  shielding  for  induction.  This 
theory  is  strikingly  confirmed  by  some  very  beautiful  experi- 
ments of  Mr.  Willoughby  Smith,  which  are  described  in  the- 
Journal  of  the  Society  of  Tele/jraph  Enyineers  (November  8,. 
1883,  Vol.  XII.,  p.  458),*  and  entitled  “ Experiments  on  "Volta- 

* See  also  The  Electrician,  November  17,  1883,  p.  18. 
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Electric  Induction.”  Mr.  Willoughby  Smith’s  apparatus  con- 
sisted of  two  flat  coils  A and  B {see  Fig.  96),  placed  a certain 
distance  apart.  One  of  these  was  a primary  coil  connected  with 
a battery,  and  the  other  was  connected  with  a sensitive  galvano- 
meter. In  the  circuit  of  both  were  current  reversers,  which 
reversed  the  galvanometer  and  battery  alternately,  and  hence 
made  the  opposite  induced  currents  both  affect  the  galvano- 
meter in  the  same  direction.  This  being  arranged,  the  commu- 
tator was  started  so  as  to  reverse  the  currents  very  slowly,  and 
a sheet  of  copper  interposed  between  the  spirals.  Under  these 
circuHTstances  the  interposition  of  the  copper  produced  but 
little  effect.  If,  however,  the  commutator  was  driven  at  a very 
rapid  rate  the  copper  plate  caused  a marked  diminution  in  the 
galvanometric  deflection,  and  this  diminution  was  greater  in 
proportion  as  the  speed  was  greater.  In  the  original  Paper 


Fig.  96. 


a curve  is  given  (Fig.  97)  wh’ch  shows  the  decrease  in  the 
•galvanometer  deflection,  expressed  as  a percentage  of  the 
original  undiminished  deflection,  corresponding  to  various 
speeds  of  reversal.  It  will  be  seen  that  the  less  the  conduc- 
tivity of  the  metal  the  fireater  must  be  the  speed  in  order  that 
the  magnetic  screening  may  approach  perfection.  Iron,  of 
course,  occupies  an  exceptional  position.  It  cuts  off',  even  at 
very  low  speed  reversals,  a large  portion  of  the  field,  not  by  a 
true  screening  action,  but  by  conducting  away  the  lines  of 
magnetic  force  and  preventing  their  access  to  the  secondary 
cffl.  It  will  be  seen  that  at  any  given  speed  the  order  in 
which  the  metals  reduce  the  deflection  is  the  order  of  their 
■electric  conductivity,  and  that  as  far  as  the  diagram  goes  the 
lines  all  (except  iron)  slope  upward,  indicating  that  at  very 
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■high  speeds  the  screening  of  even  the  worst  conductors  will 
- approach  perfection.  It  would  no  doubt  be  found  that,  if  the 
-telephone  were  used  as  a detector,  the  magnetic  screening  of  a 
* copper  plate  or  thin  tinfoil  sheet  would  become  very  manifest 
for  high  notes  when  not  in  any  way  marked  or  distinguishable 
for  notes  or  sounds  of  low  frequency  of  vibration.* 

As  far  back  as  1840  Dove  had  made  experimentsf  on  the 
effect  of  the  introduction  of  cores  of  various  materials  into  the 
primary  circuit  of  an  induction  coil.  His  apparatus  consisted 
of  two  similar  primary  bobbins  wound  on  tubes  of  non-metallic 
substance  and  connected  in  series  (Fig.  98).  Over  each  primary 
bobbin  was  wound  a secondary  circuit,  and  these  secondary 
circuits  were  connected  in  series,  but  so  that  the  induction  of 


Fig.  97. 

the  two  primary  bobbins  operated  in  opposite  directions  and 
nullified  on  the  whole  secondary  circuit  each  other’s  effect. 
Exact  neutralisation  was  obtained  by  adjusting  one  of  the 
secondaries.  When  this  was  the  case,  various  cores  of  iron 
rods  of  different  kinds  were  inserted  in  one  primary  bobbin, 
and  it  was  found  that  the  induction  balance  was  destroyed. 

* The  above  explanation  of  the  cause  of  the  difference  between  the 
screening  of  the  different  metals  is  not  that  given  by  the  distinguished 
investigator,  but  it  is  the  explanation  which  to  the  author  seems  most  in 
accordance  with  known  principles. 

t Dove,  PoggendorfFs  Amialen,  Vol.  XLIX.,  1840. 
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By  inserting  iron  wires  of  a certain  size  in  the  other  core, 
balance  could  be  again  obtained,  but  not  simultaneously,  as 
estimated  by  the  galvanometer  and  by  the  shock.  Thus,  with 
a bar  of  forged  iron,  110  wires  had  to  be  inserted  in  the  other 
coil  to  obtain  an  equilibrium,  as  estimated  by  the  galvano- 
meter; but,  as  far  as  could  be  judged  by  the  shock,  15  wires 


Fig.  93. 


were  sufficient.  With  regard  to  different  kinds  of  iron,  experi- 
ment shows  that  if  we  class  them  according  to  galvanometric 
effect  we  obtain  a different  series  to  that  at  which  we  arrive 
when  classifying  them  in  the  order  in  which  they  create 
sensation  by  shock.  Thus  grey  rough  cast-iron  is  the  kind 
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winch  approached  nearest  to  bundles  of  soft  iron  wire  in 
respect  of  increasing  the  shock.  Enclosing  iron  wires  in  a 
brass  tube  reduced  the  action  of  the  wires  in  disturbing  the 
inductive  balance  and  rendered  them  very  little  better  than  a 
bar  of  solid  iron.  When  the  primary  current  was  a discharge 
from  a Leyden  jar,  Dove  found  that  the  physiological  effect 
(shock)  of  the  secondary  current,  as  estimated,  was  reduced  by 
the  introduction  into  the  primary  bobbin  of  non-magnetic 
conducting  cores  ; in  other  words,  the  introduction  of  a core  of 
non-magnetic  but  highly  conducting  material  into  the  primary 
bobbin  reduced  the  power  of  a primary  discharge  to  create  a 
secondary  discharge.  These  last  results  may  be  obtained  in  a 
more  modern  form  by  the  substitution  of  a Bell  telephone  to 
detect  the  tertiary  currents  generated  by  the  metal  core. 

Let  a Bell  telephone  be  connected  in  series  with  the 
secondary  coil  of  a small  induction  coil,  of  which  the  primary 
is  wound  on  a hollow  bobbin  and  the  frames  are  wholly 
of  wood  or  non-metallic  substance.  A convenient  form  is 
that  known  as  Du  Bois-Reymond’s  sliding  coils.  Let  an 
interrupter  in  the  primary  circuit  make  and  break  the  circuit 
rapidly.  This  being  so,  the  telephone  emits  a steady  rattle 
or  hum.  If  a massive  copper  rod  is  introduced  into  the 
primary  bobbin  as  a core,  the  telephonic  rattle  is  more 
or  less  suppressed ; if  a core  of  soft  iron  wire  is  introduced 
the  noise  is  increased ; if  a core  of  solid  iron  or  steel  is 
used  the  noise  may  be  increased,  but  not  so  much  as  when 
the  divided  iron  is  used.  The  explanation  of  the  exalting 
effect  of  the  soft  iron  wire  is  simple.  The  presence  of  the 
iron  reduces  the  reluctance  of  the  magnetic  circuit.  More  lines 
of  induction  therefore  flow  through  the  secondary  circuit,  and 
hence  the  strength  of  the  secondary  current  is  increased,  and  the 
mean  rate  of  change  of  induction  through  it  is  also  increased. 
The  diminishing  effect  of  the  copper  core  is  explicable  in  the 
light  of  the  knowledge  that  in  such  a conducting  core  the 
primary  current  generates  induced  currents,  and  these  in  their 
turn  re-act  upon  the  secondary  circuit,  inducing  in  it  a tertiary 
current.  The  directions  of  the  currents  induced  by  the  primary 
in  the  solid  core  and  in  the  secondary  circuit  are  the  same. 
The  direction,  however,  of  the  first  half  of  the  tertiary  current 
developed  in  the  secondary  by  the  current  in  the  copper  core  is 
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•opposite  to  the  direction  of  the  current  developed  in  the  secon- 
dary by  the  action  of  the  primary.  Hence  it  results  that  the 
current  in  the  secondary  circuit  is  more  or  less  wiped  out  by 
the  opposing  inductions  due  to  the  primary  circuit  and  the 
currents  induced  in  the  copper  core.  Otherwise  the  operation 
might  be  regarded  thus : — Suppose  the  primary  circuit  to  be 
traversed  by  a periodic  current  creating  a simple  periodic  flux 
•of  induction  through  the  copper  core.  As  we  have  seen,  under 
the  head  of  magnetic  screening,  this  variation  of  induction 
would  induce  currents  in  the  copper  core,  which  would  them- 
selves generate  a flux  of  induction  which  would,  if  the  con- 
'ductivity  of  the  core  were  perfect,  or  the  rapidity  of  change 
•of  induction  infinite,  be  exactly  equal  and  opposite  at  each 
instant  to  the  flux  of  induction  producing  those  currents. 

If  the  conductivity  is  not  quite  perfect,  or  the  rate  of 
variation  not  very  great,  yet  nevertheless  the  direction  of 


Fig.  99. 


the  field  of  magnetic  force  inside  the  copper,  due  to  the  cur- 
rents induced  in  its  mass,  will  more  or  less  oppose  the  field  of 
.force  at  every  instant  which  is  by  its  fluctuations  generating 
.those  currents.  If  the  thick  line  1 1 1 in  Fig.  99  represents  the 
sinusoidal  or  simple  periodic  change  of  induction  or  magnetic 
field  in  the  interior  of  the  copper,  due  to  the  primary  helix, 
and  if  the  dotted  line  2 2 represents  roughly  the  changing 
field  due  to  the  eddy  currents  generated  in  the  core,  which  are 
nearly  180°  behind  the  primary  in  phase,  the  integral  or  sum 
of  both  superimposed  fields  represented  by  3 3 at  any  instant 
is  less  than  the  original  one  due  to  the  primary  alone  at  the 
corresponding  instant.  Also  the  mean  rate  of  chanye  of  the 
resultant  field  is  less,  and  the  secondary  circuit  experiences  at 
every  instant  a less  inductive  electromotive  force.  The  same 
reasoning  which  we  have  employed  in  the  case  of  magnetic 
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shielding  applies  here,  and  the  differences  in  the  reducing 
effect  of  cores  of  various  metals  would  be  found  to  he  less 
at  high  speeds  of  alternation  than  at  low.  In  some  small 
induction  coils  used  for  medical  purposes  the  strength  of  the 
secondary  current  is  graduated  by  drawing  in  or  out  of  the 
primary  coil  a copper  tube  which  slips  over  the  bundle  of  fine 
iron  wires  used  as  a core.  The  rationale  of  the  action  of  this 
copper  tube  in  so  operating  is  in  a general  way  to  be  found 
in  the  principles  laid  down  above. 

When  Henry  obtained  possession  of  the  “ Experimental 
Eesearches  ” of  Faraday,  as  detailed  in  the  fourteenth  series  of 
his  “ Experimental  Eesearches,”  he  was  exercised  in  his  mind 
to  reconcile  the  results  obtained  by  Faraday  on  the  interposi- 
tion of  metallic  screens  between  inducing  and  induced  circuits 
with  his  own.  Faraday  had  found  that  when  the  galvanometer 
was  used  as  a current  finder  ‘‘  it  makes  not  the  least  differ- 
ence ” whether  the  space  between  the  primary  and  secondary 
coils  was  air,  sulphur,  shellac,  or  such  conducting  bodies  as 
copper  and  other  non-magnetic  metals.  On  the  other  hand, 
Henry  found  that  a shock  from  a secondary  coil  which 
would  paralyse  the  arms  Avas  so  much  reduced  by  the  inter- 
position of  a metallic  plate  as  hardly  to  be  sensible  on  the 
tongue.  Here  was  evidently  something  to  be  explained,  and 
in  a long  memoir  (Uhil.  Mag.,  Series  3,  Vol.  XYIII.,  1841, 
p.  492  ; also  Transactions  of  the  American  Philosophical 
Society,  Vol.  VIII.,  1840)  Henry  examined  this  and  other 
matters.  He  first  verified  Faraday’s  experience  by  attaching 
the  ends  of  a secondary  coil  to  a gaEanometer  and  bringing 
up  suddenly  toAvards  it  a permanent  magnet,  or  a coil 
traA^ersed  by  a steady  current.  The  SAving  of  the  gaEa- 
nometer  Avas  found  to  be  quite  unaffected  in  extent  by  the 
interposition  of  a plate  of  copper.  Again,  in  place  of  the 
copper  plate,  a closed  metallic  conductor  (an  endless  coil)  AA^as 
employed,  but  Avhether  the  circuit  of  this  coil  was  open  or 
closed  it  made  not  the  slightest  difference  on  the  galvano* 
meter  deflection. 

Forty  feet  of  copper  Avire,  coA^ered  Avitli  silk,  were  AA'Ound  on 
a short  cylinder  of  stiff  paper,  and  into  this  AA^as  inserted  a 
holloAV  cylinder  of  sheet  copper,  and  into  this  again  a rod 
of  soft  iron.  When  the  latter  Avas  rendered  magnetic,  by 
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’^suddenly  bringing  in  contact  with  its  two  ends  the  different 
poles  of  two  magnets,  a current  was  generated  in  the  wire^ 
but  the  strength  of  this  current,  as  measured  in  the  galvano- 
meter, was  the  same  whether  the  copper  cylinder  was  present 
or  was  removed.  Henry  then  noticed  that  there  was  one 
element  of  difference  between  the  indications  of  a galvano- 
meter and  that  of  the  magnetising  spiral.  . If  the  two 
secondary  currents  at  break”  and  “make”  of  a primary 
were  sent  through  a magnetising  spiral  and  through  a gal- 
vanometer, the  arrangement  might  be  such  that  the  induced 
current  at  “make”  of  the  primary  was  unable  to  give  any 
sensible  magnetisation  to  the  steel  needle  enclosed  in  the 
spiral,  but  at  “ break”  was  able  to  magnetise  it  to  saturation. 
Nevertheless,  in  both  cases  the  “throw”  of  the  galvanometer 
was  the  same.  Similarly  with  the  degree  of  shock  felt,  the 
galvanometer  indications  being  alike  for  the  inverse  and 
direct  induced  current  ; yet  that  induced  current  gave  the 
greatest  shock  which  was  able  to  produce  the  greatest  magne- 
tisation. The  explanation  of  these  facts  became  clear  as  soon 
as  it  was  seen  that  the  deflections  of  the  galvanometer 
depended  upon  the  whole  quantity  of  the  discharge,  and  must 
necessarily  be  alike  for  the  inverse  and  for  the  direct  current, 
but  that  the  magnetising  effect  and  the  physiological  shock 
depended  upon  the  maximum  value  of  the  instantaneous 
discharge  current,  and  might  therefore  be  very  different  for 
the  two  induced  currents.  It  was  then  evident  that  any 
•actions  by  which  this  maximum  value  of  an  induced  current 
was  decreased,  whilst  its  duration  was  increased  and  total 
quantity  left  unaltered,  would  result  in  rendering  this  current 
less  easily  detectable  by  shock  or  magnetisation,  but  make  no 
difference  in  its  effect  on  a galvanometer.  Aided  by  this 
thought,  he  repeated  Faraday’s  experiment  with  the  balanced 
coils  referred  to  in  § 8 (“  Experimental  Researches,”  Vol.  I., 
§ 1,790  et  seq^.).  A galvanometer  was  provided  having  two 
equal  wires  of  the  same  length  and  thickness  wound  on  the 
same  frame,  and  also  a double  magnetising  spiral  was  pre- 
pared by  winding  two  equal  wires  round  the  same  i)iece  of 
hollow  straw.  Coil  No.  1,  connected  with  a battery,  was 
supported  perpendicularly  on  the  table,  and  coils  Nos.  8 and  4 
were  placed  parallel,  one  on  each  side,  and  each  coil  connected 
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in  series  with  one  coil  of  the  differential  galvanometer  and 
with  one  spiral  of  the  magnetising  helix.  The  two  outside 
•coils  were  then  adjusted  so  that  when  the  battery  circuit  was 
made  and  broken,  and  the  current  started  and  stopped  in  the 
middle  coil,  no  indication  was  given  by  the  galvanometer,  and 
no  magnetisation  produced  in  a steel  needle  placed  in  the 
double  helix.  A thick  zinc  plate  was  then  introduced  between 
the  primary  coil  and  one  of  the  secondaries,  and  it  was  found 
-that  the  needle  of  the  galvanometer  still  remained  stationary 
on  making  and  breaking  the  primary  current,  but  that  the 
rsteel  needle  in  the  spiral  became  powerfully  magnetic.  This 
indicated  that  the  two  secondary  currents,  whilst  still  equal 
in  total  quantity,  had  been  so  affected  that  one  had  a less 
maximum  value  than  the  other,  and  hence  a differential 
magnetising  action  was  produced.  A similar  effect  was 
•observed  when  a galvanometer  and  magnetising  spiral  were 
together  introduced  into  the  secondary  circuit  of  a single 
primary  and  secondary  circuit.  The  interposition  of  a metal 
sheet  considerably  reduced  the  magnetising  power  or  the 
shock,  but  left  the  galvanometer  deflection  unaltered.  In 
order  to  increase  the  number  of  facts,  this  last  experiment 
was  varied  by  the  exchange  of  a soft  iron  needle  for  the  hard 
steel  needle  in  the  magnetising  coil,  the  metal  screen  being 
interposed  in  each  case,  and  it  was  found  that  whereas  the 
metal  screen  cut  off  almost  entirely  the  power  of  the  secondary 
current  to  magnetise  hard  steel,  it  could  yet  slightly  magnetise 
the  soft  iron.  A screen  of  cast  iron  half  an  inch  thick,  how- 
ever, not  only  neutralised  the  power  to  magnetise  hard  steel, 
but  reduced  the  deflection  of  the  galvanometer  as  well.  The 
general  explanation  of  the  foregoing  facts,  as  due  to  Henry,  is 
as  follows  : — The  secondary  current,  as  we  have  seen,  is  a 
brief  discharge,  which  rises  very  suddenly  to  its  maximum 
value  and  then  fades  gradually  away.  The  current  curve 
of  the  secondary  current,  due  to  the  rupture  of  a primary 
circuit,  may  be  represented  by  the  thick  firm  line  in  Fig.  100. 
If  a metal  screen  is  interposed  between  the  primary  and  the 
secondary  circuit  the  screen  gets  a similar  secondary  current 
generated  in  it,  and  this  last  again  acts  by  induction  to  gene- 
rate a tertiary  current  in  the  secondary  circuit.  This  tertiary 
current  consists  of  two  portions — first,  an  inverse  part  opposite 
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in  direction  to  the  secondary  current  in  the  screen,  and,  secondly,, 
a succeeding  direct  current.  Let  the  current  curve  of  this 
tertiary  current  in  the  secondary  circuit  be  represented  by  the 
fine  firm  line  in  Fig.  100.  The  total  quantities  of  electricity 
flowing  in  each  part  of  the  two  portions  of  the  tertiary  current 
are  equal.  The  resultant  effect,  then,  of  the  action  of  the 
primary  current  when  interrupted  is  to  cause  in  the  secondary 
circuit  the  true  secondary  current,  which  is  an  unidirectional 
flux  (thick  curve),  and  a superimposed  tertiary  current,  which 
is  a bi-directional  flux,  its  algebraic  total  of  quantity  being, 
zero. 


Fig.  100. 


If  we  add  together  at  each  instant  the  ordinates  of  the  two- 
current  curves  we  get  a resultant  curve  (dotted  line)  which 
represents  the  actual  current  curve  in  the  secondary  circuit. 
The  total  area  (electric  quantity)  enclosed  between  the  hori- 
zontal line  and  the  dotted  curve  must  be  equal  to  the  total 
area  enclosed  between  the  thick  firm  line  and  the  horizontal,, 
because  we  have  added  and  substracted  equal  areas ; but  the 
maximum  ordinate  of  the  dotted  curve  will  be  less  than  that  of 
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the  thick  firm  line  curve,  and  the  form  of  the  curve  will  be 
very  difierent  also.  It  is,  then,  clear  that  the  superposition 
of  a complete  tertiary  current,  which  is  of  itself  but  very  little 
able  to  affect  a galvanometer  on  a secondary  current  which 
gives  a definite  galvanometer  indication,  is  not  able  to  alter 
that  galvanometer  deflection,  depending  as  it  does  on. the  total 
quantity  of  the  discharge.  The  magnetising  power  and  shock, 
however,  depend  upon  the  maximum  value  or  suddenness 
with  which  the  induced  current  rises  to  its  maximum  value, 
and  this  factor  is  very  much  affected  by  the  overlaying  of 
a secondary  current  by  a tertiary.  We  see,  then,  that. the 
experiences  of  Faraday  and  Henry  may  be  completely  recon- 
ciled, and  that  the  detection  of  magnetic  screening  depends 
upon  the  nature  of  the  detecting  instrument  in  the  secondary 
circuit. 

The  practical  outcome  of  much  of  the  foregoing  discussion 
of  magnetic  screening  is  that  the  use  of  lead-covered  cable  for 
the  conveyance  of  periodic  currents  of  the  usual  frequency  (60 
or  100  alternations  per  second)  is  of  no  advantcuie  in  respect 
of  prevention  of  inductive  disturbance  in  neighbouring  tele- 
phone wires.  Not  only  js  the  lead  too  poor  a conductor, 
but  the  frequency  of  alternation  is  too  small  to  render  the 
magnetic  screening  effective.  The  only  effective  method  of 
annulling  the  inductive  disturbance  is  to  carry  the  periodic 
current  along  a conductor  which  lies  in  the  axis  of,  and  is 
insulated  from,  a concentric  enclosing  tube  or  sheath,  which 
acts  as  a return.  This  return  must  be  itself  insulated  from 
the  earth,  and  the  condition  to  be  fulfilled  is  that  at  any 
instant,  and  at  any  section  the  algebraic  sum  of  the  currents 
in  the  core  and  sheath  must  be  zero  ; reckoning  current  in 
one  direction  positive,  and  in  the  other  negative. 

The  whole  question  of  magnetic  screening  has  been  worked 
out  mathematically  by  several  mathematicians,  and  besides 
the  section  in  Clerk-Maxwell’s  Treatise  (Vol.  II.  § 654,  2nd 
Ed.),  the  advanced  student  may  be  referred  to  memoirs  by 
Prof.  Charles  Niven  “ On  the  Induction  of  Electric  Currents 
in  Infinite  Plates  and  Spherical  Shells  ” fPhil.  Trans.  Koy. 
Soc.,  1881,  p.  307),  and  also  to  Prof.  H.  Lamb  “ On  Elec- 
trical Motions  in  a Spherical  Conductor”  {Flul.  Trans.  Roy. 
Soc.,  1883,  p.  519). 
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§ 9.  Reaction  of  a Closed  Secondary  Circuit  on  the  Pri- 
mary.— If  a Bell  telephone  is  placed  in  series  with  a coil 
of  many  turns  of  fine  wire  wound  on  a hollow  bobbin,  and  if 
both  are  placed  in  series  with  the  secondary  circuit  of  a small 
induction  coil,  the  strength  of  the  secondary  current  can  be  so 
adjusted  that  the  telephone  emits  a low  murmur  or  rattle. 
This  being  the  case,  let  a solid  bar  of  copper  be  introduced 
into  the  bobbin  of  fine  wire,  and  it  will  be  found  that  the 
noise  of  the  telephone  is  increased.  If  a bundle  of  fine  iron 
wires  is  substituted  for  the  copper  rod  it  will,  on  the  other 
hand,  reduce  the  noise  or  stop  it  altogether.  The  explanation 
of  this  effect  is  to  be  found  in  the  reaction  which  a closed 
secondary  circuit  has  upon  its  primary  in  changing  the 
resultant  impedance  of  the  primary.  We  have  shown  in 
Chapter  III.  (p.  180),  that  the  re-active  effect  of  the 
secondary  is  to  increase  the  resistance  and  reduce  the 
inductance  of  the  primary  circuit,  and  we  have  deduced 
two  formulae  given  by  Maxwell  for  the  value  of  the  equivalent 
resistance  R'  and  the  equivalent  inductance  L'  of  a primary 
coil  of  resistance  R and  inductance  L in  the  presence  of  a 
secondary  coil  of  resistance  S and  inductance  N,  the  mag- 
netic circuit  having,  a constant  resistance,  and  the  mutual 
inductance  being  M.  Hence,  the  equivalent  impedance  of 
the  primary  coil  in  presence  of  the  secondary  is 
and  that  which  we  may  call  its  isolated  or  intrinsic  Impedance 
is  equal  to  V R'^  -f  IT.  For  brevity  we  may  write  the  symbol 
Im  for  and  Im'  for  V'R'^ also  Inig  for 

T The  question  then  arises,  which  is  the  greater — 

Im'  or  Im  ? To  discover  this,  take  for  R'  and  L'  the  values 
given  on  page  180,  and  we  have 


and 


Forming  from  these  the  function  R'^-f  we  have 


R'^-f/L'2  = 


2pnPRS-y  (2  L N - M^-)' 


G 


272 


MUTUAL  AND  SELF  INDUCTION. 


or 

or 


(2  L N - M^)  . 

(Im'  = (Im)’-  - { y (2  L N - M^)  - 2 R S } . 


If  S = X , or  the  secondary  circuit  is  open,  the  right-handi 
side  of  the  above  equation  is  zero,  and  we  find  that  the 
impedance  of  the  primary  circuit  is  not  altered  by  the  pre- 
sence of  the  open  secondary,  as  of  course  it  should  not  be. 

If  S is  not  infinite,  that  is  if  the  secondary  circuit  is  closed, 
then  the  above  equation  shows  us  that,  if  the  quantity  2RS 
is  greater  than  the  quantity  (2  L N - M^),  then  Im'  is  greater 
than  Im,  or  the  impedance  of  the  primary  circuit  is  increased  by 
closing  the  secondary.  But  if  2 R S is  less  than  (2  L N — M"^), 
then  Im'  is  less  than  Im,  or  the  impedance  of  the  primary  is 
decreased  by  closing  the  secondary  circuit. 


If  «i  stands  for  and  a. 


R 


for  and  also  if  B stands  for 
N 


M 


it  is  not  difficult  to  show*  that  to  make  Im'  greater 
than  Im  we  must  have 

2 


ttj  a.2  less  than 


When  the  secondary  circuit  has  a certain  critical  value  it  is 
possible  to  show  experimentally  that  above  this  value  closing 
the  secondary  circuit  increases  the  primary  impedance,  but 
below  this  value  closing  the  secondary  circuit  decreases  the 
primary  impedance. 

The  following  experiment  was  made  in  the  laboratory  of 
Prof.  Elihu  Thomson  f : — A small  induction  coil  had  its 
primary  circuit  arranged  in  series  with  nine  incandescent 
lamps  joined  in  parallel,  thus  exciting  it  with  an  alternating 
current  of  about  ten  amperes.  When  the  secondary  circuit 
was  closed  by  means  of  a vacuum  tube  of  high  resistance,  a- 
marked /aZZ  occurred  in  the  candle-power  of  the  lamps  used 
as  a resistance  in  the  primary  circuit.  The  impedance  of  the 


* See  Mr.  E.  C.  Rimingtou,  “On  the  Behaviour  of  an  Air  Core  Transformer 
when  the  Frequency  is  Below  a Certain  Critical  Value,”  Proo,  Physical 
Soc.,  London,  October  27,  1893. 
t See  The  Electrician,  Vol.  XXXII.,  p.  225. 
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primary  was  thus  increased.  When  the  secondary  circuit 
was  closed  through  a water  resistance,  the  lamps  brightened 
up,  thus  showing  that  the  primary  impedance  was  decreased. 

Hence  the  closing  of  the  secondary  circuit  does  not  always 
decrease  the  primary  impedance.  Mr.  Eimington  (loc.  cit.) 
quotes  an  experiment  with  an  air  core  transformer  or  induction 
coil  consisting  of  two  circuits  without  iron  core,  in  which 
closing  the  secondary  circuit  had  the  effect  of  decreasing  the 
primary  current  by  about  3 per  cent.,  thus  showing  an  increased 
primary  impedance.  Generally  speaking,  however,  the  closing 
of  the  secondary  circuit  so  that  the  total  secondary  circuit 
resistance  is  small  has  the  effect  of  decreasing  the  primary 
circuit  impedance. 

Hence  also  holding  a conductor  or  conducting  circuit  of  low 
resistance  near  a primary  coil  has  the  effect  of  decreasing  the 
impedance  of  that  coil  and  therefore  increasing  the  flow  of 
primary  current  through  it  under  the  influence  of  a constant 
impressed  primary  electromotive  force. 

The  explanation  of  our  experiment  with  the  induction  coil 
and  the  copper  rod  is  now  simple.  The  introduction  of  the 
copper  rod  into  the  fine  wire  helix  is  equivalent  to  approxi- 
mating to  a primary  coil  a closed  secondary  circuit.  The 
impedance  of  the  fine  wire  circuit  to  the  alternating  current 
from  the  secondary  circuit  of  the  induction  coil  is  hence 
reduced  ; it  gets  more  current,  and  the  telephone  is  made  to 
emit  a louder  sound.  If,  however,  a core  of  divided  fine  iron 
wire  is  introduced  into  the  fine  wire  helix,  the  result  is  simply 
to  increase  the  impedance  of  that  circuit,  and  therefore  to 
reduce  the  current  actuating  the  telephone.  When  considering 
in  particular  the  theory  of  the  induction  transformer  as  applied 
to  electric  distribution  we  shall  see  the  above  principles  have 
important  practical  bearings. 

In  a Paper  recording  some  experimental  results  on  the 
self-induction  and  resistance  of  compound  conductors*  Lord 
Kayleigh  has  given  some  comparisons  of  the  results  of  theory 
and  experiment  on  Maxwell’s  formulas  above  alluded  to.  By 
the  use  of  a resistance  and  inductance  bridge,  very  similar  to 
one  designed  by  Prof.  Hughes,  the  measurements  of  the 
inductance  and  resistance  of  a circuit  can  be  made  separately 

* See  Phil.  Mag.,  December,  1886,  p.  469. 
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with  ease.  A pair  of  wires  was  wound  on  one  bobbin ; 
each  wire  bad  a resistance  of  nearly  •!  obm,  and  a diameter 
of  -OSTin.  Each  coil  consisted  of  nine  double  convolutions. 
In  certain  arbitrary  units  the  resistance  of  one  of  these  copper 
wires  to  steady  currents  was  1-75,  and  its  inductance  11*2°. 
These  values  were  obtained  when  the  other  coil  was  on  open 
circuit.  On  closing  the  unused  coil,  the  resistance  of  the  first 
rose  to  2-67  and  its  inductance  fell  to  4*7°. 

To  compare  this  with  the  theory. 

The  formulaj  are  R'  = R + 

& + fK‘ 

Now  R = S = l*75x  *0492x10^  absolute  C.-G.-S.  units  of 
resistance, 

and  L = N = ll°-2  X 1553  centimetres, 

M = ll°  X 1553  centimetres, 
and  p = 27r  ^ = 2 X 3-1415  X 1050. 


The  periodic  current  used  had  a frequency  of  1050  per  second; 


hence 

Therefore 

and 

hut 

an(T 


R'  =R  (1  + -6)  = 1-6R, 
L''  = L (l--6)=  -IL; 
l-6xl-75  = 2*8  = R', 
•4xll°-2  = 4°-5  = L'. 


These  calculated  values  compare  very  favourably  with  the 
observed  values,  viz. : 

R"  = 2-67,  L'  =4T, 

and  experimentally  confirm  the  truth  of  Maxwell’s  formulae 
for  the  increased  resistance  and  diminished  inductance  of  a 
circuit  when  placed  near  a closed  secondary  circuit. 


§ 10.  Hughes’s  Induction  Balance  and  Sonometer. — In  1879 
Prof.  Hughes  constructed  and  described  a very  perfect  induc- 
tion balance,  with  which  he  was  able  to  conduct  researches  of 
an  exceedingly  interesting  character.  In  order  to  have  a 
perfect  induction  balance  he  found  it  necessary  to  make  all  the 
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four  coils  exactly  similar.*  Four  boxwood  bobbins  {see  Fig.  101) 
are  each  wound  over  with  100  metres  of  No.  32  copper  wire. 
These  coils  are  arranged  in  pairs  at  a considerable  distance 
apart,  so  that  the  coefficient  of  mutual  induction  between  the 
separated  pairs  is  negligible.  Two  of  the  coils,  A andB,  are  joined 
in  series  with  each  other  and  with  a battery  and  interrupter  I, 
and  the  other  two  coils,  C and  D,  are  employed  respectively  as 
secondary  coils  to  these  two.  These  secondary  coils  are  in  series 
with  each  other  and  with  a telephone  receiver  T,  and  are  so 
joined  up  that  the  direction  of  the  induction  of  A on  C is  oppo- 
site to  that  of  B on  D.  One  pair  of  coils  is  placed  in  a fixed 
position,  and  the  other  pair  can  be  slightly  moved  to  or  from 


I 


Fig.  101. 


each  other  by  means  of  a micrometer  screw.  The  coils  are  first 
adjusted  so  that  the  inductions  are  equal  and  opposite,  and  on 
hstening  at  the  telephone  the  opposing  secondary  currents 
produce  at  best  but  a very  slight  sound,  which  can  be  perfectly 
abolished  by  adjusting  the  distance  of  one  pair  of  coils.  When 
this  is  the  case,  if  we  insert  in  the  opening  of  the  bobbin  of  one 
of  the  primary  coils  a disc  or  piece  of  metal  d,  the  balance  is 
destroyed,  and  we  hear  sounds  more  or  less  intense.  In  order 
to  get  some  comparative  measurements,  Prof.  Hughes  designed 

* “ On  an  Induction  Current  Balance.”  By  Prof.  D.  E.  Hughes.  Proc. 
Roy.  Soc.,  No.  196,  May  5,  1879. 
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a companion  instrument,  called  a sonometer.  In  this  instrument 
a pair  of  primary  coils  are,  as  before  {see  Fig.  102),  joined  in 
series  with  each  other  and  with  a battery.  The  coils  are  fixed 
at  the  extremities  of  a bar.  Between  these  primary  coils  slides 
a single  secondary  coil,  and  the  primary  coils  are  so  wound  that 
their  inductions  on  this  secondary  coil  are  equal  and  opposite. 
When  this  secondary  coil  is  exactly  between  the  two  primary 
coils,  a telephone  placed  in  series  with  the  secondary  coil  gives 
out  no  sound  when  the  primary  current  is  rapidly  interrupted. 
If,  however,  the  secondary  coil  is  slid  from  one  primary  and 
towards  the  other,  the  differential  action  creates  an  induced 
current  detected  by  the  telephone.  By  reading  off  on  the  bar 
the  extent  of  displacement  necessary  to  create  in  the  telephone 
a sound  of  a certain  magnitude  an  arbitrary  reading  can 


Fig.  102. 


be  obtained  corresponding  to  every  different  value  of  the 
secondary  current.  A switch  is  provided,  by  means  of  which 
the  same  telephone  can  be  shifted  rapidly  from  the  induction 
balance  secondary  circuit  to  the  sonometer  secondary  circuit. 
The  experiments  first  performed  consisted  in  placing  within 
one  primary  coil  of  the  induction  balance  certain  equal-sized 
discs  of  different  metals,  and  then  so  arranging  the  sono- 
meter secondary  coil  that  the  noise  in  the  telephone  produced 
by  the  current  in  the  secondary  of  the  sonometer  was  judged 
by  the  ear  to  be  equal  to  the  sound  produced  in  the  telephone 
when  it  was  shifted  to  the  secondary  circuit  of  the  induction 
balance,  and  in  which  the  inductive  balance  had  been  broken 
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down  by  the  insertion  of  the  disc  of  metal.  Discs  of  various 
metals  the  size  and  shape  of  an  English  shilling  were  made, 
and,  when  inserted  in  the  induction  coil,  the  sonometer  bar 
readings,  reckoned  from  the  centre  or  absolute  zero  of  sound 
given  in  certain  arbitrary  degrees,  w^ere  as  follows : — 


Silver  (chemically  pure)  125 

Gold  117 

Silver  coin 115 

Aluminium 112 

Copper  100 

Zinc 80 

Bronze  76 

Tin 74 

Iron  (ordinaiy)  52 


German  Silver  50 

Iron  (pure) 40 

Copper  (alloy)  40 

Lead  38 

Antimony  35 

Mercury 30 

Bismuth 10 

Zinc  (alloy) 6 

Carbon  2 


This  list  does  not  agree  in  order  entirely  with  that  of  any 
of  the  lists  of  electrical  conductivity.  In  some  degree  it 
evidently  has  reference  to  conductivity,  because,  roughly 
speaking,  the  best  conductors  come  at  the  top  and  the  worst 
at  the  bottom  ; but  whilst  it  is  headed  by  silver,  which  has  the 
highest  -conductivity  per  unit  of  volume,  we  find  aluminium, 
which  has  the  highest  conductivity  per  unit  of  mass,  occupying 
a position  above  that  of  copper.  The  disturbing  effect  of 
the  metal  on  the  inductive  balance  is  not,  however,  simply 
proportional  either  to  the  conductivity  per  unit  of  mass  or  per 
unit  of  volume.  In  more  recent  experiments  a graduated  zinc 
wedge  pushed  in  more  or  less  between  one  pair  of  coils  of  the 
induction  balance  was  employed  to  obtain  comparative  numbers 
representing  the  disturbance  produced  when  discs  of  various 
metals  are  inserted  in  the  other  coil.  The  elementary  theory 
of  the  induction  balance  is  of  course  contained  in  all  that  has 
gone  before  in  this  and  the  last  chapter.  It  is,  generally 
speaking,  dependent  for  its  action  on  effects  similar  to  those 
producing  magnetic  shielding.  If  the  discs  are  slit  so  as  to 
prevent  circumferential  electric  currents  in  their  mass,  their 
action  in  disturbing  the  inductive  balance  is  mitigated  or 
annulled.  If  the  metal  disc  is  replaced  by  a copper  coil  with 
open  extremities  no  effect  is  observed  on  the  inductive  balance. 
If  the  ends  of  the  coil  are  joined,  the  coil  behaves  as  if  it  were 
a metallic  disc  and  causes  loud  sounds  in  the  telephone.  The 
effect  due  to  the  iron  disc  is  a mixed  one.  It  in  part  acts  like 
any  other  metal  disc,  but  it  differs  from  them  in  one  respect. 
If  any  non -magnetic  disc  is  placed  edgeways  in  the  centre  of 
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the  primary  bobbin  it  has  a diminished  effect  in  disturbing  the 
balance ; in  the  case  of  iron  the  disturbance  is  increased  by 
turning  the  disc  edgeways.  In  order  to  have  before  us  a 
typically  simple  case,  imagine  an  induction  balance  made  of 
two  very  long  primary  helices  and  each  embraced  near  the 
centre  by  a small  secondary  coil.  Let  the  primary  coils  be 
traversed  by  a simple  periodic  current.  We  have  then  in  the 
interior  of  the  primary  coil  a uniform  magnetic  field  varying 
synchronously  with  the  primary  current  in  a simple  periodic 
manner,  and  the  rate  of  change  of  the  magnetic  field  at  any 
instant  will  be  a measure  of  the  electromotive  force  acting  in 
the  secondary  circuit.  Suppose  into  one  primary  helix  is 
inserted  a thin  copper  tube ; this  will  form  a closed  secondary 
circuit,  and  secondary  periodic  currents  will  be  induced  in  it, 
flowing  round  the  cylinder  in  directions  parallel  to  the  turns 
of  the  primary  helix.  As  this  copper  cylinder  possesses  a very 
sensible  time  constant,  the  phase  of  these  secondary  currents 
in  the  copper  cylinder  will  be  nearly  opposite  to  that  of  the 
primary  current.  The  resultant  magnetic  field  in  the  interior 
of  the  cylinder  is  therefore  that  due  to  the  resultant  of  these 
two  simple  periodic  currents  which  are  nearly  opposed  in 
phase.  Hence  the  absolute  magnitude  of  the  interior  field 
and  its  rate  of  variation  will  be  less  than  if  the  copper 
cylinder  was  removed.  It  results,  therefore,  that  the  induction 
through  the  secondary  helix  and  the  electromotive  force 
impressed  on  it  will  be  diminished  by  the  presence  in  the 
primary  coil  of  this  copper  cylinder.  The  diagram  given  on 
page  177,  showing  a geometrical  construction  for  the 
magnitudes  of  the  primary  and  secondary  currents  in  an 
induction  coil  without  iron,  shows  us  why  the  primary  and 
secondary  currents  are  thus  more  or  less  opposite  in  phase. 
Since,  in  a general  way,  the  higher  the  conductivity  of  the 
tube  or  disc  introduced  into  the  primary  the  greater  the  time 
constant,  and  the  greater  the  lag  in  phase  of  the  currents 
induced  in  this  metallic  circuit  behind  the  phase  of  the 
inducing  primary,  it  follows  that  the  resultant  interior  field 
acting  to  produce  inductive  electromotive  force  in  the 
secondary  helix  will  be  diminished  by  the  introduction  of 
discs  of  very  high  conductivity  more  than  by  discs  of  very 
low  conductivity. 
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From  the  principles  discussed  under  the  head  of  magnetic 
shielding  it  would  appear  that  the  differences  between  various 
metals  inserted  as  discs  in  the  induction  balance  would  be  less 
marked  at  very  high  speeds  of  interruption  than  at  very  low 
ones.  With  respect  to  the  action  of  iron,  two  effects  have  to  be 
considered  which  are  the  results  of  very  different  actions.  The 
introduction  of  the  iron  into  the  primary  coil  reduces  the 
magnetic  resistance  of  the  circuit  of  induction  of  that  coil,  and 
this  cause,  if  it  operated  alone,  would  destroy  the  inductive 
balance  by  raising  the  inductive  electromotive  force  in  that 
secondary  circuit  corresponding  to  the  primary  into  which  the 
iron  is  introduced;  but  the  iron  disc,  like  every  other  disc, 
gets  circumferential  induced  currents  created  in  it,  and  these, 
if  they  acted  alone,  would  destroy  the  inductive  balance  by 
lowering  the  inductive  electromotive  force  in  that  secondary 
coil. 

These  two  effects  conflict,  and  it  is  an  interesting  confirmation 
of  theory  to  find  that  Prof.  Hughes  says  it  is  possible  to  intro- 
duce into  one  primary  coil  of  the  induction  balance  a disc  of 
iron  and  some  soft  iron  wires  in  such  positions  that  these 
opposite  actions  nullify  each  other,  and,  though  each  mass  of 
iron  separately  would  destroy  the  induction  balance,  yet  the 
two  together  being  introduced  complete  silence  in  the  tele- 
phone is  the  result.  The  sensibility  of  the  induction  balance 
to  minute  differences  of  electric  conductivity  and  magnetic 
permeability  is  very  remarkable.  If  into  one  coil  of  a carefully- 
adjusted  balance  we  place  a good  sovereign,  or  shilling,  and 
into  the  other  a bad  one,  the  telephone  detects  the  base  coin 
with  unerring  certainty  by  the  loud  noise  given  out.  In  the 
same  way,  if  two  pieces  of  soft  iron  are  introduced  into  the  two 
primary  coils,  and  a balance  is  obtained,  the  mere  magnetisa- 
tion of  one  of  them  will  be  at  once  detected,  because  that 
magnetised  piece  becomes  thereby  less  permeable,  and  destroys 
the  balance.  We  may  present  the  rough  general  theory  of  the 
induction  balance  in  another  way.  Let  the  “ coin  ” be  simply 
regarded  as  a closed  circuit,  between  which  and  the  primary 
circuit  surrounding  it  there  is  a certain  coefficient  of  mutual 
induction.  The  two  primary  coils  forming  one  primary 
circuit  have,  on  the  whole,  no  action  on  the  two  secondary 
coils  forming  one  secondary  circuit,  and  we  may  therefore 
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consider  the  primary  circuit  as  if  it  were  in  a position 
conjugate  to  the  secondary.  The  coin,  however,  is  acted  upon 
inductively  by  the  primary  circuit,  and  the  eddy  currents  or 
secondary  currents  generated  in  it  react  on  the  secondary 
circuit,  causing  in  it  tertiary  currents,  which  affect  the 
telephone.  Looking  at  it  from  this  point  of  view,  we  might 
construct  an  induction  balance  thus.  Let  A {see  Fig.  103) 
be  a single  primary  coil,  and  B a secondary  coil,  having  a 
telephone  in  series  with  it.  Place  the  coil  B in  a position 
conjugate  to  A — that  is,  with  its  axis  at  right  angles  to  that 
of  A.  Then  let  variation  of  current  in  A produce  no  current 
in  B.  Now  hold  a sheet  of  copper  anywhere,  say  at  C,  and 
the  telephone  will  be  caused  to  sound.  For  A,  though  it 


B 


cannot  affect  B inductively  directly,  yet  it  can  produce  a 
secondary  current  in  C held  at  a non -conjugate  position,  and 
these  secondary  currents  in  C will  create  other  tertiary 
currents  in  B.  The  experiment  thus  appears  to  indicate  a 
sort  of  reflection  of  inductive  power.* 

This  was  experimentally  showm  by  Mr.  Willoughby  Smith 
in  his  Paper  on  “Volta-Electric  Induction”  (see  Journal  of 
Society  of  Telegraph-Engineers,  Vol.  XII.,  page  465). 

* The  full  theory  of  the  induction  balance  has  been  given  by  Prof.  Oliver 
Lodge.  See  Proc.  Phys.  Soc.  London,  Vol.  III.,  p.  187.  Also  in  the  same 
volume  is  a Xote  by  Prof.  J.  H.  Poyuting  “ On  the  Graduation  of  the 
Sonometer.” 
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An  interesting  experiment  due  to  Mr.  Willoughby  Smith  is 
to  employ  a simple  Bell  telephone  receiver,  unconnected  with 
any  circuit,  as  an  induction  finder.  If  a coil  of  wire  is  traversed 
by  an  electric  current,  either  rapidly  intermittent  or  alternating, 
then  a Bell  telephone  held  anywhere  in  the  magnetic  field 
emits  a sound.  The  pulsating  field  disturbs  the  magnetism 
of  the  telephone  magnet,  and  enables  us,  therefore,  to  detect 
rapid  electromagnetic  disturbances  at  the  place  where  it  is  held. 
It  is  obvious,  then,  that  the  induction  balance,  combined  with 
a telephone,  is  an  apparatus  of  extreme  sensitiveness.  It 
can  render  evident  the  smallest  differences  of  weight,  nature, 
degree  of  purity  or  temperature  of  two  conductors  of  identical 
dimensions,  such  as  two  coins  placed  in  identical  conditions 
in  respect  of  the  two  systems  of  coils. 

It  enables  us  to  detect  very  small  masses  of  metal  in  a badly 
conducting  body,  and  may  be  employed  with  much  advantage  in 
verifying  the  insulation  of  the  different  windings  of  a coil,  the 
ends  of  which  are  open.  At  the  same  time,  however,  it  lends 
itself  better  to  qualitative  than  to  quantitative  work,  as  it  is 
difficult  to  interpret  rigorously  the  results  obtained.* 


§ 11.  The  Transmission  of  Rapidly  Intermittent  or  Alter- 
nating Currents  through  Conductors. — Some  experiments  by 
Prof.  Hughes  in  1886  on  the  self-induction  of  metallic  wires 
were  the  means  of  directing  the  general  attention  more  closely 
than  before  to  the  nature  of  the  propagation  of  electric 
currents  of  high  frequency  through  metallic  conductors,  and 
although  mathematical  writers,  particularly  Maxwell  and 
Oliver  Heaviside,  had  previously  considered  the  problem 
theoretically,  the  experimental  results  drew  the  attention 
of  many  to  this  question  to  whom  the  more  recondite 
mathematical  investigations  were  unknown.  Prof.  Hughes’s 


* For  further  information  on  the  use  and  theory  of  the  induction  balance 
the  student  may  consult,  with  advantage,  Mascart  and  Joubert’s  “Elec- 
tricity,” Vol.  II.,  § 986  ; also  Hughes,  Phil.  Mag.  [5],  Vol.  II.,  p.  50,  1879. 
On  the  differential  telephone,  see  Chrystal,  Phil.  Trans.  Roy.  Soc.  Edin., 
Vol.  XXIX.,  p.  609,  1880.  0.  Lodge,  Proe.  Physical  Soc.  London, 

Vol.  III.,  p.  187,  on  intermittent  currents  and  the  theory  of  the  induction 
balance. 
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experiments*  on  the  self-induction  of  metallic  wires  were 
made  with  a combined  resistance  and  induction  bridge  of 
somewhat  novel  form.  Suppose  that  a quadrilateral  arrange- 
ment be  formed  of  four  conductors  P,  Q,  E,  S,  only  one 
of  which,  P,  has  any  sensible  self-induction,  and  let  the 
diagonals  be  completed  by  a telephone  T,  and  battery  B, 
with  interrupter  I.  In  the  first  place,  let  the  resistance- 
balance  be  obtained  for  steady  currents.  This  can  be 
achieved  by  placing  the  telephone  with  the  interrupter  as  a 
conjugate  circuit  to  the  battery  {see  Fig.  104),  and  altering  one 
resistance,  say,  E,  until  a balance  is  obtained.  By  a suitable 


I 


adjustment  of  the  four  resistances  complete  silence  can  be 
obtained  in  the  telephone. 

Next,  let  the  interrupter  be  removed  to  the  battery  circuit, 
all  the  other  arrangements  remaining  the  same  {see  Fig.  105). 
It  will  be  found  that  the  balance  is  destroyed,  and  that  no 
mere  change  in  the  value  of  the  resistance  E will  enable  a per- 
fect balance  to  be  obtained.  The  reason  for  this  is  that,  on 

* These  experiments  formed  the  subject  of  Prof.  Hughes’s  Inaugural 
Discourse  to  the  Society  of  Telegraph-Engineers  on  the  occasion  of  his 
election  to  the  office  of  President.  See  Journal  of  the  Society  of  Teleyra'ph 
Enrjinecrs,  January  28,  1886,  “ The  Self-Induction  of  an  Electric  Current 
in  Relation  to  the  Nature  and  Form  of  its  Conductor.” 
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closing  the  battery  circuit,  the  inductance  of  P introduces  a 
counter  electromotive  force  into  P and  the  potential  rises  at 
c faster  than  at  d,  and  on  breaking  the  circuit  the  potential  at 
c dies  down  faster  than  at  d ; and  hence  at  each  make  and 
break  the  telephone  is  subjected  to  an  alternate  flux  of  current 
which  causes  it  to  emit  a sound.  Supposing  that  an  attempt 
is  made  to  get  rid  of  this  sound  by  shifting  the  point  c so  as  to 
alter  R,  the  steady  balance  will  be  destroyed,  and  the  telephone 
will  be  traversed  by  a current  during  the  time  when  all  the 
currents  have  become  steady  ; but  no  such  change  in  the  value 
of  R will  prevent  a variation  of  current  taking  place  through 


Fig.  105. 

the  telephone  during  the  complete  period  from  the  first  instant 
when  the  battery  circuit  is  closed  to  the  instant  when  it  is 
opened  again. 

The  only  way  in  which  a balance  can  be  obtained  in  this  last 
arrangement  is  by  introducing  into  the  telephone  circuit  an  elec- 
tromotive force  which  shall  be  capable  of  being  made  to  balance 
at  every  instant  the  inductive  electromotive  force  due  to  the 
inductance  of  P.  Prof.  Hughes  does  this  very  ingeniously  by 
introducing  a pair  of  mutually  inductive  coils  into  the  battery 
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and  telephone  circuits,  and  the  final  arrangement  is  as  shown 
in  Fig.  106.  Mi  and  Mg  are  a pair  of  coils,  one  of  which.  Mg, 
is  in  the  battery  circuit  and  is  fixed,  and  the  other,  Mj,  is 
in  the  telephone  circuit,  and  can  be  placed  so  that,  whilst  its 
centre  coincides  with  that  of  M2,  its  axis  makes  any  required 
angle  with  that  of  Mj.  In  this  way  the  mutual  inductance 
between  Mj  and  Mg  can  be  varied  from  zero  when  the  coil  axes 
are  at  right  angles  to  a definite  maximum  value  when  they  are 
co-linear. 

It  is  found  that,  when  the  coils  Mi  Mg  are  in  certain 
positions,  the  inductive  electromotive  force  set  up  in  the 


telephone  circuit  by  the  induction  of  Mi  on  M2  can  be  made 
to  neutralise  the  electromotive  force  of  self-induction  due  to  the 
inductance  of  P,  when,  in  addition,  a certain  value  is  given  to 
the  resistance  R.  Under  these  circumstances  the  bridge  can 
be  balanced  and  the  telephone  completely  silenced,  both  when 
the  interrupter  is  in  the  battery  circuit  and  also  in  the  tele- 
phone circuit ; in  other  words,  the  bridge  can  be  balanced  both 
for  steady  and  for  variable  currents. 

In  the  arrangement  adopted  by  Prof.  Hughes  the  resist- 
ances Q,  E,  and  S,  were  sections  of  one  and  the  same  fine 
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German  silver,  1 metre  long,  and  having  a total  resistance  of 
4 ohms  {see  Fig.  107).  The  ends  of  this  wire  were  joined  to 


the  conductor  P under  investigation,  and  the  rest  of  the 
apparatus  was  arranged  as  described. 

In  order  to  investigate  the  relation  between  the  resistances 
and  inductances  which  holds  good  when  the  bridge  is  balanced  for 


steady  and  also  for  variable  currents,  a diagram  must  be  drawn 
(Fig.  108)  representing  the  network  of  conductors.  Then  call 
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the  current  at  any  instant  in  the  inductive  branch  P,  x, 
that  in  the  branch  Q,  y,  and  that  in  the  telephone  circuit  z. 
The  current  in  the  branch  battery  is  then  x + y.  Let  L be  the 
inductance  of  P,  and  M the  mutual  inductance  of  the  coils  placed 
in  the  circuits  B and  T,  and  let  all  the  other  circuits,  Q,  R, 
and  S,  have  no  sensible  inductance.  Let  e be  the  electromotive 
force  of  the  battery  at  any  instant  t.  Then  the  currents  in  the 
various  branches  at  that  instant  are  as  follows  : — 


In  the  branch  P the  current 

is  X 

R 

55 

33 

X + Z 

S 

35 

33 

y-z 

5 3 5 3 

Q 

35 

53 

V 

3 3 3 3 

B 

35 

55 

x + y 

35  53 

T 

5 5 

5 5 

z 

Applying  Kirchhoif’s  corollaries  to  each  of  the  three  meshes 
of  the  network,  we  have  three  equations,  viz., 

F xaIj  x + y + JIx-\- z = e -Ij  M (94) 

Fx  + y + 'Sy-z  + Qy  = e-M~  • • • (95) 

E^  + T2-Sjr:2= -M  • . (96) 

and  these  three  equations  enable  us  to  find  at  any  time 
t the  current  in  any  branch.*  If  we  suppose  the  bridge 
to  be  balanced  for  variable  currents,  then  z is  zero,  and  on 
making  this  limitation  we  find  the  above  equations  reduce  to 
the  two, 

Qy  - Pa?  - L Sy,  . . . (97) 

d cc  d 'if 

and  - M ^ =Ra;- Sy.  . . . (98) 

Furthermore,  let  us  assume  that  the  currents  vary  according 
to  a simple  periodic  law.  In  this  case,  if  X is  the  maximum 
value  of  X,  then  we  can  write 

ii?  = X sin  y) 

* The  general  method  of  finding  the  current  equations  for  any  network 
is  given  in  Maxwell’s  “ Treatise  on  Electricity,”  2nd  Edition,  Vol.  II., 
§ 755.  Also  see  “ Problems  on  Networks  of  Conductors,”  by  J.  A.  Fleming, 
Phil.  Mag.,  September,  1885,  Vol.  XX,,  p.  221  ; or  Proceedings  Pliys.  Soc., 
Lond.,  1885. 
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where  'p  as  usual  = 27r  n,  n being  the  freq^uency  of  the  alterna. 

d 05 

tion.  Hence  ^ =pXcos^^, 


and 


dC 


= -pt^x. 

Adopting  the  fluxional  notation,  it  is  convenient  to  write  x for 
and  'x  for  Hence,  for  simple  periodic  variation  of  a 

(it  do 

current  x,  we  always  have  the  condition 


— x=p^  X. 

If  we  differentiate  with  respect  to  t the  two  equations  (97) 
and  (98),  and  eliminate  x by  the  help  of  the  equation  a;  = -20'^x, 
we  obtain  two  other  equations,  which,  together  with  the  original 
two  (97)  and  (98),  give  us  the  necessary  four  equations  for  elimi- 
nating the  four  variables  x,  y,  x,  y.  We  have  thus, 

Qy  - F X - Ijx  — R^’-Sy.  . . . (99) 

=:Dx-S>y.  . . . (100) 

Qy -F  x + Fp)^  x^Fx -S>y . . . . (101) 

, llp‘^xAllp‘^y  =Fx-Sy.  . . . (102) 


The  student  who  has  mastered  the  elements  of  determinant 
analysis  will  recognise  that  the  variables  x,  y,  x,  y can  be 
eliminated  from  these  equations,  and  the  relation  which  must 
always  hold  good  between  the  constants  can  be  found  by 
equating  to  zero  the  determinant  of  these  four  equations.  We 
have  then 


-L,  0,  -(P  + R), 

- M,  - M,  R, 

-(P  + R),  (Q  + S),  Lp^ 

-R,  S,  lLp\ 


(Q  + S) 
S 
0 


= 0. 


This  determinant  writes  out  into  the  sum  of  three  terms, 
viz.  : — 

-(P  + R)  [M2/ (P  + Q + R + S)-S(QR-SP)]  + 

+ (Q  + S)  [MLp2  (R  + S)  + R(SP-RQ)-MV(P  + Q 

+ R + S)]  = 0. 
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This  long  equation  reduces  to  the  simpler  form 

[(pSL)2-(i)M(P  + Q + E + S)  y]A[(KIjpY 

-(QR-SP)2]  = 0. 

In  order  that  the  sum  of  the  two  left  hand  terms  in  the 
above  equation  may  always  be  zero,  each  factor  in  the  square 
brackets  must  be  separately  zero,  and  it  will  be  seen  that  each 
of  these  factors  equated  to  zero  are  equivalent  to  the  two 
equations  : — 

QR-SP  = ML2?\ (103) 

and  M(P  + Q-i-R  + S)  = SL (104)* 

These  equations  express  the  relation  which  holds  good 
between  the  resistances  of  the  branches  and  the  self  and  mutual 
induction  coefficients  of  a Hughes  bridge  when  the  bridge  is 
balanced  for  variable  currents. 

It  will  be  seen  that  the  ordinary  relation  of  the  resistances 
for  steady  balance,  viz.,  P:Q  = R;S  is  departed  from,  and  that 
we  have  for  the  resistance  of  branch  P,  when  traversed  bj 
variable  currents,  the  value 

p QR-MLp2  QR 

P = . . (105) 

and  for  the  inductance  of  branch  P under  these  circumstances^ 
the  value 

Ti_M(P  + Q + B + S)  _ _ _ 

In  some  of  his  experiments  Prof.  Hughes  interpreted  his- 

O R 

results  on  the  assumption  that  Pwas  always  equal  to-^,  and 

b 

L was  equal  to  M ; but  the  complete  investigation  shows  that 
this  is  not  the  case.  A very  full  theoretical  and  practical 
examination  of  the  induction  bridge  has  been  given  by  Prof. 
H.  F.  Weber,  for  which  the  student  is  referred  to  the  pages  of 
the  Electrical  Vol.  XVIII.,  p.  321, 1886,  and  Vol.  XIX., 

p.  30,  1886.t 


* These  equations  were  given  by  Lord  Rayleigh  in  the  discussion  on 
Prof.  Hughes’s  Paper.  See  also  Lord  Rayleigh  “ On  the  Self-Induction 
and  Resistance  of  Compound  Conductors,”  Phil.  Mag.,  Dec.  1886,  p.  471. 
l^lquivalent  equations  have  been  also  arrived  at  by  Prof.  H.  F.  Weber  and 
M)-.  Oliver  Heaviside. 

t See  also  Mr.  Oliver  Heaviside  in  the  Phil.  Mag.,  August,  1386. 
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The  whole  method  of  the  construction  and  use  of  the  induc- 
tion bridge  has  been  the  subject  of  elaborate  examination  by 
Lord  Rayleigh  in  a Paper  on  the  self-induction  and  resistance 
of  compound  conductors  {Phil.  Mat/.,  December,  188G),  from 
which  we  shall  quote  freely  in  what  follows.  Lord  Rayleigh 
discarded  the  tooth-wheel  interrupter,  as  it  does  not  give  a 
regular  variation  of  current  corresponding  in  period  to  the 
passage  of  a tooth  ; and  he  substituted  a harmonium  reed, 
the  vibrating  tongue  of  which  made  contact  once  during  each 
period  wdth  the  slightly-rounded  end  of  a brass  or  iron 
wire  advanced  exactly  to  the  required  position  by  means 
of  a screw  cut  upon  it.  Blown  with  a regulated  wind,  such 
reeds  are  capable  of  giving  interruptions  of  current  up  to 
about  2,000  per  second.  The  one  usually  employed  had  a 
frequency  of  1,050  vibrations  per  second.  The  induction 
compensator  consisted  of  two  circular  coils,  one  of  which 
was  fixed  and  the  other  movable  round  an  axis,  so  placed 
that  the  fiat  circular  coils  could  be  placed  either  with  their 
planes  coincident  or  at  right  angles.  If  the  inner  coil  is  very 
small  compared  with  the  other,  and  the  coils  are  placed  with 
centres  coincident  and  axes  inclined  at  any  angle,  6,  and  if  Mq 
be  the  maximum  mutual  inductance  and  M the  inductance  in 
any  position,  6,  then 

M = Mq  cos  6. 

This  law  is,  however,  not  followed  when  the  coils  are  sensibly 
of  the  same  size.  In  this  case  Lord  Rayleigh  has  shown  that 
the  mutual  induction  is  very  approximately  proportional  to  the 
angle  between  the  axes  of  the  coils  for  a range  between  40°  and 
140°.  In  the  actual  experiments  the  mutual  inductance  of  the 
coils  was  determined  for  each  degree  of  angular  displacement 
of  the  axes  by  comparing  it  with  the  calculated  coefficient 
between  two  wires,  wound  in  measured  grooves,  cut  in  a cylinder, 
and  it  was  found  that  every  degree  of  movement  of  the  movable 
coil,  when  the  axes  were  not  far  removed  from  perpendicu- 
larity, was  equal  to  776’3  centimetres  of  mutual  induction,  the 
maximum  when  ^ = 0 being  56,100  centimetres.  The  first 
experiment  described  in  the  Paper  referred  to  is  one  on  the 
self-induction  and  resistance  of  a coil  of  copper  wire.  In  the 
bridge  used  the  resistances  Q -p  R -f-  S were  together  equal  to 
4-00  ohms.  Resistances  were,  however,  measured  in  scale 

u 
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divisions  of  the  bridge  wire,  each  one  equal  to  2-04  x 10*^ 
centimetres  per  second.  The  copper  coil  being  balanced  on 
the  bridge,  it  was  found  that  the  readings  of  the  three 
resistances  and  of  M were  as  follows  : — 


Q = 610,  R=190,  S = 1,160, 

M = 36°  = 36  X 776  centimetres, 

and  the  frequency  n of  the  vibrations  = 1,050.  Hence  p = 2Tr 
X 1,050.  Taking  the  equations  (103)  and  (104)  on  page  288, 
and  eliminating  L,  we  have  for  the  value  of  P,  the  equation 


8 


r f]\P(Q  + E + S) 
S.Q.R 


'U 


1 + 


Substituting  the  values  above,  we  find 

QR 


P = -876  —^  = 87-5  scale  divisions. 


This  gives  the  value  of  the  real  resistance  of  P for  the  periodic 
currents  used  ; and  we  see  that  if  we  neglected  the  peculiarity  of 
the  bridge,  and  simply  assumed  the  ordinary  law,  that  the  resis- 
tance of  P was  equal  to  Q R-^S,  we  should  make  an  error 
of  some  12  per  cent.  On  actually  balancing  the  bridge  for 
steady  currents  the  resistance  of  P was  found  to  be  87*3  scale 
divisions,  thus  indicating  that  for  this  copper  coil  at  the 
frequency  employed  the  resistance  to  variable  currents  was 
the  same  as  to  steady  ones. 

On  inserting  a solid  copper  rod  into  the  aperture  of  the  coil 
and  measuring  again  the  resistance  and  self-induction,  it  was 
found  that  the  values  of  the  reading  were  Q = 660,  R = 190, 
M = 295°,  instead  of  as  before,  Q = 610,  M = 36®.  Hence  the 
introduction  of  another  closed  secondary  circuit  (viz.,  the 
copper  rod)  increased  the  real  resistance  and  diminished  the 
real  self-induction  in  accordance  with  the  principles  explained 
on  page  180,  at  which  place  we  demonstrated  Maxwell’s 
equations  for  the  increased  resistance  and  diminished  self- 
induction  of  a primary  circuit  when  in  contiguity  to  a closed 
secondary  circuit. 

The  next  example  selected  was  that  of  a soft  iron  wire,  160 
centimetres  long  and  3*3mm.  dia.  Here,  with  the  variable 
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currents  from  the  reed  interrupter  of  the  same  period  as 
before,  a balance  was  obtained  for 

Q = 178,  R = 190,  S = 1,592,  M = 8 x 776  centimetres, 
from  which  we  find 

P = *985  = 20’93  scale  divisions. 

The  resistance  of  the  same  wire  to  steady  currents  was 

P =i222il52  = 11-38  scale  divisions. 

1,670 

Hence  the  effective  resistance  to  variable  currents  having  a 
frequency  of  1,050  was  1-84  times  the  resistance  to  steady 
■currents.  We  have  presented  to  us  here  the  phenomena 
characteristic  of  the  behaviour  of  conductors  to  electric 
currents  rapidly  intermittent  or  reversed.  The  real  resistance 
of  the  conductor  is  increased.  This  is  not  to  be  confused 
with  the  fact  that  for  intermittent  currents  the  impedance 
■(  L2J  measured  in  ohms  is  greater  than  the  ohmic 

resistance  (R)  ; but  it  is  to  be  understood  as  a real  increase 
in  the  rate  at  which  energy  is  dissipated  per  unit  of  current. 
It  is  now  well  understood  that  such  increase  of  resistance 
is  due  to  the  fact  that  the  current  density  for  rapidly 
periodic  currents  is  not  uniform  over  the  cross-section  of 
the  wire,  but  is  greatest  along  the  outer  layers  of  the  wire. 
Hence,  under  rapidly  periodic  currents  the  inner  portions 
of  a conducting  wire  are  never  reached  by  the  current,  and, 
as  far  as  current  carrying  duty  is  concerned,  might  as  well 
be  away.  This  difference  may  be  graphically  represented 
thus  : Let  relative  density  of  current  or  quantity  passing  per 
second  through  unit  of  cross-section  of  a conductor  per  unit 
•of  time  be  represented,  like  relative  density  of  population,  by 
degree  of  density  of  shading.  Then  the  flow  of  a steady 
current  through  the  section  of  a wire  might  be  represented 
as  in  Fig.  109 ; and  the  flow  of  current  over  the  cross- 
section  when  the  current  is  rapidly  periodic  might  be  repre- 
sented as  in  Fig.  110. 

We  must  consider  that  the  current  in  beginning  in  a 
■conductor  starts  its  flow  first  on  the  outside,  and  soaks  or 
penetrates  inwards  into  the  deeper  layers  by  degrees.  We  see 
lhat,  in  consequence  of  this,  if  the  current  is  reversed  in  sign, 


292 


MUTUAL  AND  SELF  INDUCTION. 


or  rapidly  intermitted,  it  will  not  have  time  to  soak  or  diffuse 
very  far  into  the  mass  of  the  conductor  before  it  is,  so  to* 
speak,  re-called,  and  its  operations  will  be  confined  to 
the  outer  layers.  This  is  a rather  broad  way  of  stating 
modern  views  on  the  modus  operandi  of  current  flow* 
According  to  these  views  the  current  in  a wire  is  not 
established  by  a process  analogous  to  starting  a flow  of 
water  in  a pipe  by  a push  applied  one  end,  but  it  is  put 
into  the  wire  at  all  points  of  its  surface  by  energy  absorbed 
from  the  surrounding  dielectric.  Other  things  being  equal,, 
the  rate  at  which  this  equalisation  of  current  across  the  cross- 
section  of  the  conductor  goes  on  will  be  a function  of  the 
magnetic  permeability  of  the  material.  The  current  in 
flowing  along  a magnetisable  circuit  magnetises  it  circularly. 
This  magnetisation  involves  work,  and  the  impressed  electro- 


Fig.  109. 


Fig.  110. 


motive  force  which  is  increasing  the  current  has  to  do  work^ 
not  only  against  that  which  may  be  called  the  formal 
inductance  of  the  circuit,  or  against  that  part  of  the  counter 
electromotive  force  of  induction  which  depends  on  the  form  of 
the  circuit,  but  has  to  create  this  circular  magnetisation. 

By  keeping  to  the  outer  layers  of  the  conductor  the  periodic 
current  avoids  magnetising  the  deeper  layers  of  the  material. 
Proof  will  be  given  later  in  describing  the  remarkable  investi- 
gations of  Hertz  that  this  description  of  the  mode  of  establish- 
ment of  a current  is  one  supported  by  experimental  facts. 
We  are  thus  able  to  offer  a consistent  theory  of  the  real 
increase  of  resistance  which  we  find  for  rapidly  periodic 
currents.  The  inner  core  or  central  portion  of  the  conductor 
is  not  used  by  the  current,  and,  so  far  as  conducting  it  goes,. 


MUTUAL  AND  SELF  INDUCTION. 


‘^93 

‘might  as  well  be  absent ; hence  the  solid  conductor  does  no 
more,  or  not  much  more,  in  the  way  of  carrying  the  current 
than  a hollow  or  tubular  conductor  would  do  ; and,  accord- 
ingly, the  real  or  ohmic  resistance  of  the  conductor  for  such 
variable  currents  is  greater  than  it  is  for  steady  currents. 

Another  way  of  regarding  this  inequality  of  current  distribu- 
tion over  the  cross-section  of  a wire  is  as  follows  : — The  counter 
•electromotive  force  arising  from  self-induction  is  greater  at 
the  axis  or  central  portion  of  the  wire  than  it  is  near  the 
surface.  If  we  consider  the  whole  current  flowing  across  any 
section  of  the  conductor  as  made  up  of  little  streamlets  of 
■currents  flowing  parallel  to  each  other,  the  central  streamlets 
or  filaments  of  current  experience  more  opposition  in  reaching 
full  magnitude  than  do  the  outer  ones,  because  of  the  mutual 
induction  with  those  surrounding  them.  The  current  there- 
fore arrives  at  its  maximum  value  at  the  surface  of  the  con- 
ductor before  it  does  at  the  deeper  or  central  portions.  If 
the  current  is  periodic  or  transitory  the  central  streamlets  or 
•current  filaments  are  always  greatly  inferior  in  strength  to 
those  at  the  surface.  There  is  reason,  then,  to  believe  that  a 
sudden  rush  of  current,  very  brief  in  duration,  such  as  the  dis- 
charge from  a Leyden  jar  or  condenser,  moves  chiefly  along 
•the  surface  of  a discharging  wire,  and  the  same  statement 
holds  good  for  very  rapid  pulsatory  or  alternate  currents. 
Although  it  may  be  said  that  the  general  principles  governing 
the  behaviour  of  alternating  current  flow  as  conductors  were 
virtually  given  by  Maxwell,*  they  have  been  subsequently 
•chiefly  developed  mathematically  by  Mr.  Oliver  Heaviside  and 
Lord  Rayleigh,  and  were  brought  to  the  notice  of  practical 
electricians  principally  by  the  experiments  of  Prof.  Hughes 
previously  mentioned. 

This  increase  of  the  resistance  proper  of  a wire  for  rapidly 
periodic  currents  is  one  of  the  most  striking  of  the  results  of 
Prof.  Hughes’s  researches.  The  full  mathematical  develop- 
ment of  the  problem,  even  for  comparatively  simple  cases, 
leads  to  some  very  complex  mathematical  expressions.  Lord 

* Maxwell’s  “ Electricity,”  Vol.  II.,  § 689-600.  In  this  paragraph  it  is 
shown  that  the  counter  electromotive  force  of  self-induction  at  any  point 
in  a conductor  is  a function  not  only  of  the  time  but  of  the  position  of  the 
point  considered,  and  varies  over  the  cross-section  of  the  conductor. 
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Kayleigh  has,  however,  treated  with  great  fulness*  one  or 
two  cases  of  practical  importance.  If  E and  L are  the  true 
ohmic  resistance  and  inductance  of  a cylindrical  straight  wire 
of  length  I and  magnetic  permeability  /x  to  steady  currents  or 
currents  of  very  slow  alternations,  and  if  an  alternating 
current  of  simple  periodic  form  and  frequency  n is  sent 
through  it,  then  the  resistance  is  increased  to  and  the 
inductance  diminished  to  in  such  wise  that  if  p = ^7rn,  as 
usual,  we  have 


Ki  = E 1 + 


and  L^  = 


[’ 


1 

~E^ 


1 

180  E' 


1 13 


+ 


2 48  E^  8640  E^ 


sc.,J  (107) 
)]  (108) 


A being  some  constant  depending  on  the  position  of  the  return 
wire. 

These  formulae  express  the  fact  that  the  resistance  is  in- 
creased and  the  inductance  diminished  in  proportion  as  the 
frequency  of  alternation  gradually  increases  from  zero  to 
infinity. 

At  slow  rates  of  alternation  the  chief  opponent  with  which 
the  impressed  electromotive  force  has,  so  to  speak,  to  contend 
is  the  ohmic  resistance;  and  the  distribution  of  current  across 
the  cross-section  of  the  conductor  under  these  conditions  is 
such  as  to  make  that  resistance  a minimum,  and  this  is  known 
to  be  so  when  the  distribution  is  a uniform  distribution.  The 
current  is  then  taking  the  greatest  advantage  of  the  conductor,, 
and  the  heat  generated  and  dissipated  per  unit  of  time  is  less 
under  these  conditions  than  if  the  same  total  current  were 
distributed  in  any  other  way  over  the  cross-section  of  the 
conductor.  This  last  statement  can  be  easily  proved.  Let  the 
cross-section  of  the  conductor,  supposed  to  be  a cylindrical  wire,, 
be  divided  into  two  equal  zones  by  a circular  line.  Let  the 
resistance  per  unit  of  length  of  the  conductor  be  r for  each 
portion  corresponding  to  the  outer  and  inner  zone.  Call  the 
outer  portion  the  sheath  and  the  inner  the  core  of  the  con- 
ductor for  brevity.  If  a total  quantity  of  current,  x,  flows 
through  the  conductor,  then  the  rate  of  dissipation  of  energy 


* “On  the  Self-Induction  and  Resistance  of  Straight  Conductors/ 
Phil.  Macj.,  May,  1886,  p.  382. 
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as  heat  is  ^ for  each  portion  per  unit  of  length,  or  for  the 

whole  conductor,  on  the  assumption  that  the  current  is  equally 
divided  between  the  sheath  and  the  core. 

If,  however,  we  suppose  the  total  current,  x,  to  be  distributed 
so  that  a portion,  y,  travels  by  the  sheath,  and  the  remainder, 
z,  travels  by  the  core,  then  the  heat  generated  per  unit  of 
length  per  unit  of  time  is  r y‘^  for  the  sheath  and  r for  the 
core.  Hence,  for  the  equi-distribution  of  current,  the  energy 

dissipation  is  — = and  for  the  unequi-distribution  it 

is  r(y^-\-z‘^).  Which,  then,  is  greater,  or  r ? 


rcc 


Consider  the  following  inequalities  : — 

{y  - z)2  is  greater  than  ^ {y  - zf, 

A 

or  2/^  + 2^  — 2 y 2 is  greater  than  - {y  - zY  ; 

2 

but  ^(y-zf=^(y  + zf~'iliz. 


Hence,  y^^  + z^-^yzi^  greater  than  1 (y  + 2)^  - 2 y z. 

Adding  2 ?/  2 to  both  sides,  we  have 

if  + 2^  is  greater  than  \ {y  + zf, 

A 

Accordingly  it  follows  that 

ry‘^  + r z^  is  greater  than  ^ + 2)^ 


or 


rif  + r ^ is  greater  than  - x- 

A 


that  is  to  say,  the  rate  of  energy  dissipation  is  greater  for  the 
assumed  unequal  distribution  than  for  the  distribution  in 
which  the  current  is  equal  in  density  over  the  cross-section  of 
the  conductor.  The  same  kind  of  proof  may  be  extended 
to  any  other  arbitrary  distribution  of  current  over  the  cross- 
section,  and  the  reasoning  will  lead  to  the  conclusion  that 
the  equi- dense  distribution  is  that  which  causes  the  lea^i  rate 
of  dissipation  of  energy  per  unit  of  current. 
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For  slew  alternations,  therefore,  the  current  adopts  that  mode 
of  distributing  itself  over  the  cross-section  of  the  conductor 
which  makes  the  rate  of  energy  dissipation  a minimum. 
On  the  other  hand,  for  rapid  alternations  the  current  meets 
with  its  greatest  obstacle  from  the  counter  electromotive  force 
of  self-induction,  and  it  accordingly  distributes  itself  over  the 
cross-section  of  the  conductor,  so  as  to  get  as  much  to  the 
outside  as  possible,  and  thus  avoids,  in  the  case  of  magnetic 
conductors,  magnetising  the  inner  layers  or  portions  of  the 
conductor.  The  endeavour  is  to  make  the  self-induction  a 
minimum  irrespective  of  resistance.  This  is  only  an  instance 
of  the  broad,  general  principle  that  behaviour  of  current  for 
very  rapid  pulsations,  or  alternations,  is  determined  by  the 
inductances  rather  than  the  resistances,  whereas  for  steady  or 
slowly  periodic  currents  the  behaviour  is  governed  by  resistance 
rather  than  by  self-induction. 

In  order  to  see  under  what  conditions  the  alteration  of  resis- 
tance and  self-induction  becomes  sensible,  we  have  to  examine 

the  value  of  the  term  — ^ in  the  above-given  series  for 

12  ^ 


Eh  We  will  first  take  the  case  of  an  iron  wire  0*4  centimetre, 
say,  0-16  inch  diameter  (No.  8 B.W.G.).  The  specific  resis- 
tance of  iron  in  C.G.S.  measure  is  about  10^ ; so  that 


E _ 10^  ^ 

T 77X0-04  477’ 


= n‘^,  n being  the  frequency. 

Let  us  take  n = 100,  so  that  there  are  supposed  to  be  100 
complete  alternations  per  second.  The  value  of  p is  more 
difficult  to  assign.  For  small  degrees  of  magnetisation  and 
solid  iron,  we  may,  perhaps,  take  /x=  300  ; 


1 _ 1 477^  71^  _ 5*2  ^2 

l2  12  E^  1^  ' 

If  fi=300,  )i  = 100,  /i"M’'  = 9xl0«,  and  ~ =0-47 

LA  ja 

= 0*5  nearly. 

Accordingly,  for  this  case  E^  = E (1  + 0-47)  nearly,  or  the 
resistance  is  increased  to  about  half  as  much  again. 

If  71  = 1,000  we  should  find  E^  = 48  E,  or  the  resistance  would 
be  increased  nearly  fifty  times. 
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Consider  next  the  case  of  copper.  The  specific  resistance  is 
1,640  C.G.S.  units.  If  a be  the  radius  of  the  wire  in  centi- 
metres, then  we  have 

1 r-  p}  _ TT^  _ 1 '2 

12  (l,640f  10^ 

If,  as  before,  ^i  = 100,  this  fraction  becomes  equal  to  0-12ah 
’This  shows  that  for  a diameter  of  one  centimetre  we  should 

.have  E^  = K (1  + 0-12) ; 

and  hence  for  diameters  of  one  centimetre  and  upwards  the 
resistance  of  round  copper  rods  becomes  very  sensibly  increased 
for  alternating  currents  of  a frequency  about  100  and  up- 
wards. The  practical  conclusions  of  importance  in  electrical 
engineering  from  the  above  investigation  are  these  : — First, 
copper  rods  or  conductors  should  be  used,  and  not  iron,  for 
transmitting  alternate  or  intermittent  electric  currents  having 
a moderate  frequency,  say  of  100  to  1,000  per  second ; secojulhj, 
to  avoid,  as  far  as  possible,  the  increase  of  resistance  due  to 
the  current  keeping  to  the  outer  portions  of  the  conductor,  the 
conductor  should  be  in  the  form  of  a thin  strip,  or  better,  a 
tube  having  walls  thin  in  proportion  to  the  radius.  It  is  to  be 
noted  that  mere  stranding  of  the  conductor,  or  building  it  up 
of  separate  insulated  conductors  joined  in  parallel,  will  not 
prevent  this  augmentation  of  resistance,  unless  the  stranding  is 
of  such  a kind  that  portions  of  the  cable  which  at  one  point  of 
its  length  form  the  inner  parts  or  heart  of  the  cable  at  another 
part  of  its  length  form  the  outside. 

The  object  to  be  achieved  is  to  construct  some  kind  of 
stranding  by  which  all  portions  of  the  conductor  are  brought  as 
near  as  possible  to  the  dielectric,  so  that  the  energy  arriving 
.from  the  dielectric  finds  all  parts  of  the  mass  of  the  cable, 
both  surface  and  interior,  equally  accessible.  In  order  to 
avoid  external  inductive  disturbance,  the  proper  form  to  give 
to  a cable  intended  to  convey  rapidly  intermittent  or  alternate 
• currents  is  a couple  of  rather  thin  concentric  tubes  of  copper 
well  insulated  from  each  other,  and  both  insulated  from  the 
earth,  of  which  one  forms  the  lead  and  the  other  the  return. 
By  this  device  the  metal  will  be  most  economically  employed. 
An  equivalent  device  used  in  practice  is  a concentric  cable, 
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which  consists  of  a central  core  of  stranded  copper  cable- 
covered  with  insulation,  and  then  plaited  over  with  a sheath 
of  other  copper  wires  which  form  the  return  conductor. 

In  a further  experiment,  Lord  Eayleigh  {loc.  cit.)  examined 
the  resistance  of  an  iron  wire  of  hard  Swedish  iron  10-03 
metres  long  and  1-6  millimetre  in  diameter.  In  arbitrary  units 
the  resistance  of  the  wire  to  steady  currents  was  10-4  units 
or  0*51  ohm,  and  to  currents  of  1,050  complete  alternations 
per  second  its  resistance  was  12-1  units,  or  0-595  ohm,  which 
is  an  increase  of  about  20  per  cent.  In  the  case  of  a stouter 
wire,  18*34  metres  long  and  3-3  millimetres  in  diameter,  the 


Fig.  111. 


resistance  to  steady  currents  was  4-7  units,  and  the  resistance 
to  the  interrupted  currents  of  the  above-mentioned  frequency 
was  8*9  units,  or  nearly  double.  This  illustrates  the  fact  that^ 
for  a given  frequency  of  alternation,  the  ratio  in  which  the 
resistance  is  increased  is  greater  the  greater  the  diameter  of 
the  conductor,  assuming  it  to  be  a round  solid  rod. 

Lord  Rayleigh  found  it  more  convenient  in  many  researches 
to  slightly  alter  the  arrangement  of  the  induction  balance  as 
described  by  Prof.  Hughes, 'and  to  make  it  as  follows  (Fig.  111). 
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Two  arms  of  a quadrilateral,  E and  S,  consist  of  equal  resist- 
ances of  German- silver  wire,  wound  double,  so  as  to  have 
negligible  inductance.  One  arm,  Q,  consists  of  a coil  having 
inductance  and  resistance  greater  than  that  of  any  conductor, 
P,  to  be  placed  in  the  fourth  arm.  B and  I are  a battery  and 
an  interrupter,  T is  a telephone  in  the  “bridge,”  and  vF  is 
a German-silver  wire  of  appropriate  resistance,  along  which 
slides  the  contact  of  the  bridge.  The  arm  P includes  a pair 
of  coils  joined  in  series,  and  which  act  upon  each  other  by 
mutual  induction,  so  that  the  resulting  self-induction  of 
the  two  coils  in  series  can  be  varied  within  certain  limits  by 
turning  one  coil  round  within  the  other.  For  the  resulting 
self-induction  of  such  a pair  of  coils  used  in  this  manner 
may  be  regarded  as  made  up  of  the  component  self-inductions 
of  each  coil  taken  separately  and  of  twice  the  positive  or 
negative  mutual  self-induction,  depending  upon  which  faces 
of  the  coils  are  presented  to  each  other.  It  is  possible,  then, 
within  certain  limits  to  vary  the  inductance  of  the  branch 
PC,  and  to  vary  also  the  resistance  of  the  branches  Q and 
P C by  shifting  the  contact  of  the  telephone  along  r F. 

The  condition  for  obtaining  a true  balance  when  the  cnrreid 
is  periodically  interrupted  is  that  the  resistances  and  induc- 
tances of  the  branches  Q and  PC  shall  be  separately  eqiinl. 
Suppose  a balance  has  been  obtained  without  the  use  of  P,  in 
which  the  resultant  self-induction  of  C is  made  to  balance  the 
inductance  of  Q,  and  the  resistance  of  C A F is  made  to  be  equal 
to  that  of  Q -f  r.  Let,  now,  any  conductor,  P,  be  inserted  as  in 
the  figure ; the  telephone  contact  will  have  to  be  shifted,  and 
also  the  inductance  of  C will  have  to  be  changed  to  re-obtain  a 
balance.  The  inductance  of  P is  measured  by  the  amount  by 
which  that  of  C has  to  be  reduced  on  inserting  P,  and  the 
resistance  of  P is  measured  by  twice  the  resistance  of  that 
length  of  the  German- silver  wire  vF  by  which  the  telephone 
contact  point  has  to  be  shifted  to  regain  the  balance.  This 
method  of  employing  the  induction  balance  separates  out  at 
once  the  real  resistance  of  P from  its  effective  induction. 

With  the  aid  of  this  balance  an  interesting  experiment  was 
made,  showing  the  effect  of  a closed  secondary  circuit  on  the 
resistance  and  inductance  of  the  primary.  The  frequency  was 
again,  as  usual,  1,050  per  second.  A coil  was  prepared  of 
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two  copper  wires,  wound  side  by  side  on  one  bobbin.  The 
diameter  of  each  wire  was  about  0-08in.,  and  the  length  of 
each  wire  31  Sin.  There  w^ere  20  (double)  turns,  so  that  the 
mean  diameter  of  the  coil,  wound  as  compactly  as  possible, 
ivas  about  5in.,  and  the  resistance  of  each  wire  was  0*05  ohm. 

The  coefficient  of  mutual  induction  of  the  two  wires  was 
determined  by  comparison  of  the  self-induction  L of  one  wire 
with  that  of  the  twm  wires  connected  oppositely  in  series,  viz., 
.(2  L - 2 M).  In  this  way  it  appeared  that 

M = 43'l°  = 43-1  X 1,553  centimetres. 

Observation  show’ed  that  closing  of  the  circuit  of  one  wire 
reduced  the  self-induction  of  the  other  from  44-4°  to  3-4°.  The 
resistance  to  steady  currents  Avas  0*92  (arbitrary  units).  The 
resistance  to  the  periodic  currents  w^as  0*97  wdth  the  secondary 
■circuit  open,  and  1-74  Avitli  the  secondary  circuit  closed. 

Hence,  L = 44*lxl,553  centimetres,  and 

R = 0-97  X 0-0492  x 10^  centimetres  per  second. 

From  MaxAvell’s  formulae,  page  180,  Ave  get 

^ 10^^x1-951  ^ 

10' X 0-023 -HlO'^x  2-071 

Hence,  H = L (1-0-932), 

where  H is  the  decreased  inductance.  Hence, 

Li  = 0-068  L, 

or  Li  = 0-068x44-4°  = 3°, 

and  the  observed  value  is  3-4°,  Avhich  is  in  very  tolerable 
agreement. 

Again,  the  steady  resistance  Avith  secondary  open  is  0-92, 
and  hence  the  resistance  R'  Avith  secondary  closed  is 

Ri  = 1-932x0-92  = 1-77; 

and  obseiwation  gives  the  value  1-74.  We  see,  then,  that 
observations  Avith  this  bridge  confirm,  Avith  a considerable 
degree  of  accuracy,  the  deductions  from  the  theory  of  simple 
periodic  currents,  that  the  closing  of  a secondary  circuit 
increases  the  resistance  and  diminishes  both  the  inductance 
and  the  impedance  of  an  adjacent  primary  circuit. 

From  a practical  point  of  aucav  the  most  important  difference 
betAveen  the  conduction  of  steady  electric  currents  and  rapidly 
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periodic  currents  is  that  of  the  locale  of  the  currents  in  the 
conductor  and  the  consequent  rise  in  the  ohmic  resistance  of 
the  conductor  as  a whole  when  employed  with  such  periodic 
currents.  Prof.  Hughes  called  attention  in  1883  to  this  great 
difference  in  the  resistance  of  an  electrical  conductor  if  mea- 
sured during  the  variable  instead  of  the  stable  condition  of  the 
current.* 

In  experiments  with  his  induction  bridge  Prof.  Hughes  was 
able  to  assure  himself  that  the  resistance  of  an  iron  telegraph 
wire  of  the  usual  size  was  more  than  three  times  greater  for 
rapid  periodic  currents  of  about  100  per  second  than  for  steady 
currents.  The  full  elucidation  of  the  propagation  of  currents 
in  conductors  under  periodic  electromotive  force  is  not  to  be 
attempted  without  following  out  some  very  elaborate  mathe- 
matical analysis.  The  subject  has  received  its  most  complete 
treatment  perhaps  in  the  published  writings  of  Mr.  Oliver 
Heavisidef  and  all  that  can  be  attempted  here  is  to  give  a 
slight  sketch  of  the  views  which  are  now  very  generally 
held  on  this  subject. 

Consider  a long  level  tank  or  canal  full  of  liquid.  There 
are,  amongst  others,  two  ways  in  which  we  might  suppose 
this  liquid  to  be  set  in  motion.  A paddle  or  the  hand 
might  be  placed  in  the  liquid,  and  by  giving  the  liquid 
bodily  a push  it  might  be  made  to  move  forward ; or  we 
might  suppose  some  body  floating  on  the  surface,  such  as  a 
plank  of  wood  to  be  dragged  along  the  surface.  The  friction 
between  the  plank  and  the  layer  of  water  beneath  it  would 
then  cause  the  subjacent  layer  of  liquid  to  move  with  the 
plank,  and  the  motion  of  this  layer  would  be  gradually  com- 
municated to  the  other  and  deeper-lying  layers  by  reason 
of  the  viscosity  of  the  fluid.  Or  take  the  case  of  a basin 
containing  water.  The  liquid  might  be  set  in  rotation  by 
stirring  it  with  a paddle  or  the  hand,  but  it  might  also 
be  set  in  rotation  by  twisting  the  basin  rapidly.  In  this  lasj 
case  the  rotation  of  the  basin  would  be  communicated  by 
friction  to  the  water  in  contact  with  its  sides,  and  then  handed 


* Discussiou  on  a Paper  by  Mr.  W.  H.  Preece  on  “ Electrical  Conductors,” 
Proceedings  Inst.  Civil  Engineers,  Yol.  LXXV.,  1883. 

t “Electromagnetic  Theory,”  by  Oliver  Heaviside  in  The  Electrician 
Series,  and  “ Electrical  Papers,”  published  by  Messrs.  Macmillan. 
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on  from  layer  to  layer  of  the  water  by  internal  fluid  friction. 
Thus  the  twist  or  spin  of  the  basin  would  be  gradually  propa- 
gated inwards  from  the  circumference  to  the  centre.  Imagine 
the  whole  mass  of  the  liquid  divided  up  into  very  thin  con- 
centric shells,  like  the  coats  of  an  onion.  If  the  liquid  were 
a perfect  fluid  there  would  be  no  friction  between  these  layers, 
but  since  every  liquid  possesses  some  degree  of  viscosity  or 
internal  fluid  friction,  the  sliding  of  one  layer  of  fluid  over 
another  gradually  causes  the  second  layer  to  partake  of  the 
motion  of  the  first.  Hence,  when  the  rotation  of  the  basin 
commences  the  friction  between  its  sides  and  the  first  layer 
of  fluid  starts  that  gradually  in  motion ; this  motion  is  then 
transmitted  to  the  second  layer,  and  so  on,  until  the  whole  mass 
of  the  liquid  possesses  an  equal  angular  velocity  round  the 
axis  of  rotation.  The  greater  the  fluid  friction  or  viscosity  the 
more  rapid  will  be  this  equalisation  of  the  angular  velocity  of 
all  parts  of  the  fluid,  and  so  a rotating  vessel  full  of  tar  would 
arrive  at  a stationary  condition  as  regards  angular’  velocity 
sooner  than  one  filled  with  a limpid  liquid  as  alcohol  or  ether. 

Just  as  the  angular  velocity  diffuses  inwards  from  the  circum- 
ference to  the  centre  in  the  case  of  such  a revolving  basin  of 
liquid,  so,  according  to  modern  views,  does  the  current  diffuse 
inwards  from  the  circumference  to  the  axis  of  the  electric  con- 
ductor, The  student  who  has  been  accustomed  to  think  of  a 
current  as  produced  in  a conductor  by  a sort  of  push  given  to 
it  in  the  conductor — such  conception  being  based  on  a rough 
working  hypothesis  of  a hydrodynamic  nature — will  perhaps 
have  some  difficulty  in  discarding  this  notion  and  realising  that 
the  current  in  a wire  may  perhaps  be  generated  in  it  by  an 
action  taking  place  at  all  parts  of  the  surface  of  the  wire  which 
gradually  soaks  or  diffuses  into  the  conductor  out  of  the  sur- 
rounding dielectric,  but  he  will  find  that  this  new  hypothesis 
serves  to  establish  a mode  of  viewing  the  induction  phenomena 
which  makes  various  experimental  results  much  more  easily  cor- 
related. It  was  well  demonstrated  by  the  experiments  of  Prof. 
Hughes  and  others  that  a flat  sheet  or  strip  of  metal  has  a less 
self-induction  than  a round  wire  of  equal  cross-sectional  area. 
On  the  present  hypothesis,  this  is  explained  by  saying  that  the 
flat  strip  offers  a greater  absorption  surface  to  the  dielectric;  the 
current  therefore  soaks  in  more  quickly  to  the  centre  and  arrives 
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at  a uniform  distribution  over  the  cross  section  very  soon — in 
other  words,  the  variable  state  is  sooner  over,  and  we  express 
this  fact  by  saying  that  the  self-induction  is  small.  Again,  if  the 
electromotive  force  is  oscillatory  or  rapidly  periodic,  we  see  at 
once  that  the  current  has  not  time  to  penetrate  right  into  the 
core  of  the  conductor  before  its  sign  or  direction  is  reversed. 
It  has  hardly  started  on  its  journey  inwards,  soaking  from  sur- 
face to  centre,  before  it  is  recalled  ; hence  the  flow  of  a current 
when  very  rapidly  periodic  is  confined  to  the  surface  of  the 
conductor,  the  real  or  ohmic  resistance  is  increased,  and  the 
self-induction  is  diminished. 

Lord  Kelvin  has  shown  (Bath  British  Association  Meeting, 
1888)  that  for  alternating  currents  of  a frequency  equal  to  about 
150  complete  alternations  per  second,  the  depth  to  which  the 
currents  penetrate  into  the  substance  of  the  copper  is  about 
three  millimetres,  so  that  portions  of  the  conductor  beyond 
this  distance  from  the  surface  are  almost  useless  for  conduction. 
The  practical  moral  of  this  is  that  the  proper  form  for  a con- 
ductor for  alternate  currents  is  either  a flat  sheet  of  copper  or 
a copper  tube,  in  which,  for  the  above  frequency,  the  thickness 
of  material  is  not  more  than  one-quarter  of  an  inch.  It  is 
useful  in  this  connection  to  note  a few  facts  with  regard  to 
cables  as  used  for  alternating  currents.  A seven  strand  cable 
has  an  overall  diameter  of  three  times  one  strand.  A nine- 
teen strand  cable  has  an  over-all  diameter  of  five  times  one 
strand.  A No.  12  wire  (S.W.G.)  has  a diameter  of  0*109  inch. 
Hence  a 19/12  cable  has  a diameter  of  0*5  inch,  and  a cross- 
sectional  area  of  0-1645  square  inch.  At  a current  density  of 
600  amperes  per  square  inch  this  cable  will  carry  100  amperes, 
and  it  has  a resistance  of  one-sixth  of  an  ohm  per  1,000  yards. 
For  alternating  currents,  therefore,  of  about  100  frequency, 
a 19/12  stranded  cable  is  about  the  largest  size  that  should  be 
employed.  For  alternating  currents  of  100  frequency,  beyond 
about  100  amperes,  a form  of  cable  must  be  employed  in 
which  the  thickness  of  the  conductor  is  not  at  any  part 
greater  than  about  one  quarter  of  an  inch ; and  this  is  only 
to  be  achieved  by  the  employment  of  concentric  tubes  or 
concentric  stranded  cables  in  which  the  core  or  central  strand 
is  not  of  greater  thickness  than  half  an  inch,  and  which  con- 
dition necessitates,  therefore,  that  when  above  a certain  cross- 
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sectional  area  the  central  conductors  should  also  be  of  tubular 
form.  One  of  the  advantages  to  be  gained  by  the  employment 
of  alternating  currents  of  low  frequency  is  that  the  limiting 
diameter  of  the  conductors  is  much  larger  for  low  than  for 
high  frequency.  To  return  to  our  illustration  of  the  twisting 
basin  of  fluid.  Suppose  the  action  on  the  vessel  consists  in 
rapidly  twisting  it  through  a small  angle,  first  one  way  and 
then  the  other,  the  liquid  in  the  interior  would  be  subjected  to 
a strain  which  would  consist  in  the  various  concentric  layers 
of  the  liquid  sliding  backwards  and  forwards  over  each  other. 
The  interior  of  the  liquid  would  be  thrown  into  stationary 
waves,  in  which  the  nature  of  the  wave  motion  consisted  in 
each  particle  of  water  being  displaced  first  one  way  and  then 
another  along  an  arc  of  a circle  described  on  a horizontal 
plane,  with  its  centre  in  the  axis  of  rotation.  The  more  rapid 
the  motion  the  greater  would  be  the  rate  of  decrease  in  the 
amplitude  of  each  wave  in  passing  from  the  circumference  to 
the  centre  of  the  vessel ; in  other  words,  for  very  rapid  oscilla- 
tions the  bulk  of  the  water  in  the  centre  of  the  basin  would 
remain  nearly  at  rest. 

Every  experiment  as  yet  made  on  the  self-induction  or  change 
of  self-induction  in  conductors  is  consistent  with  the  above 
hypothesis.  It  shows,  for  instance,  why  a conductor  composed 
of  thin  insulated  wires  or  thin  insulated  strips  has  a less  self- 
induction  than  a solid  conductor  of  equal  cross-section.  Prof. 
Hughes  says*: — “We  can  reduce  the  self-induction  of  a 
current  upon  itself  to  a mere  fraction  of  its  previous  value 
by  simply  separating  the  contiguous  portions  of  a current 
from  each  other,  the  results  proving  that  a comparatively  small 
separation,  such  as  is  obtained  by  employing  ribbon  conductors 
in  place  of  a wire  of  the  same  weight,  reduces  the  self-induction 
80  per  cent,  in  iron  and  85  per  cent,  in  copper,  and  if  we  still 
divide  the  current  by  cutting  the  ribbon  into  several  strips 
(separating  the  strips  at  least  1 centimetre  from  each  other), 
then  the  combined  but  separated  strips  show  a still  greater 
reduction,  being  94  per  cent,  in  iron  and  75  per  cent,  in  copper.” 

These,  and  many  other  experiments  of  a similar  sort,  indicate 
that  we  may  regard  the  inductance  of  a conductor  as  an  effect 
which  is  due  to  the  fact  that  the  current  takes  time  to  pene- 

* Inaugural  Address,  Journal  Soc.  Tel.  £ng.,  1886. 
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trate  into  the  conductor,  and  that  a reduction  of  the  time 
required  to  arrive  at  an  equal  current  density  in  all  parts 
of  the  conductor  can  be  effected  by  any  change  of  form 
which  brings  the  inner  parts  of  the  conductor  nearer  the 
surface,  or  makes  them  more  get-at-able  from  the  dielectric, 
The  better  the  conductor  the  slower  is  the  rate  of  equalisation 
of  current  density  over  its  cross-section — in  other  words,  the 
less  rapid  is  the  rate  of  diffusion  of  the  current  inwards  from 
circumference  to  centre;  and  the  “ time  constant ” of  the 
circuit,  or  the  time  in  which,  under  the  operation  of  a constant 
electromotive  force,  the  current  will  rise  to  a definite  fraction 
of  its  maximum  value,  is  a quantity  proportional  to  the  con- 
ductivity of  the  circuit,  and  to  another  factor  (the  formal 
inductance),  which  may  be  considered  as  expressing  the 
accessibility  of  the  conductor  as  regards  geometrical  form  to 
the  entrance  of  the  current  into  it ; and  finally,  in  the  case  of 
magnetic  conductors,  to  a quantity  (the  permeability)  deter- 
mined by  the  capacity  of  the  conductor  to  utilise  part  of  this 
incoming  energy  in  producing  magnetisation  of  its  substance. 

We  are  indebted  to  a Paper  read  before  the  Austrian 
Academy  by  Prof.  Stefan  for  a simple  and  intelligible  analogy 
helping  to  comprehension  of  the  electrical  distribution  of 
current  in  a conductor.  Imagine  a cylinder  or  cylindrical 
wire  heated  throughout  to  a uniform  temperature ; let  it  be 
suddenly  brought  into  a chamber  where  the  temperature  is 
higher.  The  outer  layers  of  the  cylinder  will  rise  first  in 
temperature,  and  gradually  convey  the  heat  to  the  successive 
interior  layers.  Precisely  the  same  order  of  phenomena 
occurs  if  an  E.M.F.  is  suddenly  set  up  between  the  ends  of 
the  wire  or  cylinder.  The  current  during  the  variable  state 
passes  first  through  the  outer  layers  alone,  and  gradually 
penetrates  the  inner  layers.  When  the  external  E.M.F. 
is  suddenly  removed,  the  action,  of  ceasing  in  the  current 
resembles  the  cooling  of  the  cylinder.  The  current  ceases 
first,  or,  rather,  most  quickly,  in  the  outer  layers. 

Now,  let  us  imagine  the  cylinder  transferred  to  and  fro 
from  a very  hot  place  to  a cool  one.  It  is  easy  to  see  that 
waves  of  heat  will  pass  in  and  out  radially,  and  also  that  the 
condition  at  any  instant  will  depend  largely  upon  the  rate  of 
transference. 
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When  the  rate  of  motion  is  sufficiently  slow,  the  waves  of 
heat  passing  any  given  point  in  the  radius  of  the  wire  follow 
exactly  with  the  periodic  changes  of  position.  The  amplitudes 
of  these  variations  have  values  which  decrease  from  the  sur- 
face inwards.  When  the  rate  of  change  is  increased,  the 
amplitude  of  the  waves  gets  shorter  and  shorter,  and  at  an 
infinite  velocity  of  transference  the  wire  would  acquire  an 
equable  temperature  throughout.  In  the  electrical  analogue 
the  rate  of  transference  corresponds  to  the  inverse  of  the 
periodic  time  of  an  alternating  current.  The  heat  conducting 
power  of  the  material  corresponds  to  electrical  resistance. 

Prof.  Stefan  gives  some  numerical  illustrations  which  are 
useful.  If  an  alternating  current  have  a frequency  of  250  per 
second  and  is  passed  through  an  iron  wire  of  4mm.  diameter, 
the  amplitude  of  the  waves  of  current  density  is  about  twenty- 
five  times  greater  upon  the  surface  than  at  the  axis  of  the  wire. 
For  double  the  number  of  vibrations  per  second  the  external 
amplitude  becomes  only  six  times  as  great.  The  difference  of 
phase  is  one-third  the  duration  of  the  vibration  in  the  first 
case  and  one-half  in  the  second.  The  latter  statement  implies 
that  the  external  current  is  at  a given  moment  actually  in  the 
reverse  direction  to  the  internal  current. 

For  non-magnetic  wires  the  difterence  is  not  nearly  so 
marked,  and  it  decreases  as  the  specific  resistance  increases. 
For  a copper  wire  of  4mm.  diameter,  with  a periodic  time  of 
one  500th  second,  the  difference  between  the  current  density 
at  the  surface  and  at  the  centre  is  only  14  per  cent.  If,  how- 
ever, the  copper  wire  be  increased  to  20mm.  diameter,  then 
we  should  get  the  same  difference  as  in  the  particular  iron 
wire  quoted. 

It  is  obvious  that  this  non-hornogeneous  distribution  of 
current  must  increase  dissipation  of  energy,  which  is,  of 
course,  proportionate  in  each  transverse  section  to  the  square 
of  the  current  strength  at  that  spot.  In  the  case  of  the  iron 
wire  quoted,  the  increase  of  resistance  is  48  per  cent,  at  the 
250  per  second  frequency,  and  100  per  cent,  at  the  higher 
speed.  As  the  frequency  of  alternation  is  increased,  the 
resultant  self-induction  of  the  circuit  is  lessened,  but  although 
the  true  resistance  is  increased,  the  impedance  may  be 
diminished  on  the  whole. 
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§ 12.  Electromagnetic  Repulsions. — The  effects  of  self  and 
mutual  induction  in  conducting  circuits  are  well  illustrated  in 
studying  the  dynamical  actions  taking  place  between  con- 
ductors conveying  currents  and  other  circuits.  On  the  2nd 
day  of  October,  1820,  Ampere  presented  to  the  Royal  Academy" 
of  Sciences  in  Paris  an  important  memoir,  in  which  he  summed 
up  the  results  of  his  own  and  Arago’s  investigations  in  the 
then  new  science  of  electro-magnetism,  and  crowned  that  labour 
by  the  announcement  of  his  great  discovery  of  forces  of 
attraction  or  repulsion  existing  between  conductors  conveying 
electric  currents.*  Respecting  that  achievement,  when  deve- 
loped in  its  experimental  and  mathematical  completeness, 
Clerk  Maxwell  speaks  of  it  as  “ one  of  the  most  brilliant  in 
the  history  of  physical  science.”  Our  wonder  at  what  was 
then  accomplished  is  increased  when  we  remember  that  hardly 
more  than  two  months  before  that  date  John  Christian  Oersted 
had  startled  the  scientific  world  by  the  announcement  of  the 
discovery  of  the  magnetic  qualities  of  the  space  near  a current- 
traversed  conductor.  Oersted  named  the  actions  around  the 
conductor,  which  we  now  refer  to  as  the  magnetic  field,  the 
electric  conflict,  and  in  his  first  Paper,!  in  describing  the 
newly-observed  facts,  he  says  : “ It  is  sufficiently  evident  that 
the  electric  conflict  is  not  confined  to  the  conductor,  but  is 
dispersed  pretty  widely  in  the  circumjacent  space.”  “We 
may  likewise  collect,”  he  adds,  “ that  this  conflict  performs 
circles  round  the  wire,  for  without  this  condition  it  seems 
impossible  that  one  part  of  the  wire  when  placed  below  the 
magnetic  needle  should  drive  its  pole  to  the  east  and  when 
placed  above  it  to  the  west.”  These  words  are  taken  from  the 
original  paper,  which  stimulated  the  philosophic  thought  of 


* Mdmoire  prdsente  I’Academie  Eoyale  des  Sciences  le  2 Octobre, 
1820,  oil  se  trouve  compris  le  resume  de  ce  qui  avait  ete  lu  a la  meme 
Acad6mie  les  18"^®  et  25'"®  Septembre,  1820,  sur  les  effets  des  couraiits 
Electrique,  par  M.  Ampere.  See  Vol.  XV.  Annales  de  Chimie,  1820. 

t In  the  Annals  of  Philosophy  for  October,  1820,  Vol.  XVI.,  p.  274,  is 
to  be  found  an  English  translation  of  Oersted’s  original  Latin  essay,  dated 
July  21,  1820,  describing  his  immortal  discovery.  This  Paper  is  entitled 
“Experiments  on  the  Effects  of  a Current  of  Electricity  on  the  Magnetic 
Needle,”  by  John  Christian  Oersted,  Knight  of  the  Order  of  Danneborg, 
Professor  of  Natural  Philosophy  in  Copenhagen. 
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Ampere,  and  finally  led  him  to  the  valuable  discovery  of 
the  electro-dynamic  actions  between  conductors  conveying 
currents. 

Eeferring  the  student  to  text-books  on  Physics  for  the 
complete  statement  of  Ampere’s  work,  we  may  describe  briefly 
some  illustrations  of  the  interactions  of  two  circuits  traversed 
by  currents  in  the  same  or  opposite  directions.  Holding  a 
circular  coil  traversed  by  a continuous  electric  current  near  to 
a similar  circuit  free  to  move,  we  find  that  when  the  circuits 
are  parallel  to  each  other  there  is  an  attractive  force  between 
them  if  the  currents  in  adjacent  parts  of  the  circuits  flow  in 
the  same  direction,  and  a repulsive  effect  if  they  flow  in  the 
opposite.  This  is  the  electro-dynamic  action  discovered  by 
Ampere  and  utilised  in  the  construction  of  instruments  for  the 
measurement  of  electric  currents  in  practical  work.  If  one 
conducting  coil,  such  as  that  of  an  electro-magnet,  is  traversed 
by  an  alternating  current,  and  the  other  is  simply  a closed 
circuit  or  coil  placed  a little  distance  off,  but  in  its  field,  it  has 
been  previously  explained  that  the  closed  circuit  becomes  the 
seat  of  an  alternating  induced  current,  which,  if  the  inducing 
current  is  sufficiently  powerful,  can  be  made  to  render  itself 
evident  by  illuminating  a small  incandescent  lamp  placed  in 
the  secondary  circuit.*  We  notice,  however,  that  in  perform- 
ing the  experiment  the  secondary  circuit  must  be  so  placed 
that  the  magnetic  induction  of  the  primary  coil  perforates 
through  the  secondary  circuit.  If  the  secondary  circuit  is 
held  in  such  a position  that  the  reversal  of  direction  of  the 
primary  current  causes  no  reversal  of  direction  of  the  magnetic 
field  traversing  the  secondary  circuit,  because  it  is  not  linked 
with  any  of  the  lines  of  induction  of  the  primary,  the  secondary 
circuit  is  no  longer  the  seat  of  any  induced  current. 

* The  experiments  described  in  the  following  paragraphs  can  be  shown 
with  an  alternating  current  magnet,  having  a core  formed  of  a bundle  of 
fine  iron  wire  about  Sin.  in  diameter  and  12in.  long,  excited  by  an  alternat- 
ing-current dynamo,  giving  a current  at  an  electromotive  force  of  about 
100  volts.  A small  shelf  around  the  core  a little  above  the  middle  serves 
as  a support  for  rings,  &c.,  to  be  projected.  The  performance  of  these 
experiments  on  a scale  suitable  for  large  audiences  requires  from  10  to- 
15  horse-power  at  least,  and  can  hardly  be  shown  well  unless  the  alternator 
can  provide  a current  of  100  amperes  at  100  volts  available  at  the  moment 
of  maximum  demand. 
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This  electromagnetic  induction  thus  taking  place  across 
space  is  not  stopped  by  the  interposition  of  a non-conducting 
screen.  The  magnetic  induction  passes  freely  through  a 
deal  board  or  a plate  of  glass,  but  if  we  interpose  a thick  sheet 
of  copper  (Fig.  112)  we  thereby  screen  the  secondary  circuit 
from  the  inductive  action  of  the  primary.  The  rapid  heating 
of  this  copper  screen  makes  us  aware  that  the  secondary 
currents  are  induced  in  the  copper  sheet  in  the  form  of  eddy 
currents,  and  it  therefore  screens  the  secondary  circuit,  as 
already  explained,  because  the  inductive  action  of  these  eddy 


Fig.  112. — Copper  Plate  interposed  between  a Primary  and  a Secondary 
Coil  and  shielding  the  Secondary  from  Induction. 

currents  on  the  side  remote  from  the  magnet  is  exactly  equal 
and  opposite  in  inductive  effect  to  that  of  the  primary  circuit 
on  the  secondary  coil. 

If  a continuous  current  is  sent  through  the  coils  of  an 
electro-magnet,  and  magnetises  its  iron  core  very  powerfully, 
it  is  found  to  be  impossible  to  strike  the  pole  of  the  magnet  a 
sharp  blow  by  means  of  a sheet  of  copper.  Holding  a sheet 
of  copper  over  such  a magnetic  pole,  and  exciting  the  magnet, 
the  hand  holding  the  copper  sheet  feels  a repulsive  action  at 
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the  moment  Avhen  the  current  is  put  on  and  an  attractive 
action  when  it  is  cut  off.  If  we  try  to  slap  the  magnet  pole 
sharply  with  the  copper  sheet,  it  is  found  that  this  repulsive 
force  prevents  anything  like  such  a sharp  blow  being  given  to 
the  pole  when  the  current  is  on  as  can  be  given  when  the 
current  is  off.  Moreover,  when  a very  powerful  electro- 
magnet is  employed,  it  is  found  that  a disc  of  copper  let  fall 
over  the  pole  does  not  fall  down  sharply  and  quickly  on  to  it 
when  the  current  is  flowing  through  the  coils  of  the  magnet, 
but  settles  down  softly  and  slowly  as  if  falling  through  some 
viscous  fluid.  The  correct  explanation  of  these  facts  is  to  be 
found  in  the  statement  that  the  motion  of  the  conductor 
towards  the  magnetic  pole  causes  eddy  electric  currents  to  be 
generated  in  it  by  electro-magnetic  induction,  and  that  these, 
being  in  the  opposite  direction  to  the  exciting  current  of  the 
magnet,  cause  a repulsive  force  to  exist  between  the  inducing 
and  secondary  circuits,  which  creates  the  apparent  resistance 
we  feel. 

In  order  to  exhibit  the  stress  brought  into  existence  between 
an  electro-magnet  and  a metal  sheet  held  near  it  when  induced 
currents  are  set  up  in  the  disc,  we  may  arrange  the  following 
experiment : — Over  the  pole  of  a powerful  electro-magnet 
we  balance  a small  disc  of  copper,  the  size  of  a penny, 
carried  on  one  end  of  a delicately-balanced  bar.  A mirror 
attached  to  that  bar  serves  to  reflect  on  to  a screen  a ray 
of  light  indicating  the  smallest  motion  of  the  copper  disc. 
On  magnetising  the  magnet  the  copper  is  suddenly  repelled, 
but  comes  to  rest  again  immediately  in  its  initial  position. 
When  the  magnet  is  demagnetised  the  copper  experiences  a 
momentary  attraction.  Or  we  may  illustrate  the  same  action 
in  another  way.  Consider,  for  instance,  a ring  of  copper 
hanging  in  front  of  the  pole  of  an  electro-magnet  (see  Fig.  113), 
having  the  plane  of  the  ring  perpendicular  to  the  lines  of 
magnetic  force  proceeding  out  from  the  pole.  Let  the 
magnet  be  an  electro-magnet,  and  let  the  pole  be  suddenly 
made  a north  or  marked  pole.  Lines  of  magnetic  force  are 
thrust  into  the  aperture  of  the  ring.  This  magnetic  flux,  in 
accordance  with  a well-known  law,  generates  an  inductive 
electromotive  force,  which  causes  a transient  current  to  flow 
round  the  ring  in  a counter-clockwise  direction,  as  looked  at 
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from  tlie  north  magnetic  pole.  The  ring  becomes  virtually  a 
magnetic  shell,  having  a north  pole  facing  the  north  pole  of 
the  exciting  magnet.  By  the  fundamental  laws  of  action 
between  currents  and  magnets  established  by  Ampere,  the 
ring  experiences  a slight  repulsive  force,  due  to  the  electro- 
dynamic action  between  the  current  in  the  ring  and  the 
magnetic  pole.  The  generation  of  the  momentary  induced 
current  in  the  ring  is  accompanied  by  an  electro-dynamic 
impulse  tending  to  thrust  it  away  from  the  pole. 

Suppose,  next,  that  the  electro-magnet  is  demagnetised. 
The  ring  has  generated  in  it  a reverse  induced  current  flowing 
in  the  direction  the  hands  of  a clock  move  when  looked 
at  from  the  magnetic  pole.  This  is  also  accompanied  by  an 
electro-dynamic  attraction  of  the  ring  towards  the  pole,  but 


Fig.  113. — Copper  Ring  hung  in  the  Field  of  an  Electro-magnet,  and 
Repelled  or  Attracted  when  the  Current  is  put  on  or  cut  off. 

which  is  much  more  feeble  than  the  previous  repulsion.  These 
attractions  and  repulsions  are  obviously  due  to  the  Amperian 
stress  set  up  between  the  magnet  and  the  metal  by  reason 
of  the  induced  currents  set  up  in  the  latter.  It  has  been 
pointed  out  by  Prof.  S.  P.  Thompson  that  Ampere  himself 
probably  observed  an  effect  of  this  kind  {Proc.  Phys.  Soc.  of 
London,  Vol.  XIII.,  p.  493,  “Note  on  a Neglected  Experiment 
of  Ampere.”).  Impulsive  effects  of  this  nature  have  been  also 
studied  by  Prof.  Vernon  Boys  (see  Proc.  Phys.  Soc.  of  London, 
Vol.  VI.,  p.  218,  “A  Magneto-electric  Phenomenon”). 

Let  us  in  the  next  place  consider  a circuit,  say  a closed 
conducting  ring,  suspended  in  front  of  the  pole  of  an  electro- 
magnet, and  let  the  coils  of  the  electro -magnet  be  trans- 
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versed  by  an  alternating  current  of  electricity  (Fig.  113). 
The  magnetic  field  of  the  magnet  is  then  an  alternating  field. 
We  shall  suppose  it  to  vary  in  strength  according  to  a 
simple  periodic  law.  The  closed  circuit  is  therefore  subjected 
to  an  inductive  action,  and  we  know  that  the  induced  electro- 
motive force  in  that  circuit  is  at  any  instant  proportional 
to  the  rate  of  change  of  the  magnetic  field  in  which  it  is 
immersed.  If,  therefore,  the  variation  in  strength  of  that  field 
is  represented  ’ geometrically  by  the  ordinates  of  a periodic 
curve,  the  varying  electromotive  force  acting  in  the  ring  circuit 
is  represented  by  the  ordinates  of  another  such  curve  of  equal 
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Fig.  114. — Diagram  showing  the  Equality  of  the  Attractive  and  Repulsive 
Impulses  in  a Non-inductive  Circuit  when  held  in  an  Alternating  Magnetic 
Field. 


wave  length,  shifted  a quarter  of  a wave  length  behind  the 
first.  In  the  diagram  {see  Fig.  114)  the  variation  of  the  in- 
duced magnetic  field,  and  the  induced  electromotive  force  in 
the  circuit,  are  represented  as  usual  by  two  harmonic  curves. 
This  induced  electromotive  force  creates  an  induced  current 
flowing  backwards  and  forwards  in  the  ring,  and  we  shall, 
in  the  first  instance,  suppose  that  this  current  flows  in 
exact  synchronism  with  its  electromotive  force.  The 
induced  current  and  the  inducing  magnetic  field  may  there- 
fore be  represented  as  to  relative  phase  and  strength  by  the 
curves  in  the  diagram  (Fig.  114).  The  dynamical  action, 
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or  the  force  which  the  ring  experiences,  is  at  any  instant 
proportional  to  the  product  of  the  strength  of  the  magnetic 
field  in  which  the  ring  is  immersed  and  to  the  strength  of  the 
induced  current  created  in  it.  If  we  multiply  together  the 
numerical  values  of  the  ordinates  of  these  two  curves  at  any 
and  every  point  on  the  horizontal  line,  and  set  up  a new 
ordinate  at  that  point  representing  this  product,  the  extremi- 
ties of  these  last  ordinates  define  a curve,  which  is  a curve 
representing  the  force  acting  on  the  secondary  circuit ; and  it 
is  seen  from  the  diagram  (Fig.  114)  to  be  a wavy  curve  having 
a wave  length  equal  to  half  that  of  the  first  two  curves.  More- 
over, the  whole  area  enclosed  between  the  outline  of  this  force 
curve  and  the  horizontal  line  represents  to  a certain  scale  the 
time  integral  of  that  force,  or  the  imjmlse  acting  on  the  secon- 
dary circuit,  and  the  theory  shows  us  that,  under  the  assump- 
tions made,  the  secondary  circuit  so  acted  upon  experiences  in 
each  period  of  the  current  four  impulses,  two  positive  or  repul- 
sive, and  two  negative  or  attractive.  Hence,  it  follows  that 
such  an  ideal  conducting  circuit  held  in  front  of  an  alter- 
nating electro-magnet  should  experience  a rapid  alternate  series 
of  equal  pushes  and  pulls,  or  of  little  impulses  to  and  from  the 
magnet.  These  equal  and  opposite  impulses  in  quick  succession 
would  neutralise  one  another,  and  our  supposed  circuit  would 
not,  on  the  whole,  be  subject  to  any  resultant  force. 

When  we  present  a real  conducting  circuit  to  the  pole  of  an 
electro-magnet  traversed  by  a powerful  alternating  current, 
we  find  that  under  the  actual  circumstances  there  is  a powerful 
repulsive  action  between  the  pole  and  the  circuit.  With  a 
powerful  alternating  current  electro-magnet  striking  effects 
of  repulsion  may  be  thus  shown. 

If  we  hold  a copper  ring  over  the  pole  of  a powerful  vertical 
alternating  electro-magnet,  we  find  at  once  that  there  is  a 
perceptible  and  strong  repulsion.  Letting  the  ring  go,  it 
jumps  up  into  the  air,  impelled  so  to  do  by  the  electro-magnetic 
repulsion  acting  upon  it  (Fig.  116).  All  good  conducting  rings 
will  execute  this  gymnastic  feat,  and  rings  of  copper  and 
aluminium  are  found  to  be  most  nimble  of  all.  Rings  of  zinc 
and  brass  are  sluggish,  and  a ring  of  lead  will  not  jump  at  all. 
Prof.  Elihu  Thomson  was  the  first  to  call  attention  to  this 
strong  repulsive  action  between  conducting  rings  and  an 
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alternating  electro-magnet.  He  has  thus  described  his  first 
notice  of  these  effects  : — In  1884,  while  preparing  for  the 
International  Electrical  Exhibition  at  Philadelphia,  we  had 
occasion  to  construct  a large  electro-magnet,  the  cores  of  which 
were  about  6in.  in  diameter  and  about  20in.  long.  They 
were  made  of  bundles  of  iron  rod  about  diameter. 

When  complete  the  magnet  was  energised  by  a current  from 
a continuous-current  dynamo,  and  it  exhibited  the  usual 
powerful  magnetic  efi'ects.  It  was  found  also  that  a disc  of 
sheet  copper  of  about  y^in.in  thickness  and  lOin.  in  diameter, 
if  dropped  flat  against  a pole  of  the  magnet,  would  settle  down 
softly  upon  it,  being  retarded  by  the  development  of  currents 


Fig.  115. 


in  the  disc,  due  to  its  movement  in  a strong  magnetic  field, 
and  which  currents  were  of  opposite  direction  to  those  in  the 
coils  of  the  magnet.  In  fact,  it  was  impossible  to  strike  the 
magnet  pole  a sharp  blow  with  the  disc,  even  when  the 
attempt  was  made  by  holding  one  edge  of  the  disc  in  the  hand 
and  bringing  it  down  forcibly  towards  the  magnet.  In 
attempting  to  raise  the  disc  quickly  off  the  pole  a similar 
but  opposite  action  of  resistance  to  movement  took  place, 
showing  the  development  of  currents  in  the  same  direction  as 
those  in  the  coils  of  the  magnet,  and  which  current,  of  course, 
would  cause  attraction  as  a result.  The  experiment  could  be 
tried  in  another  way.  Holding  the  sheet  of  copper  by  one 
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edge,  just  over  the  magnet  pole  (see  Fig.  115),  the  current  in  the 
magnet  coils  was  cut  off  by  shunting  them.  At  that  moment 
was  felt  an  attraction  of  the  disc,  or  a dip  towards  the  pole. 
On  starting  the  current  the  plate  experienced  a powerful  re- 
pulsion.” The  question  may  then  be  asked : Why  is  it  the 
metal  rings  are  always  repelled  by  the  alternating  magnet? 
The  explanation  is  not  difficult  to  find.  The  real  ring  possesses 
a quality,  called  its  inductance,  of  which  we  took  no  account 
in  our  examination  of  the  case  a moment  ago.  As  a con- 


Fig.  116. — Aluminium  Ring  projected  from  the  pole  of  an  Alternating 
Electro-magnet,  and  floating  over  the  pole  when  restrained  by  three 
strings. 

sequence  of  this  inductance  we  have  seen  that  the  current 
induced  lags  in  phase  behind  the  inducing  electromotive  force. 

We  have  then  to  correct  the  diagram  considered  just  now, 
to  make  it  fit  in  with  the  facts  of  nature,  and  we  must  repre- 
sent the  periodic  curve  which  stands  for  the  fluctuations  of 
the  induced  current  in  the  ring  as  shifted  backwards  or 
lagging  behind  the  curve  which  represents  the  electromotive 
force  in  the  circuit  brought  into  existence  by  the  fluctuating 
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magnetic  field.  Making  this  change  (Fig.  117),  and  forming, 
as  before,  a force  curve  to  represent  the  impulses  on  the  ring,  we 
then  find  that,  owing  to  the  “lag”  of  the  secondary  current, 
one  set  of  the  impulses,  namely,  the  positive  or  repulsive 
impulses,  has  been  enlarged  at  the  expense  of  the  negative  or 
attractive  impulses.  Theory,  therefore,  points  out  that,  as  a 
consequence  of  the  self-induction  of  the  ring,  the  balance 
between  the  attractive  impulses  and  the  repulsive  impulses  is 
upset,  and  that  the  latter  predominate.  The  real  ring  behaves 
therefore,  very  differently  to  the  ideal  non-inductive  ring. 
The  real  ring  is  strongly  repelled,  because  the  resultant  action 


Fig.  117. — Diagram  showing  the  Inequality  of  the  Attractive  and  Repul- 
sive Impulses  in  the  case  of  an  Inductive  Circuit  when  held  in  an  Alter- 
nating Magnetic  Field. 


of  all  the  impulses  is  to  produce,  on  the  whole,  an  electro- 
magnetic repulsion.  This  repulsion  is  evidence  of  the  self- 
induction  or  inductance  of  the  circuit  exposed  to  the  magnetic 
field,  and  it  forms  a new  way  of  detecting  it.  But  although 
this  is  part  of  the  truth,  it  is  not  the  whole  truth.  The  lag  of 
the  induced  current  in  the  ring,  and  hence  the  predominance  of 
the  repulsive  impulses,  depends  on  the  conductivity  of  the 
material  of  which  the  ring  or  circuit  is  made ; and  the  better 
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this  conductivity  the  greater  is  that  repulsion,  because  both 
the  induced  current  and  the  lag  are  thereby  increased.  Hence 
it  comes  to  pass  that  there  are  two  factors  involved  in  making 
this  repulsive  effect,  the  conductance  of  the  ring  or  disc  and 
its  inductance.  For  equal  conductivities,  the  greater  the  self- 
induction  the  greater  the  repulsion.  For  equal  self-inductions, 
the  greater  the  conductivity  of  the  circuit  so  much  the  more 
repulsive  effect  will  be  produced. 

We  can  show  the  effect  of  the  relative  conductivity  of  discs 
of  equal  size,  and  therefore  of  equal  self-induction,  by  iveighinr; 
similar  discs  of  various  metals  over  an  alternating  pole.  If  we 
take  discs  of  copper,  zinc,  and  brass  of  equal  form  and  size, 
and  weigh  these  discs  on  the  scale  pan  of  a balance  placed 
over  the  pole  of  an  alternating  current  magnet,  the  scale  pan 
being  made  of  a good  non-conductor,  we  can  measure  the 
electro-magnetic  repulsion  on  the  disc  by  the  loss  in  weight  it 
experiences.* 

The  same  result  can  be  illustrated  by  placing  over  the  pole 
of  our  alternating  magnet  a paper  tube.  Taking  one  of  the 
copper  rings,  and  first  exciting  the  magnet,  we  let  the  ring 
drop  down  the  tube.  It  falls  as  if  on  an  invisible  cushion  that 
buoys  it  up,  and  it  remains  floating  in  the  air.  If  rings  of 
different  metals  and  equal  size  are  placed  on  the  tube,  they 
float  at  different  levels  like  various  specific-gravity  beads  in  a 
liquid.  The  greater  the  conductivity  of  the  ring  the  greater 
is  the  repulsion  on  it  in  any  given  part  of  the  alternating 
field,  and  hence  the  highly  conducting  rings  will  be  sustained 
in  a weaker  field  than  the  feebler  conducting  ring,  assuming 
the  rings  to  have  about  equal  weights.  Moreover,  we  are  able 
to  show  by  another  experiment  the  fact  that  these  rings  are 
traversed,  when  so  held,  by  powerful  electric  currents.  If  we 
press  down  the  copper  ring  upon  the  zinc  or  brass  ring  floating 
beneath  it,  the  rings  are  attracted  together  and  the  copper  ring 
holds  up  the  zinc.  This  is  obviously  because  the  rings  are  all 
traversed  by  induced  currents  circulating  in  the  same  direction. 

It  is,  of  course,  an  immediately  obvious  corollary,  from  all 
that  has  just  been  said,  that  any  cutting  of  a ring  or  disc  which 

* Experiments  of  this  kind  have  been  made  by  M.  Borgman.  See 
Comptes  Rendus,  No.  16,  April  21,  1890,  p.  849,  and  also  February  3,  1890, 
Vol.  CX.,  p.  233. 
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hinders  the  flow  of  the  induced  currents  causes  the  whole  of 
the  repulsion  effects  to  vanish.  We  illustrate  this  by  causing 
a ring  of  copper  wire  to  jump  off  the  pole,  and  then  cutting  it 
with  pliers,  find  it  has  ceased  to  be  capable  of  giving  signs  of 
life.  When  the  metallic  masses  or  circuits  which  are  pre- 
sented to  the  alternating  magnetic  pole  are  of  very  low 
iresistance  the  electro-magnetic  repulsion  may  become  very 
powerful,  many  pounds  of  thrust  or  push  being  produced  by 
apparatus  of  quite  moderate  size.  It  is,  in  fact,  quite  startling 
to  hold  over  the  pole  of  a very  powerful  alternating  magnet  a 
very  thick  plate  of  high  conductivity  copper.  It  would  greatly 
surprise  anyone  not  acquainted  with  these  principles  to  be  told 
that  a massive  copper  ring  weighing  eight  or  ten  pounds  could 


Fig.  118. — Copper  King  “floating”  in  air  over  the  pole  of  an  Alternating 
Current  Electro-magnet,  when  restrained  by  strings. 


be  made  to  float  in  the  air,  but  it  is  possible  to  show  this 
easily.  The  ring  needs  to  be  tethered  by  light  strings 
(Fig.  118)  to  prevent  it  from  being  thrown  off  laterally, 
although  these  strings  in  no  way  support  its  weight. 

One  of  the  most  beautiful  of  Prof.  Elihu  Thomson’s  experi- 
ments exhibits  this  effect  of  electro-magnetic  repulsion  on  a 
closed  coil,  which  is  buoyed  up  in  water  by  a small  incandes- 
cent lamp  in  circuit  therewith.  In  a glass  vase  is  floated 
a little  glow-lamp  like  a balloon  (Fig.  119).  The  car  con- 
sists of  a coil  of  insulated  wire,  and  the  ends  of  this  coil 
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are  connected  with  the  lamp.  The  whole  arrangement  is 
accurately  adjusted  to  just,  or  only  just,  float  in  water. 
Placing  the  vase  over  an  alternating  magnetic  pole,  the 
magnetic  induction  creates  a current  in  the  coil  which  lights 
the  lamp,  and,  moreover,  the  electro-magnetic  repulsion  on 
the  coil  causes  the  lamp  and  coil  to  rise  upward  in  the  water. 

There  is  also  another  class  of  actions — namely,  deflections 
and  rotations — produced  by  electro-magnetic  repulsion  on 
highly  conducting  discs  or  rings.  If  the  conducting  ring 
or  disc  which  is  presented  to  the  alternating  magnet  is  con- 
strained by  being  fixed  to  an  axis  around  whihh  it  can  rotate, 


Fig.  119. — lucaudescent  Lamp  and  Secondary  Coil  floating  in  water  and 
Repelled  by  an  Alternating  Current  Electro-magnet  placed  beneath. 

the  action  may  reduce  to  a deflective  force.  On  presenting  a 
flat  suspended  disc  to  the  pole,  the  disc  is  prevented  by  its 
constraint  from  being  repelled  bodily ; so  it  sets  its  plane 
parallel  to  the  lines  of  magnetic  induction,  and  places  itself  in 
a position  such  that  the  induced  currents  in  it  are  reduced  to 
a minimum.  On  this  principle,  before  becoming  acquainted 
with  Prof.  Ehhu  Thomson’s  original  work,  the  author  devised 
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a little  copper  disc  galvanometer  for  detecting  small  alter- 
nating currents. 

This  deflection  by  an  alternating  current  of  a copper  disc 
suspended  within  a coil  with  its  plane  inclined  to  the  plane  of 
the  coils  was,  in  March,  1887,  noticed  independently  by  the 
author,  who  subsequently  described  a copper  disc  galvanoscope 
for  alternating  currents  based  on  this  fact  (see  The  Electrician, 
May  6,  1887).  He  did  not  at  the  time  know  how  thoroughly 
Prof.  Thomson  had  explored  the  phenomena,  but  the  sub- 
stantial explanation  of  the  facts  as  above  given  had  already 
occurred  to  him. 

More  interesting  than  the  deflective  actions  are  those  whicli 
result  in  the  production  of  continuous  rotation  in  highly 


Fig.  120. — Alternating  Electro-magnet  with  Shaded  Poles,  causing  a 
Copper  Disc  placed  between  the  Jaws  to  revolve. 


conducting  bodies  placed  in  an  alternating  field.  We  employ 
for  this  purpose  an  electromagnet  having  a laminated  iron 
core  {see  Fig.  120),  the  ends  of  the  iron  circuit  being  provided 
with  copper  bars,  which  embrace  and  cover  portions  of  the 
polar  terminations  of  the  magnet.  When  the  magnet  is 
excited  by  a periodic  current,  these  secondary  circuits  become 
the  seat  of  powerful  induced  secondary  currents.  Taking  in 
hand  a large  copper  disc  pivoted  at  the  centre  and  held  in  a 
fork,  we  hold  this  wheel  so  that  part  of  the  disc  is  inserted 
between  the  jaws  of  the  electro-magnet.  Immediately,  rapid 
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rotation  is  produced.  The  reason  is  not  far  to  seek.  The 
alternating  field  creates  induced  currents,  both  in  the  closed 
coils  and  in  the  neighbouring  portions  of  the  disc  ; and  the  con- 
ductors in  which  they  flow  are  therefore  drawn  together.  If 
the  polar  coils  are  so  placed  as  to  partly  shield  the  poles 
these  attractive  actions  act  unsymmetrically  on  the  disc  and 
pull  it  continuously  round.  The  action  is,  perhaps,  better 
illustrated  by  a simpler  experiment.  If  we  hold  a pivoted 
copper  disc  (I'ig.  121)  symmetrically  over  an  alternating 
pole,  the  action  of  the  pole  is  one  of  pure  repulsion  on  the 
disc,  and  it  causes  no  rotation  in  it.  When  a copper  sheet 
is  so  placed  as  to  shield  or  “ shade,”  as  Prof.  Thomson  calls 


Fig.  121. — Kevolution  of  a “ Shaded  ” Copper  Plate  held  over  the  Pole  of 
an  Alternating  Current  Electromagnet. 

it,  part  of  the  magnetic  pole,  currents  are  induced  both  in 
the  fixed  plate  and  in  the  movable  one.  The  fixed  disc 
shields  part  of  the  other  from  the  induction  of  the  pole,  and 
1 e i ‘e  causes  the  induced  currents  in  that  plate  and  disc  to  be 
so  located  that  they  are  in  positions  to  cause  continual  attrac- 
tion between  the  conductors  and  to  continuously  pull  round 
the  movable  disc  into  fresh  positions,  so  creating  regular 
rotation. 

This  principle  of  “ shading  ” a portion  of  a conductor  from 
the  inductive  action  of  the  pole,  and  so  causing  the  eddy 
currents  in  it  to  be  located  in  a portion  of  its  service  and  tc 
cause  attraction  between  that  conductor  and  the  shading 
conductor,  is  capable  of  being  exhibited  in  various  ways. 

y 
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We  place  on  a copper  plate  a light,  hollow,  copper  ball  {see 
Fig.  122),  and  support  it  in  a little  depression  in  a copper 
plate.  Holding  the  arrangement  over  the  alternating  magnet» 
the  ball  begins  to  spin  round  rapidly  when  the  magnet  is 
excited.  This  rotation  is  caused  by  the  continual  attraction 
of  the  eddy  currents  induced  in  the  fixed  plate  and  in  that 
part  of  the  ball  which  is  not  shielded  from  the  pole  by  the 
plate.  We  may  vary  the  experiment,  and  exhibit  many  more 
or  less  curious  and  amusing  illustrations  of  it.  If  we  float 
these  copper  balls  in  water  (Fig.  123),  and  place  the  glass 
bowl  containing  them  over  the  alternating  pole,  the  interposi- 


Fia.  122. — Light,  Hollow,  Copper  Ball  standing  in  a depression  on  th</ 
edge  of  a Copper  Plate,  and  set  in  rotation  when  held  over  the  Pole  of  an 
Alternating  Electro-magnet. 

tion  of  a copper  sheet  between  the  pole  and  the  balls  causes  the 
latter  to  begin  to  spin  in  a highly  energetic  manner.* 

Amongst  other  illustrations  of  the  principles  above  described 
Prof.  Elihu  Thomson  invented  a novel  form  of  electro- 
magnetic gyroscope  (Fig.  124).  Over  the  alternating  magnet 
a gyroscope  of  the  usual  form  is  suspended.  The  wheel  of  the 
gyroscope  is  made  of  iron,  and  the  tyre  of  the  wheel  is  a thick 
copper  band.  Immediately  the  iron  core  is  magnetised,  the 

* For  a mathematical  discussion  of  these  electro- magnetic  rotations,  see 
Phil,  Trans.  Royal  Soc.,  Vol.  CLXXXIIIa.,  1892,  p.  279,  Mr.  G.  T. 
Walker  on  “ Repulsion  and  Rotation  produced  by  Alternating  Electric 
Currents.” 
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gyroscope  begins  to  rotate  with  great  rapidity  over  the  pole. 
In  this  case  the  un symmetrical  disposition  of  the  eddy  currents 
in  the  copper  band  around  the  wheel  is  sufficient  by  itself  to 
cause  the  rotation  to  occur.  The  phenomenon,  however,  which 
lies  at  the  bottom  of  all  these  effects  is  that  the  self-induction 
of  the  secondary  circuit  causes  the  eddy  currents  to  be  delayed 
in  phase  behind  the  magnetising  field,  and  hence  to  persist 
into  the  period  of  reversal  of  that  field,  and  so  produce  the 
repulsion  between  the  primary  conducting  circuit  and  that 
part  of  the  secondary  conducting  circuit  in  which  the  eddy 
currents  are  set  up. 


Fio.  123. — Hollow  Copper  Ball  floating  in  water  over  an  Alternating 
Current  Electro-magnet,  and  caused  to  revolve  by  the  interposition  of  a 
“ shading  ” copper  plate. 


One  more  experiment  in  this  part  of  the  subject  may  be 
referred  to.  Eeturning  to  the  use  of  the  electro-magnet, 
in  which  the  iron  circuit  is  all  but  complete,  we  find  that, 
when  a highly-conducting  disc  is  put  between  the  closely 
approximated  half-shielded  jaws  of  this  electro-magnet,  and  an 
alternating  current  employed  to  excite  it,  the  conducting  disc 
is  held  up  in  the  air  gap  by  reason  of  the  attraction  set  up 
between  the  currents  induced  in  the  disc  and  the  shielding 
polar  plates.  If,  however,  the  disc  has  a relatively  poor  con- 
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ductivity  the  attraction  is  not  nearly  so  marked.  A good  or 
bad  silver  coin  can  thus  be  discriminated,  because  the  good 
silver  coin  has  sufiBcient  conductivity  to  be  the  seat  of  power- 
ful induced  currents,  but  the  bad  coin  has  not. 

Closely  akin  to  the  foregoing,  but  more  difficult  to  explain, 
are  the  rotations  in  copper  and  iron  discs  which  can  be 
caused  by  the  approximation  to  them  of  a laminated  iron  bar 
alternately  magnetised.  These  actions  have  been  carefully 
studied  by  Prof.  Elihu  Thomson,  and  applied  by  him  and 
others  in  many  practical  devices.  Across  the  top  of  an 
electro-magnet  is  placed  a long  bar  of  laminated  iron  with  the 
plane  of  the  lamination  vertical  (Fig.  125).  This  bar  is 


Fig.  124. — Electromagnetic  Gyroscope  Revolving  over  the  Pole  of  an 
Alternating  Current  Electro-magnet. 

surrounded  at  intervals  by  copper  bands,  which  form  small 
closed  secondary  circuits  upon  it.  If  we  excite  the  magnet 
and  hold  near  the  bar  an  iron  disc  capable  of  free  rotation,  it 
begins  to  rotate  rapidly.  Not  only  can  this  be  done  with  a 
laminated  bar  throttled  by  conducting  circuits,  but  even  a solid 
bar  of  hard  steel  will  serve  the  same  purpose,  and  a couple  of 
steel  files  placed  across  the  poles  can  cause  rapid  rotation  in 
pivoted  discs  of  copper  or  of  iron  held  with  their  edges  close 
to  the  bars  so  alternately  magnetised. 

To  understand  the  operations  which  produce  this  rotation, 
we  have  to  return  to  some  elementary  principles.  Consider 
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a conducting  ring  held  in  front  of  the  electro-magnet  as  in 
Fig.  113.  Let  a sudden  flux  of  magnetic  induction  be  made 
through  the  ring  aperture,  that  is,  in  common  parlance,  let 
“ lines  of  force  ” be  thrust  through  the  opening  of  the  ring. 
If  these  lines  proceed  out  from  a north  pole,  they  will  create 
an  electromotive  force  in  the  ring  in  such  a direction  as  to 
make  a current  flow  counter-clockwise  round  the  ring  as  seen 
from  the  pole.  This  current  in  the  ring  itself  creates  a 
magnetic  field  round  the  ring,  and  a consideration  *of  the 
direction  of  the  current  will  show  that  in  the  central  aperture 
of  the  ring  the  dire:tion  of  the  inducing  field  and  the  field  due 
to  the  induced  current  are  in  opposite  directions.  The  effect  of 


Fig.  125. — Alteruating  Current  Magnet  with  Laminated  Iron  Bar  across  its 
pole  causing  Kevolution  of  two  Iron  Discs  held  near  its  extremities. 


this  opposition  is  to  retard  the  formation  of  the  field  due  to 
the  magnet  in  the  aperture  of  the  ring.  In  other  words, 
the  current  induced  by  the  internal  field  causes  the  lines  of 
induction  due  to  the  external  pole  to  be,  as  it  were,  momen- 
tarily thrust  out  laterally,  and  resisted  in  their  endeavour  to 
pass  through  the  aperture  of  the  ring. 

If  we  consider  a bar  of  iron  surrounded  with  a copper 
band,  and  imagine  that  this  bar  is  suddenly  acted  upon  by 
a magnetising  force  at  one  end,  the  result  of  the  current 
induced  in  the  ring  will  be  that  for  a brief  time  the 
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magnetic  induction  in  the  bar  will  be  caused  to  leak 
out  laterally,  and  go  round  the  copper  ring  on  the  out- 
side, its  passage  through  the  ring  being  resisted.  If,  then, 
we  throttle  a magnetic  circuit,  such  as  a laminated  iron 
bar,  with  copper  coils  closed  upon  themselves,  and  place  a mag- 
netising coil  at  one  end,  the  closed  conducting  circuits  hinder 
the  rise  of  magnetic  induction  in  the  bar ; or,  in  other  words, 
give  it  what  may  be  called  magnetic  self-induction.  If  the 
source  of  magnetism  is  a rapidly-reversed  pole,  the  consequences 
of  this  delay  or  “ lag  ” in  the  induction  is  that  a series  of  alter- 
nating magnetic  poles  are  always  travelling  with  retarded  speed 
up  the  bar,  and  these  may  be  considered  to  be  represented 
by  tufts  of  lines  of  magnetic  induction  which  spring  out  from 
and  move  laterally  up  the  bar.  If  the  bar  is  not  laminated  and 
not  throttled,  the  eddy  currents  set  up  in  the  mass  of  the  bar 
itself  act  in  the  same  way,  and  operate  to  resist  the  rise  of 
induction  in  the  bar  and  to  delay  the  propagation  of  mag- 
netism along  it.  Hence  we  must  think  of  such  a throttled 
bar,  when  embraced  by  a magnetising  coil  at  one  end,  as  sur- 
rounded by  laterally  moving  bunches  of  lines  of  magnetic 
induction,  which  move  up  the  bar.  Each  reversal  of  current 
in  the  magnetising  coil  calls  into  existence  a fresh  mag- 
netic pole  at  the  one  end  of  the  bar,  which  is,  as  it  were, 
pushed  along  the  bar  to  make  room  for  the  pole  of  opposite 
name,  which  appears  the  next  instant  behind  it.  When  an  iron 
disc  is  held  near  such  a laminated  and  throttled  bar,  these 
laterally  moving  lines  of  force  induce  poles  in  the  disc  which 
travel  after  the  inducing  poles,  and  hence  the  disc  is  continually 
pulled  round.  If  the  disc  is  a copper  disc,  the  laterally  moving 
lines  of  magnetic  force  induce  eddy  currents  in  the  disc,  and 
these,  by  the  principle  already  explained,  create  a repulsion 
between  the  pole  and  that  part  of  the  disc  in  which  the  eddy 
currents  are  set  up,  causing  revolution  of  the  disc. 

An  interesting  application  of  the  above  principle  has  been 
made  in  the  meter  of  Messrs.  Borel,  Wright  and  Ferranti 
for  measuring  alternating  currents.  It  consists  of  a pair  of 
vertical  electro-magnets  {see  Fig.  126),  with  laminated  iron 
cores,  and  each  magnet  bears  at  the  top  a curved  horn  of 
laminated  iron  which  is  throttled  by  copper  rings.  These 
curved  horns,  springing  from  the  magnets,  embrace  and 


Fig.  126. — Plan  and  General  Vie.v  of  Wright-Ferranti  Self-starting  Alternating  Motor  working  a Fan, 
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nearly  touch  a light  iron-rimmed  wheel,  free  to  turn  in  the 
centre.  The  actions  just  explained  drive  the  wheel  round, 
when  the  magnet  coils  are  traversed  by  an  alternating  current. 
The  iron  wheel  carr  es  on  its  shaft  a set  of  mica  vanes,  which 
retard  the  wheel  by  air  friction.  Under  the  opposing  influ- 
ences of  this  retardation  and  the  electro-magnetic  rotation 
forces,  the  wheel  takes  a certain  speed  corresponding  to 
different  current  strengths  in  the  magnetic  coils,  and  hence 
the  total  number  of  revolutions  of  the  wheel  in  a given  time, 
as  recorded  by  a counter,  serves  to  determine  the  total 
quantity  of  alternating  current  which  has  passed  through 
the  meter. 

The  rotation  of  iron  discs  can  be  shown  also  by  means  of  a 
badly-designed  transformer.  If  a closed  laminated  iron  ring 


Fig.  127. — Magnetic  Leakage  across  a Throttled  Iron  Ring,  causing  rotation 
of  an  Iron  Disc  placed  near  the  Secondary  Coil. 

(Fig.  127)  is  wound  with  a couple  of  conducting  circuits,  such 
an  arrangement  constitutes  a transformer.  If  these  two 
circuits  are  wound  on  opposite  sides  of  the  iron  ring,  the 
previous  explanations  show  that  the  arrangement  will  be 
productive  of  great  magnetic  leakage  across  the  iron  circuit. 
In  designing  transformers  for  practical  work,  one  condition 
amongst  others  which  must  be  held  in  view  is  to  so  arrange 
the  conductive  and  magnetic  circuits  that  a great  magnetic 
leakage  of  lines  of  force  across  the  air  does  not  take  place. 
If,  however,  this  leakage  exists,  it  indicates  that  the  secondary 
circuit  is  not  getting  the  full  benefit  of  the  induction  created 
by  the  primary.  To  detect  it  we  have  merely  to  hold  near  the 
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iron  circuit  a little  balanced  or  pivoted  iron  disc,  and  if  it  is 
set  in  rapid  rotation  it  indicates  that  there  are  laterally- 
moving  lines  of  magnetic  force  outside  the  iron,  which  have 
escaped  from  the  iron  in  consequence  of  the  back-magneto- 
force of  the  secondary  circuit. 

The  above  described  phenomena  have  been  utilized  in  the 
construction  of  measuring  instruments  of  various  kinds,  and 
the  effects  due  to  the  magnetic  leakage  of  magnetic  fields  will 
be  found  to  have  applications  which  will  be  considered  more 
carefully  in  discussing  the  action  of  transformers. 

§ 13.  Symmetry  of  Current  and  Induction. — A consideration 
of  the  effects  described  in  the  present  chapter  will  have  dis- 
closed to  the  careful  reader  that  there  is  a complete  symmetry 
between  the  two  fundamental  quantities,  electric  current 
and  magnetic  induction.  Let  the  diagrams  in  Fig.  128 
represent  a circuit  of  iron  (magnetic  circuit)  linked  with 
a circuit  of  copper  (conductive  circuit)  and  let  the  iron  circuit 
have  wound  on  it  a magnetising  coil  capable  of  imposing  a 
magneto-motive  force  (M.M.F.)  on  it,  whilst  the  conductive 
circuit  has  a source  of  electromotive  force  (E.M.F.),  say  a 
battery,  introduced  into  it.  Suppose,  then,  that  this  E.M.F.  is 
suddenly  introduced  in  the  conductive  circuit,  the  linking  of 
this  circuit  with  the  iron  circuit  bestows  considerable  self- 
induction  on  the  conductive  circuit,  and  this  operates  to  delay 
the  rise  of  the  current  strength  in  the  conductive  circuit  when 
the  E.M.F.  is  suddenly  applied.  If  the  two  circuits  were 
plunged  into  a good  conducting  liquid  medium,  the  action  of 
the  iron  circuit  would  be  to  cause  a leakage  of  current  across 
the  conductive  circuit.  Quite  similarly,  we  find  that  if  a 
magnetomotive  force  is  suddenly  applied  to  the  iron  circuit, 
the  induced  current  set  up  in  the  conductive  circuit  opposes 
the  growth  of  the  induction  in  the  magnetic  circuit,  and,  as 
air  is  not  an  insulator  for  magnetic  induction,  it  causes  a 
leakage  of  magnetic  induction  across  the  circuit.  Hence  the 
growth  of  electric  current  in  the  conductive  circuit  is  hindered 
by  linking  it  with  an  iron  circuit,  and  the  growth  of  magnetic 
induction  in  an  iron  circuit  is  hindered  by  linking  it  with  a 
copper  circuit.  This  is  only  one  instance  of  the  fact  that  the 
laws  of  current  establishment  in  conductive  circuits  are  similar 
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to  the  laws  of  establishment  of  magnetic  induction  in  magnetic- 
circuits. 

The  growth  of  current  from  surface  to  centre  of  con- 
ductors has  been  described  in  sections  of  this  chapter.  The 
gradual  soaking  in,  or  growth  of  the  magnetic  induction,  from 
the  surface  to  the  centre  of  the  iron  cores  of  electro-magnets, 
when  a sudden  external  magnetising  force  is  applied,  has  been 
experimentally  examined  with  great  skill  by  Dr.  J.  Hopkinson 
and  Mr.  E.  Wilson,  and  the  reader  is  referred  for  a full  account. 


Electric  Cv'cuvt.  Magnetic  Circuit. 


Fig.  128. — Dici grams  illustrating  the  Symmetry  in  relation  between 
Electromotive  Force  and  Electric  Current,  and  Magnetomotive  Force 
and  Magnetic  Induction. 


of  their  work  to  The  Electrician,  Vol.  XXXIV.,  1895,  p.  510. 
Very  briefly  it  may  be  said  that  these  experiments  consisted  in 
showing  experimentally  that  in  the  case  of  an  electro -magnet 
with  a very  large  solid  iron  core  the  magnetic  induction  in 
the  iron  is  not  established  instantaneously  at  its  full  value 
at  all  points  in  the  iron  when  the  magnetising  force  is- 
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applied,  but  it  begins  at  the  surface  of  the  core  and  slowly 
works  inwards  to  the  centre.  In  an  entirely  similar  manner 
we  know  that  in  a conductor  of  large  cross-section  the 
actions  involved  in  the  production  of  a current  in  the 
conductor  establish  the  current  first  at  the  surface  of  the 
conductor,  and  the  central  portions  of  the  conductor  are 
only  reached  by  it  after  a certain  finite  time.  We  shall 
return  in  the  next  chapter  to  the  discussion  of  some  of  these 
theoretical  questions. 


CHAPTEE  T. 


DYNAMICAL  THEORY  OF  INDUCTION. 

§ 1.  Electromagnetic  Theory. — In  the  matter  so  far  before 
the  reader  attention  has  been  directed  to  the  chief  facts  of 
electromagnetic  induction  without  any  inquiry  into  the 
possible  mechanism  by  which  this  may  be  effected.  Attention 
may  at  this  stage  be  directed  to  modern  views  of  the  subject, 
which  have  been  the  outcome  of  the  work  of  Faraday  and 
Maxwell  and  all  their  illustrious  followers  in  this  field  of 
study.  The  cardinal  principle  of  these  methods  of  viewing 
the  phenomena  is  the  denial  of  action  at  a distance.  That  is 
to  say,  if  at  any  point  in  a field  we  find  a force  due  to  a 
current  flowing  in  some  conductor,  this  force  cannot  be 
regarded  as  appearing  there  without  anything  happening  in 
the  interspace,  but  must  be  the  consequence  of  successive 
changes  in  closely  contiguous  places,  and  not  the  result  of 
operations  at  a distance  without  intermediate  machinery. 
Whenever  we  find  an  electromagnetic  effect  taking  place 
at  any  locality  we  are  directed  therefore  by  these  notions 
to  look  for  its  antecedents  or  consequences  at  the  adjacent 
’ places,  and  the  apparent  phenomenon  is  not  to  be  regarded  as 
the  whole  of  it,  but  to  be  taken  as  a portion  of  the  whole 
of  the  effects  which  are  produced  in  every  part  of  the  region 
or  medium.  The  finite  velocity  of  light,  and  the  impossibility 
of  accounting  for  its  propagation  on  any  other  hypothesis  than 
that  of  actual  transmission  of  something  across  space,  or  the 
propagation  of  a state  of  stress  and  strain  or  periodic  change 
of  some  kind  through  a medium,  led  to  attempts  to  settle 
between  the  rival  hypotheses  by  crucial  experiment,  with  the 
result  that  the  vast  bulk  of  the  accumulated  evidence  decides 
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in  favour  of  the  existence  in  space  of  a medium  which  has 
properties  not  possessed  by  the  ordinary  atomic  matter,  but 
which  may  certainly  be  called  a material  substance  in  the 
sense  that  it  can  be  the  recipient  or  vehicle  of  energy.  The 
study  of  the  phenomena  of  light  indicates  that  along  the  path 
of  a ray  there  are  certain  chmiges  which  are  periodically 
repeated,  such  that  at  portions  of  the  medium  separated  by  a 
distance  called  a wave-length,  changes  of  a similar  kind  are 
being  coincidently  effected.  The  application  of  mathematical 
analysis  to  optical  phenomena  has  led  to  the  conclusion  that 
we  can  offer  a tolerably  satisfactory  account  of  them  by 
making  the  supposition  that  there  exists  such  a universally 
diffused  ether  or  medium  in  which  these  changes  go  on.  At 
this  point,  however,  the  profound  difficulties  of  the  subject 
begin.  To  offer  a complete  account  of  the  phenomena  of  light, 
and  to  deduce  all  the  observed  effects  from  a fundamental 
principle,  we  have  to  construct  a hypothesis  as  to  the  structure 
of  this  ether  and  the  nature  of  the  periodic  changes  which 
constitute  the  wave  motion  in  it.  The  periodic  changes  which 
in  the  case  of  sound  and  fluid  waves  are  known  to  exist 
suggested  that  in  the  case  of  the  ether  the  periodic  changes 
are  motions  of  the  parts  of  the  ether  relatively  to  one  another, 
and  that  these  motions  are  the  result  of  displacements  taking 
place  under  certain  stresses.  We  cannot  even  attempt  here  a 
sketch,  however  brief,  of  the  various  hypotheses  which  have 
formed  as  to  the  sort  of  motions  which  may  occur.  On  one 
assumption  the  ether  has  been  regarded  as  capable  of  having 
displacements  or  deformations  made  in  it  against  internal 
forces,  resisting  these  changes  similar  to  the  shearing  strains 
and  stresses  in  solids.  From  this  point  of  view,  now  some- 
times called  the  elastic  solid  theory  of  light,  we  may  picture 
this  ether  to  ourselves  as  a distorts^ble  but  incompressible 
jelly-like  solid,  which  exists  everywhere  and  penetrates  into 
the  interior  of  all  material  bodies.  As  long  as  the  hypothesis 
of  a universal  ether  was  demanded  merely  to  correlate  the 
observed  phenomena  of  light  a limited  order  of  facts  had 
alone  to  be  considered ; but  the  conception  that  electric  and 
magnetic  effects  also  required  a similar  assumption,  increased 
the  difficulties  to  be  dealt  with.  The  mind  of  Faraday  con- 
tinually turned  to  the  thought  that  the  medium  assumed 
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in  both  these  regions  of  phenomena  might  be  the  same ; and 
his  great  disciple,  Maxwell,  was  led  more  definitely  to  formu- 
late a similar  conception.  If  an  ether  or  medium  is  demanded 
as  a fundamental  cause  of  two  or  more  classes  of  facts,  then  it 
is  certainly  unscientific  to  fill  space  several  times  over  with 
ethers  of  different  kinds  until  the  attempt  has  been  made 
to  ascertain  if  one  alone  cannot  be  found  to  fulfil  all  the 
required  functions.  Maxwell  was  led  therefore  to  the  con- 
clusion that  both  luminous,  electric,  and  electromagnetic 
phenomena  might  be  explained  by  the  supposition  of  one 
single  medium  capable  of  certain  internal  changes,  and 
possessing  certain  mechanical  properties,  and  he  thus  avoided 
the  unscientific  process  of  thought  of  postulating  two  different 
ethers  by  boldly  adopting  the  hypothesis  that  the  medium 
on  which  electric  effects  and  optical  phenomena  depend  for 
their  existence  is  one  and  the  same.  We  shall  see  later  how 
this  supposition  has  been  supported. 

One  important  element  in  Maxwell  s electric  theory  is  his 
conception  of  electric  displacement.  When  an  electromotive 
force  acts  upon  any  part  of  a dielectric  which  is  uniform  and 
non-crystalline  it  is  assumed  that  at  all  points  along  the  line 
of  electrostatic  induction  there  is  an  electric  displacement,  as 
Maxwell  calls  it.  The  theory  does  not  tell  us  what  is  the 
physical  nature  of  this  displacement.  We  may,  in  the  first 
place,  merely  for  the  purpose  of  illustration,  suppose  that  the 
unknown  something  which  we  call  electricity  is  moved  along 
a line  of  induction,  and  that  on  the  removal  of  the  electric 
force  it  returns  to  its  original  position,  and  that  a dielectric 
or  insulator  is  a material  in  which  the  electricity,  when  dis- 
placed by  the  application  of  an  electrostatic  stress  or  force, 
resists  this  displacement  in  virtue  of  an  electric  elasticity.  The 
apparent  charge  on  conductors,  according  to  this  view,  is  the 
electricity  displaced  out  of,  or  into,  the  dielectric,  and  positive 
charge  or  electrification  may  be  regarded  as  the  possession  of 
an  excess  which  is  extruded  from  the  dielectric  on  to  the  con- 
ductor, and  negative  as  a deficit  when  the  conductor  gives  up 
some  to  the  dielectric. 

Maxwell’s  next  principle  is  that  change  in  electric  displace- 
ment is  an  electric  current  whilst  the  change  lasts.  He  calls 
this  a displacement  current,  to  distinguish  it  from  a current  in 
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conductors  called  the  conduction  current.  The  displacement 
current  is  supposed  to  have,  however,  all  the  properties  of  an 
electric  current.  Conducting  bodies  must  be  regarded  as 
those  in  wh’ch  there  is  no  elastic  force  resisting  displacement, 
or,  in  other  words,  have  no  electric  elasticity,  and  in  which, 
therefore,  electric  displacement  can  go  on  continuously.  The 
existence  of  a current  of  conduction  is  recognised  by  two 
co-existing  effects — first,  the  dissipation  of  energy  into  heat ; 
and  second,  the  existence  of  magnetic  force  the  direction  of 
which  is  along  closed  lines  described  around  the  line  of  the 
current.  The  displacement  current  in  dielectrics,  which  takes 
place  at  the  instant  of  applying  or  changing  the  electric  force, 
is  also  considered  to  be  accompanied  by  magnetic  force.  In 
other  words,  we  must  consider  the  displacement  current  which 
takes  place  in  a dielectric  when  electrostatic  force  acts  on  it 
as  a very  brief  conduction  current,  and  as  originating  a system 
of  lines  of  magnetic  induction — surrounding  it,  just  as  a con- 
ducting wire  is  so  surrounded,  by  its  loops  or  closed  lines  of 
magnetic  induction.  Conversely,  when  lines  of  magnetic 
force  penetrate  through  an  insulator  or  dielectric,  any  change 
in  the  density  of  these  lines  creates  eddy  displacement  cur- 
rents in  the  mass.  If  the  lines  penetrate  through  a conductor 
they  produce,  under  similar  circumstances,  eddy  currents  of 
conduction,  whose  energy  is  ultimately  frittered  down  into 
heat.  Also,  if  a conductor  is  moved  across  a magnetic  field 
so  that  it  “cuts  ” lines  of  induction  we  have  seen  that  if  the 
conductor  is  a portion  of  a closed  circuit  it  has  a current  of 
conduction  produced  in  it.  Similarly,  if  a dielectric  body  is 
moved  in  a magnetic  field  in  a like  manner  it  has  during  the 
continuance  of  the  motion  a displacement  current  produced  in 
it.  Since  a dielectric  circuit  is  always  a closed  circuit,  a dis- 
placement current,  or  the  production  of  electric  displacement 
in  it  is  always  the  result  of  any  change  in  the  magnetic 
field  in  its  interior.  For  the  purpose  of  obtaining  a rough 
illustrative  working  model  of  the  actions  going  on  in  a 
dielectric  submitted  to  the  action  of  electric  force,  it  is 
necessary  to  fall  back  on  some  material  hypothesis  of  elec- 
tricity— that  is,  we  must  conceive  of  electricity  as  a something 
which  can  be  displaced  relatively  to  the  molecules  of  the 
dielectric,  and  that  it  resists  this  displacement,  and  that 
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when  this  displacement  is  made  under  the  action  of  electric 
stress  the  removal  of  this  stress  causes  a disappearance  of  the 
displacement.  Dr  Lodge  has  suggested  a form  of  apparatus 
serving  as  a rough  working  model  of  this  dielectric  action, 
iit  which  buttons  sliding  along  a rod,  and  held  in  certain 
positions  by  elastic  strings,  represent  the  electric  particles 
capable  of  elastic  displacement.* 

We  may  quant  tatively  define  electric  displacement  by  saying 
that  in  a homogeneous  non-crystalline  dielectric,  if  a plane  be 
drawn  perpendicular  to  the  line  of  action  of  the  resultant 
electric  force,  then  under  the  operation  of  this  electric  force  the 
quantity  of  electricity  displaced  normally  across  a unit  of  area 
of  this  plane  is  called  the  electric  displacement.  This  displace- 


ment is  of  the  nature  of  an  elastic  strain,  and  is  removed  when 
the  electric  force  is  removed.  Let  us  fix  our  ideas  by  imagin- 
ing a sphere  immersed  in  a dielectric  medium  to  receive  an 
electric  charge  of  quantity  Q.  Suppose  this  sphere  to  be  sur- 
rounded by  a concentric  spherical  shell  (Fig.  129)  also  immersed 
in  the  dielectric.  On  giving  the  central  sphere  a charge  -f  Q 
we  know  that  on  the  inside  surface  of  the  insulated  concentric 
shell  will  appear  an  inductive  charge  - Q of  equal  quantity 
and  opposite  sign,  and  a charge  4-Q  on  the  outside  surface. 

* See  Dr.  0.  J.  Lodge  “On  a Model  Illustrating  Mechanically  the 
Passage  of  Electricity  through  Metals  and  Dielectrics,”  Phil.  Mag.^ 
November,  1876. 
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Let  this  spherical  shell  be  very  thin  and  be  placed  at  a distance 
/•  from  the  central  sphere,  supposed  to  be  very  small.  The 
electric  force  due  to  the  central  charge  Q at  the  surface  of  the 

concentric  shell  is  represented  by  and  this  force  exerts  a 


displacing  action  on  the  electricity  of  the  shell,  causing  posi- 
tive electricity  to  be  displaced  outwards  or  in  the  direction  of 
the  force  and  negative  electricity  to  be  displaced  inwards  or 
against  the  force. 

The  quantity  K which  appears  in  the  above  expression  for 
the  magnitude  of  the  electric  force  is  called  the  dielectric  con- 
stant, or  the  specific  inductive  capacity,  according  to  Faraday, 
of  the  medium.  If  the  dielectric  is  air  or  other  gas,  K is  very 
nearly  unity,  and  the  law  of  the  force  becomes  the  ordinary 
Newtonian  law.  Viz.,  force  varies  as  quantity  divided  by  square 
of  distance — that  is,  the  electric  force  at  any  point  due  to  a 
small  quantity,  Q,  collected  on  a sphere  is  numerically  equal 

to  - , where  r is  the  distance  of  the  point  from  the  centre  of 
?'2 


the  sphere.  The  quantity  K is  assumed  to  have  a value  of 
unity  in  the  case  of  a vacuum,  and  varies  for  known  dielectrics 
from  a little  above  unity  for  dry  air  up  to  a value  of  6 to  10  for 
glass.  In  the  case  of  metals  and  conducting  bodies  we  may 
consider  K to  be  infinitely  great,  and  generally  K is  a number 
which  expresses  the  ratio  of  the  displacement  in  the  given 
dielectric  to  the  displacement  which  would  take  place  under  the 
same  electric  force  if  the  dielectric  was  removed  and  a vacuum 
left  in  its  place.  The  whole  quantity  of  electricity  displaced  out- 
wards through  the  conducting  shell  is  + Q,  and  since  the  radius 
of  this  spherical  shell  is  r,  its  surface  is  Itt  and  the  quantity 
displaced  through  unit  of  area  of  this  shell  in  the  direction  of 

the  force  is  — This  quantity,  then.  Maxwell  calls  the 
Itt  r2 

electric  displacement,  and  denotes  by  the  symbol  D. 

The  electric  force  or  resultant  electric  intensity  at  all  points 


over  the  spherical  shell  is  , 

K r2 


and  this  quantity  Maxwell  calls 


the  electromotive  intensity  at  that  point,  and  denotes  it  by  E 
We  may  also  speak  of  D as  the  electric  strain  and  E as  the 
electric  stress  by  an  extension  of  usual  mechanical  language. 
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The  quotient  of  a stress  by  its  corresponding  strain  is,  in 
mechanics,  called  the  coefficient  of  elasticity  corresponding  to 
that  stress.  For  instance,  the  quotient  of  stretching  force  by 
longitudinal  extension  in  the  case  of  solid  rods  subjected  to 
extending  forces  is  called  Young’s  Modulus  of  Elasticity,  or 
the  longitudinal  elasticity.  By  a similar  use  of  language  the 
quotient  electric  stress  by  electric  strain  may  be  called  the 
electric  elasticity,  and  we  have 

Q 


K 


4:77 


^ = -—  = the  electric  elasticity, 
V iv 


47r  7-2 


Hence  the  series  of  numbers  obtained  by  dividing  the 
number  4 x 3*1416  by  the  specific  inductive  capacities  give  a 
series  of  numbers  which  are  the  electric  elasticities  of  these 
substances.* 


§ 2.  Displacement  Currents  and  Displacement  Waves. — 

Maxwell’s  second  fundamental  conception,  as  we  have  men- 
tioned, is  that  a displacement  of  electricity  it  is  taking  place 

is  an  electric  current.  That  is  to  say,  the  variation  of  displace- 
ment, whether  of  increase  or  decrease,  is  a movement  of  elec- 
tricity which  is  in  effect  an  electric  current.  A dielectric  must, 
however,  be  considered  as  a body  which  does  not  permit  any 
but  a very  transient  electric  current  passing  through  it.  If 
continuous  electric  force  is  applied  to  it  the  dielectric  is  soon 
strained  to  its  utmost  extent,  and  no  more  current  or  flow  or 
displacement  takes  place  through  it  until  the  sign  or  direction  of 
the  electric  force  is  reversed.  A dielectric  may  be  considered 
to  be  pervious  to  very  rapidly  reversed  periodic  currents,  but 
very  opaque  or  impervious  to  continuous  currents.  This  is 
familiarly  illustrated  by  the  fact  that  a condenser  inserted  in  a 
telephonic  circuit  does  not  stop  telephonic  communication,  but 
does  stop  continuous  currents.  If  D be  at  any  instant  the 
displacement  at  any  point  in  a dielectric,  and  if  D varies  with 


* The  occurence  of  this  47r  in  electric  and  magnetic  equations  is  an 
objection  from  some  points  of  view.  Mr.  Oliver  Heaviside  has  discussed 
the  subject  fully  in  his  writings  in  The  Electrician,  and  proposed  a system 
of  rational  units  in  which  it  is  suppressed.  - - - 
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the  time  so  that  is  its  time  rate  of  variation,  then  or 
(It  [ (It 

as  it  may  be  best  written  in  Newtonian  fashion  D,  is  the  clis- 
l-ilacement  current,  or  rate  of  change  of  displacement.  If  at 
any  point  in  a dielectric  rapid  changes  of  displacement  are 
taking  place,  these  variations  of  electric  displacement  are  in 
effect  electric  currents  producing  magnetic  induction  in  the 
surrounding  portions  of  the  dielectric.  When  we  come  to 
discuss  the  investigations  of  Hertz  we  shall  see  that  this  view 
receives  support  from  experimental  research.  An  electric 
displacement  taking  place  all  along  a certain  plane  is  equi- 
valent to  a current  sheet,  and  an  electric  displacement  taking 
place  along  a certain  line  is  a linear  current.  Electrostatically 
speaking,  lines  of  electric  displacement  are  lines  of  electro- 
static induction,  and  these  lines,  when  the  displacement  is 
changing,  become  lines  along  which  electric  current  flow  is 
taking  place.  The  denial  of  action  at  a distance  involves  the 
assumption  that  the  only  portions  of  a dielectric  which  can  act 
directly  upon  each  other  are  those  which  are  in  immediate 
•contact  or  are  contiguous. 


§ 3.  Maxwell’s  Theory  of  Molecular  Vortices. — Given  a 
medium  possessing  certain  mechanical  qualities,  such  as  elas- 
ticity, a definite  density,  a capability  of  relative  displacement 
of  its  parts,  we  may  ask,  is  it  possible  to  imagine  a structure 
which  will  mechanically  account  for  the  effects  we  have  to 
consider  in  electrical  phenomena  ? A full  discussion  of  ether 
theories  is  not  possible  here,  but  it  may  be  of  assistance  to  the 
student  to  place  before  him  a general  account  of  one  such 
attempt  to  construct  a mental  imagery  of  its  mechanism. 
We  should  always  remember,  however,  that  even  if  we  are 
able  to  imagine  a mechanism  capable  of  producing  even  all 
the  eff  cts  we  find  in  Nature  in  any  region  of  fact,  it  does 
not  in  the  least  follow  that  the  real  state  of  affairs  agrees  with 
our  conception  of  it.  Maxwell  put  forward  his  theory  of 
'Molecular  Vortices  in  the  Philosophical  Magazine  for  1861  and 
1862.  A general  account  of  this  theory  has  been  given  in  the 
“ Life  of  James  Clerk  Maxwell,”  and  as  the  limits  of  such  an 
elementary  treatise  as  the  present  one  preclude  any  detailed 
.account  of  the  mathematical  portion  of  this  theory,  we  shall 
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borrow  the  language  of  the  authors  of  the  above-mentioned' 
work*  in  describing  it.  Maxwell  supposes  that  any  medium 
which  can  serve  as  the  vehicle  of  electro-magnetic  energy 
consists  of  a vast  number  of  very  small  bodies  called  cells, 
capable  of  rotation,  which  we  may  consider  to  be  spherical,, 
or  nearly  so,  when  in  their  normal  position.  When  magnetic 
force  is  transmitted  by  the  medium  or  acts  through  it,  these 
cells  are  supposed  to  be  set  in  rotation  with  a velocity  propor- 
tional to  the  intensity  of  the  magnetic  force,  and  the  direction 
of  rotation  is  related  to  the  direction  of  the  force  in  the  same 
manner  as  the  twist  and  thrust  of  a right-handed  screw«  We 
have  thus  all  the  magnetic  field  filled  with  molecular  vortices,  as 
Maxwell  calls  them,  all  rotating  round  the  lines  offerees  as  axes. 
These  cells  as  they  revolve  tend  to  flatten  out  like  revolving 
spheres  of  fluid,  and  to  become  oblate  spheroids ; they  thus  con- 
tract along  the  lines  of  force  and  expand  at  right  angles,  creating 
a tension  along  the  lines  of  force,  and  a pressure  at  right  angles 
to  them.  These  cells  are  supposed  to  be  elastic  spheres  closely 
packed  together  and  incapable  of  separating  from  each  other. 
If  any  line  of  cells  is  set  rotating  the  contraction  of  each  cell 
along  its  axis  of  revolution  must  set  up  a tension  or  pull  along 
that  line,  it  behaves  like  a filament  of  muscular  tissue,  and 
contracts  in  length  and  swells  out  or  increases  in  thickness.  If 
several  adjacent  lines  of  cells  or  vortices  are  all  set  revolving, 
in  the  same  direction,  the  swelling  out  of  each  line  causes  them 
to  press  on  each  other  ; hence  there  is  a lateral  pressure  and  a 
longitudinal  tension.  In  any  space  filled  with  these  cells  so- 
revolving  the  lines  of  tension  or  axes  of  revolution  of  the  cells 
will  take  up  certain  positions,  depending  on  the  necessity  exist- 
ing for  the  stresses  to  adjust  themselves  to  equilibrium,  and 
Maxwell  has  shown  mathematically  that  such  a system  of 
cells  in  tension  and  pressure  is  a system  which  will  behave: 
in  a manner  similar  to  that  in  which  we  find  actual  lines  of 
magnetic  force  do,  and  that  the  behaviour  of  magnetic  poles 
to  each  other  can  be  explained  fully  by  the  assumption  of  a. 


* “ Life  of  James  Clerk  Maxwell.”  By  Lewis  Campbell  and  William 
Garnett.  1st  Edition.  1882.  The  general  description  of  Maxwell’s  views 
in  the  above-mentioned  work  is  due  to  Prof.  Garnett,  and  in  the  annexed 
paragraphs  the  expository  account  of  this  theory  is  taken  in  part  almost, 
verbatim  from  the  pages  of  this  book. 
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tendency  on  the  part  of  the  lines  of  force  between  them  to 
contract  like  elastic  threads  along  their  length,  and  to  push 
one  another  apart  when  laid  parallel  and  proceeding  in  the 
same  direction.  To  account  for  the  transmission  of  rotation 
from  one  cell  to  another  in  the  same  direction,  and  from  one 
line  of  cells  or  vortex  to  the  next,  Maxwell  supposed  that 
there  exists  between  the  cells  a number  of  extremely  minute 
spherical  bodies  which  can  roll  without  sliding  in  contact 
with  the  vortex  cells.  These  bodies  serve  the  same  purpose 
as  “idle  wheels”  in  machinery,  which  coming  between  a 
driving  wheel  and  a following  wheel  serve  to  cause  both  to 
turn  in  the  same  direction.  These  minute  spheres  Maxwell 
supposed  to  constitute  electricity.  We  shall  speak  of  them 
collectively  as  the  electric  matter.  These  electric  particles 
are  furthermore  supposed  to  be  free  to  move  in  conductors  ; 
but  in  dielectrics  they  are  tethered  to  one  spot,  or  rather  into 
one  molecule  of  the  substance,  and  can  only  be  displaced  a 
little  way  against  an  elastic  resilience,  which  brings  them 
back  to  their  original  position  when  the  displacing  force  is 
withdrawn.  Furthermore,  w^e  must  assume  that  both  cells 
and  particles  are  very  small,  compared  with  the  molecules  of 
matter.  The  passage  of  electric  particles  from  molecule  to 
molecule  in  conductors,  however,  sets  up  molecular  vibration, 
or  generates  heat.  Something  of  the  nature  of  friction  must, 
therefore,  be  also  postulated  to  account  for  the  fact  that  the 
electric  particles,  when  set  moving  in  a conductor,  give  up 
energy  to  the  molecules,  and  the  energy  is  in  them  dissipated 
in  the  form  of  heat.  That  there  is  some  kind  of  rotation 
going  on  along  the  lines  of  magnetic  force  has  been  held  by 
Maxwell  to  be  indicated  by  the  behaviour  of  a ray  of  polarised 
light  when  passing  through  a dielectric  along  a line  of 
magnetic  force,  and  he  states*  that  Faraday’s  discovery  of  the 
magnetic  rotation  of  the  plane  of  polarised  light  furnishes 
complete  dynamical  evidence  that  wherever  magnetic  force 
exists  there  is  matter  small  portions  of  which  are  rotating 
about  axes  parallel  to  the  direction  of  that  force.  The  further 
assumption  is  made  that  the  cells  are  composed  of  an  elastic 
material,  and  that  they  can  be  distorted  or  squeezed  slightly, 
returning  again  in  virtue  of  their  resistance  to  their  original 

* Article  “ Faraday,”  Encyelojucdia  Britannica.  9th  Edition. 
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form.  In  order  to  obtain  a clear  conception  of  the  inter- 
relation of  the  idle  wheels  or  the  electric  particles  and  the 
revolving  cells  or  lines  of  induction,  we  may  construct  a 
mechanical  illustration  of  one  element  of  the  mechanism  as 
it  is  supposed  to  exist  in  the  dielectric. 

Consider  A and  B {see  Fig.  130)  to  be  two  wheels  of  india- 
rubber,  and  that  C is  another  small  wheel  lying  between  A 
and  B and  transmitting  motion  from  one  to  the  other.  Let  G 
be  tethered  to  a fixed  point,  D,  by  an  elastic  spring,  and  let  0 
be  at  the  same  time  capable  of  rotation  round  its  centre. 
Suppose  A is  set  in  rotation,  clock-hand  wise,  whilst  B is  held 
fast,  and  that  the  wheel  C cannot  slip  on  A,  the  result  will  be 
to  drag  down  C to  the  position  of  Cp  stretching  the  spring  and 
displacing  C.  Let  B be  then  set  free  ; the  wheel  C continues 
to  roll  on  A,  and  transmits  its  rotation  to  B.  Owing  to  the 


D 


assumed  elasticity  of  the  discs  A and  B,  the  wheel  C can  be 
drawn  down  between  them,  and  yet  within  the  limits  of  its 
displacement  equally  transmit  the  rotation  of  A to  B without 
slip.  The  same  action  of  a preliminary  displacement  of  C and 
subsequent  rotation  of  B will  take  place  if  the  wheel  B possesses 
inertia — that  is,  if  we  assume  it  to  be  a heavy  wheel  which 
cannot  in  virtue  of  its  mass  be  set  rolling  with  finite  speed 
in  an  infinitely  short  time. 

If,  then,  we  suppose  a long  row  of  such  wheels  with  inter- 
mediate displaceable  idle  wheels,  the  main  wheels  being  heavy 
bodies,  the  result  of  causing  the  first  wheel  to  rotate  would  be 
to  propagate  along  the  line  a successive  displacement  of  the 
idle  wheels,  and  to  set  the  main  wheels  successively  in  rota- 
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tion.  Translating  these  mechanical  concepts  into  their  elec- 
trical equivalents,  Maxwell  considers  that  the  heavy  wheels 
are  the  analogues  of  the  molecular  vortices  or  lines  of  force, 
and  that  their  density  is  determined  by  what  we  call  the 
magnetic  permeability  of  the  medium ; the  elastically  dis- 
placeable idle  wheels  are  the  electricity  in  the  dielectric  ; and 
that  when  a line  of  force  is  brought  into  existence  in  a 
dielectric,  or,  in  other  words,  when  a line  of  cells  is  set 
rotating,  this  action  propagates  itself  outwards,  producing 
successive  displacements  of  the  electric  particles,  or  generates 
a displacement  wave,  and  is  accompanied  by  the  successive 
appearance  of  rotation  in  the  cells,  or  by  the  propagation  of  a 
wave  of  electromagnetic  force. 

The  velocity  of  propagation  of  this  wave  will  depend  on  the 
elastic  forces  restraining  displacement,  and  on  the  inertia  of 
the  revolving  vortices.  We  have  seen  that  the  elasticity  of 


• 

the  dielectric  is  expressed  by  the  quantity  -jA  where  K is  the 


specific  inductive  capacity.  We  shall  see  later  on  that  the 
electromagnetic  density  of  the  medium  is  expressed  by  Itt  [i, 
where  /x  is  the  magnetic  permeability. 

The  velocity  of  propagation  of  a disturbance  through  an 
elastic  medium  is  numerically  equal  to  the  quotient  of  the 
square  root  of  its  effective  elasticity  e,  by  the  square  root  of 


its  densitv  cl,  or 


by.  = y^. 


If,  then,  for  the  electromagnetic  medium  e = 
1 


47r 

K 


and 


d = 4:7r  fx,  we  have  v=-~N  , or  the  velocity  of  lateral  propaga- 

IX 

tion  of  a wave  of  electric  displacement  or  of  magnetic  force  in 
a medium  is  numerically  equal  to  the  square  root  of  the 
reciprocal  of  the  product  of  its  specific  inductive  capacity  and 
its  magnetic  permeability.  Such  a mechanical  hypothesis 
shows  us  how  the  spin  of  one  line  of  vortices  results  in  pro- 
ducing displacement  of  the  idle  wheels  or  electricity  along 
lines  which  are  circles  described  round  the  initial  vortex  as 
axis,  and  in  propagating  outwards  the  vortex  spin  or  mag- 
netic force  with  a finite  velocity  from  one  line  of  molecular 
vortices  to  another. 
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By  the  aid  of  the  ideas  which  were  discussed  in  the  last 
section  we  are  enabled  to  arrive  at  a mechanical  conception 
which  helps  us  to  connect  together  observed  facts,  and  which, 
even  if  not  a real  representation  of  what  is  taking  place,  is 
at  least  a working  model,  which  may  assist  us  to  correlate 
the  actions  taking  place  when  an  electric  current  is  started 
in  a wire. 

An  electric  current  on  this  hypothesis  is  a flow  or  pro- 
gression of  the  electric  particles  which  are  free  to  move 
forward  in  a conductor,  and  which  only  can  move  steadily 
forward,  owing  to  their  incompressibility,  when  the  circuit  in 
which  they  flow  is  a complete  circuit.  Suppose  a thin  con- 
ductor bent  into  the  form  of  a very  large  circle,  and  that  an 
electromotive  force  urges  a procession  of  electric  particles 
round  it.  As  these  particles  go  forward  they  cause  the  electric 
cells  next  them  to  rotate,  and  the  motion  of  this  line  of  cells 
embracing  the  line  of  current  will  be  just  like  that  which 
would  take  place  if  a bracelet  of  spherical  beads  strung  on  an 
elastic  thread  were  rolled  along  a round  rod  which  it  closely 
embraces.  Each  bead  would  turn  over  and  over,  rolling  on 
the  rod,  and  the  motion  of  the  whole  bracelet  would  be  like 
that  of  a tightly-fitting  india-rubber  umbrella  ring  pushed 
along  a round  ruler.  The  progression  of  the  electric  particles 
would  start  circular  vortex  rings  revolving  round  the  line  of 
motion.  This  corresponds  to  the  fact  that  a linear  current 
creates  a magnetic  field  composed  of  circular  embracing  lines 
of  forces.  The  first  or  adjacent  line  of  vortices  wmuld,  by  the 
intervention  of  the  idle  wheels,  set  in  rotation  another  set  of 
cells  lying  on  a concentric  line,  and  cause  them  to  rotate  in  the 
same  manner  as  the  first  ones.  Also,  it  would  cause  a back- 
ward displacement  of  the  intermediate  idle  wheels,  if  we  con- 
sider that  only  the  central  line  of  electric  particles  are  conduct- 
ing matter,  and  that  the  next  and  all  succeeding  rows  are  in 
a dielectric.  The  starting  of  ilie  progressive  movement  of 
the  line  of  electric  particles  in  the  conductor  will  result 
in  an  elastic  displacement  in  the  opposite  direction  of  all 
surrounding  electric  particles  in  the  dielectric  along  lines 
parallel  to  the  line  of.  current ; and  also  in  setting  up  a 
system  of  molecular  vortices  composed  of  revolving  cells,  the 
axes  of  these  vortices  being  co-axial  circles  described  round 
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the  line  of  flow,  the  rotations  and  displacements  being  propa- 
gated out  laterally  from  the  line  of  current.  In  consequence 
of  the  fact  that  the  revolving  cells  are  supposed  to  possess 
inertia  or  mass,  and  that  all  the  mechanism  is  supposed  to  be 
rigidly  connected  together,  a steady  force  applied  to  set  the 
central  line  of  electric  particles  in  motion  will  not  be  able  to 
produce  in  them  the  full  velocity  until  time  has  elapsed  sufii- 
cient  to  allow  the  inertia  of  the  connected  mechanism  to  be 
overcome.  We  are  thus  able  mechanically  to  imitate  the 
phenomena  of  self-induction  of  the  circuit  and  the  gradual  rise 
of  current  strength  in  an  inductive  curcuit  under  the  operation 
of  a steady  impressed  electromotive  force,  and  to  deduce  it  as 
.a  consequence  of  the  fundamental  hypothesis. 

Our  theory,  then,  points  out  that  a current  should  rise 
gradually  in  strength,  and  also  that  the  embracing  lines  of 


magnetic  force  must  be  considered  to  come  into  existence 
successively  as  the  rotation  is  taken  up  in  ever-widening 
circles  by  the  molecular  vortices  successively  receiving  motion 
of  rotation.  Also,  on  withdrawing  the  impmssed  electromotive 
force  the  inertia  of  the  mechanism  tends  to  make  it  run  on 
for  a little  and  the  electric  particles,  which  by  their  motion 
started  the  vortices,  are  now  themselves  urged  forward  for  a 
little  in  the  same  direction,  and  this  constitues  the  extra 
■current  at  “break.” 

Let  us  next  endeavour  to  see  what  ought  to  happen  on  the 
supposition  that  there  are  two  conducting  circuits  in  the  field, 
both  forming  closed  circuits,  and  to  one  of  which  an  impressed 
■electromotive  force  can  be  applied.  Let  V^,  V3,  &c.  (Fig.  131), 


346 


DYNAMICAL  THEORY  OF  INDUCTION. 


represent  the  sectional  view  of  a series  of  vortex  lines  of  electric 
cells,  and  let  Ij,  I2, 13,  &c.,  be  the  idle  wheels  or  electric  particles. 
Let  the  row  of  electric  jparticles  be  supposed  to  be  lying 
inside  a conducting  circuit,  A,  represented  by  the  dotted  lines, 
and  by  our  fundamental  supposition,  the  particles  are  quite 
free  to  move  along  the  conductor,  and  to  rotate  on  their  axes. 
Let  there  be  another  conductor,  B,  placed  parallel  to  A,  and 
let  I5  be  the  electric  particles  in  it.  The  space  C between  is 
supposed  to  be  occupied  by  a dielectric,  and  in  it  the  electric 
particles  can  only  be  displaced  elastically  from  a fixed  position. 
We  may  regard  these  idle  wheels  I4  as  tethered  by  springs 
to  one  spot.  Such  being  the  mechanism,  imagine  that  the  row 
of  particles  is  urged  forward  in  a downward  direction.  As 
the  row  of  particles  pass  between  the  cells  Vj  they  will  set 
them  in  rotation  in  opposite  directions.  Owing  to  the  inertia 
of  the  vortices  tha  first  effect  of  the  rotation  of  V2  will  be 
to  cause  I2  to  roll  over  V3  and  be  displaced  in  an  upward 
direction  ; its  dispLi  cement  is  resisted  by  the  elastic  force  of 
the  spring.  The  rotation  of  L,  however,  sets  V3  in  rotation, 
and  after  a short  interval  V3  is  rotating  at  the  same  speed  and 
in  the  same  direction  as  ¥5.  I2  then  ceases  to  be  dAplaced, 
because  the  action  of  on  and  the  reaction  of  V3  on  I2, 
simply  amount  to  a couple  or  twist  on  L.  The  same  sort  of 
action  results  in  a gradual  handing  on  of  the  rotation  from 
vortex  to  vortex,  and  a propagation  of  displacement  from 
one  idle  wheel  to  the  other.  When  the  motion  reaches  the 
conductor  B,  the  first  result  is  to  cause  a displacement  of 
the  electric  particles  upwards,  the  rotation  of  not  being 
instantly  acquired  by  Vg.  This  amounts  to  a current  in  the 
upward  or  opposite  direction.  As  soon,  however,  as  the  vortex 
Vg  has  accepted  the  full  speed  of  rotation,  then  the  forces 
on  the  electric  particles  I5  amount  only  to  twists,  and  not 
to  forces  of  displacement ; hence  the  particles  I5  cease  to 
experience  any  force  impelling  them  forward,  and  come  to  rest 
in  virtue  of  the  fact  that  the  conductor  offers  a resistance  to 
their  motion.  They  fritter  down  their  energy  of  motion  into 
heat,  and  come  to  rest.  Hence  the  induction  current  in  the 
conductor  after  a short  flow  ceases,  and  the  vortex  spin  becomes 
equal  in  the  vortices  on  either  side  of  it.  Suppose  now  that 
the  impressed  force  in  the  circuit  A is  withdrawn,  the  electric 
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particles  in  the  A circuit  are  driven  forward  for  a short  time 
by  the  energy  stored  up  in  the  adjacent  vortices;  these  last, 
however,  give  up  one  by  one  their  energy  to  the  circuit  A, 
where  it  is  dissipated  as  heat.  This  surrender  of  velocity  is 
propagated  outwards  until  at  the  surface  of  the  circuit  B the 
state  of  things  finally  is,  that  when  the  vortex  Vg  has  come 
nearly  to  rest,  the  motion  of  Vg  still  continues.  The  energy  of 
Vg  and  of  vortices  beyond  expends  itself  in  moving  forward  the 
electric  particles  in  circuit  B in  the  same  direction  as  that  in 
which  the  current  in  A was  travelling  originally — in  other 
words,  part  of  the  energy  of  the  field  is  spent  in  making  a 
transitory  current  in  B as  well  as  in  A in  the  same  direction. 
It  follows,  therefore,  that  there  is  a less  induction  current  in 
A at  breaking  circuit  when  a closed  circuit  B is  present 
than  if  B were  not  there — that  is  to  say  the  presence  of  a 
closed  secondary  circuit  B diminishes  the  self-induction  of 
the  primary  circuit,  as  is  known  to  be  the  case.  We  see, 
therefore,  that  the  theory  is  so  far  in  accordance  with  observed 
facts. 

The  theory  must,  however,  be  taken  for  no  more  than  it  is 
worth,  viz.:  an  attempt  to  construct  a mechanical  system 
which  shall  act  in  the  manner  in  which  we  find  electro-magnetic 
fields  and  circuits  do  act.  The  true  mechanism  rnaij  be 
very  different;  the  one  described  has  at  least  the  utility 
that  it  shows  a way  in  which  the  observed  effects  might  be 
produced.  The  various  dynamical  elements  in  the  supposed 
mechanism  have  their  equivalents  in  the  recognised  electrical 
and  electro-magnetic  qualities.  The  angular  velocity  of  the  cells 
or  vortices  around  their  axis  represents  the  intensity  of  the  mag- 
netic force,  or  the  strength  of  the  magnetic  field.  The  angular 
momentum  of  the  vortices  represents  the  magnetic  induction, 
hence  the  mass  of  each  cell,  or  the  lensity  of  the  medium,  is  the 
analogue  of  the  magnetic  permeability.  This  is  greater  in 
paramagnetic  substances  than  in  air  or  vacuum,  and  greatest  of 
all  in  iron ; in  fact,  so  exceptional  is  it  in  iron  that  Maxwell 
supposed  the  particles  of  the  iron  themselves  to  take  part  in 
the  vortex  action.  Hence,  the  energy  of  a magnetic  field  is 
greater  if  that  field  contain  iron,  and  accordingly  the  presence 
of  iron  in  a core  immensely  increases  the  vortex  energy  for  a 
given  vortex  velocity,  that  is,  it  increases  the  inductance  of 
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the  circuit.  The  energy  associated  with  any  revolving  cell  or 
vortex  is  proportional  to  the  product  of  its  velocity  and 
momentum,  or  the  product  of  the  magnetic  force,  and  the 
magnetic  induction  estimated  in  the  same  direction  is  a 
measure  of  the  energy  per  unit  of  volume  existing  in  that 
portion  of  the  field.  The  “ number  of  lines  of  force  ” passing 
through  any  circuit  is  on  this  theory  to  be  identified  with  the 
whole  momentum  of  the  molecular  vortices  linked  with  that 
circuit.  If  any  circuit  is  traversed  by  lines  of  force  or  linked 
with  lines  of  molecular  vortices,  and  the  cause  creating  this 
field  is  removed,  say,  by  withdrawing  the  magnet  or  repressing 
the  electric  current  creating  it,  the  vortices  give  up  their  energy 
gradually  to  this  secondary  circuit,  and  it  appears  there  as 
energy  of  motion  of  the  electric  particles  or  as  an  electric  cur- 
rent. When  one  system  of  bodies  in  motion  sets  another  set  in 
motion  by  mutual  action  and  reaction,  and  there  is  no  loss  of 
energy  by  anything  like  friction  or  imperfect  elasticity,  then 
the  momentum  gained  by  one  must  be  equal  to  thai;  lost  by 
the  other,  and  the  rate  of  gain  of  momentum  of  the  one 
system  is  at  any  instant  equal  to  the  rate  of  loss  of  momentum 
by  the  other.  Hence,  if  the  vortices  lose  momentum  their 
rate  of  loss  of  momentum — that  is,  the  rate  of  withdrawal  of 
lines  of  induction  from  the  circuit,  must  he  equal  to  the  rate 
of  gain  of  momentum  of,  or  to  the  force  acting  on,  the  electric 
particles  which  are  absorbing  the  momentum.  Hence  we  see 
that  the  impressed  electromotive  force  in  the  circuit  must  be 
equal  to  the  rate  of  withdrawal  of  lines  of  induction,  and  the 
theory  conducts  us  to  Faraday’s  law  of  induction,  as  a 
necessary  dynamical  consequence  of  our  fundamental  assump- 
tion. Maxwell  has  extended  the  theory  of  molecular  vortices 
to  the  explanation  of  electrostatic  phenomena,  with  which  we 
are  not,  however,  here  directly  concerned.  We  have  seen 
that  the  theory  is  capable  of  affording  an  explanation  on 
mechanical  principles,  of  self-induction,  mutual  induction,  and 
the  law  of  electro-magnetic  induction.  In  order  to  complete 
the  theory  as  far  as  regards  the  phenomena  of  magnetism,  it 
is  necessary  to  suppose  that  the  particles  of  magnetisable 
metals,  such  as  iron,  are  set  in  rotation  by  the  molecular 
vortices  which  traverse  them,  and  that  an  increase  of  speed  of 
these  vortices  does  not  increase  proportionallv  the  rotation  of 
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the  iron  molecules.  These  last  behave  like  wheels  slung 
loosely  on  a shaft,  between  which  shaft  and  the  wheel  there 
is  friction  decreasing  as  the  speed  of  rotation  of  the  shaft 
increases.  If,  then,  the  wheel  experiences  a constant  fric- 
tional resistance  from  external  causes,  indefinite  increase  of 
speed  of  the  shaft  would  accelerate  the  wheel’s  rotational 
velocity  up  to  a certain  point,  and  the  wheel  would  then  cease 
to  rotate.  This  supposition  would  enable  us  to  make  our 
theory  agree  with  the  fact  that  increase  of  magnetic  force 
does  not  increase  indefinitely  the  magnetic  induction  through 
iron,  but  brings  it  up  to  a point  at  which,  approximately 
speaking,  the  induction  remains  stationary.  To  sum  up,  we 
may  say  that  the  hypothesis  of  molecular  vortices  is  an 
endeavour  to  imagine  a mechanism  capable  of  accounting  for 
electro-magnetic  induction  on  dynamical  principles,  and  on 
the  assumption  that  the  energy  of  a magnetic  field  is  energy 
stored  up  in  a medium  in  virtue  of  a particular  kind  of 
rotation  of  its  parts. 

This  medium  consists  of  portions  capable  of  elastic  displace- 
ment when  we  consider  parts  of  it  lying  in  dielectrics  or 
capable  of  progressive  movement  when  in  conductors,  and. 
these  portions  constitute  what  we  call  electricity.  Other  por- 
tions are  capable  of  rotation  round  closed  axes  of  rotation,  and 
these  constitute  what  we  call  “ lines  of  force.”  The  medium 
possesses,  therefore,  an  elastic  resilience,  and  the  reciprocal 
of  this  quality,  or  its  freedom  of  yielding  to  electromotive 
force,  is  recognised  as  the  siieciftc  inductive  capacity.  The 
medium  possesses  also  density,  and  we  call  this  its  magnetic 
permeability,  or  magnetic  inductance.  The  mass  of  unit  of 
length  of  the  vortices  is  equal  for  all  vortices,  whether  in 
vacuum,  air,  or  non-magnetic  bodies,  but  in  iron  the  vortices 
are  loaded  by  the  adhesion  to  them  of  the  molecules  of  the 
metal,  and  the  density  is  increased,  and  hence  the  permea- 
bility ; but  for  very  great  angular  velocities — that  is,  for  great, 
magnetic  forces — the  adhesion  of  the  molecules  and  vortices 
must  be  supposed  to  cease,  and  the  permeability  approximates 
to  unity.  The  magnetic  force  at  any  point  in  a field  is  the 
angular  velocity  of  the  vortex  motion  at  that  point,  and  the 
magnetic  induction  is  the  angular  momentum.  Magnetic 
attraction  and  repulsion  is  due  to  the  tension  set  up  along  a 
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vortex  line  by  the  polar  contraction  and  equatorial  expansion 
of  the  vortex  cells.  At  places  where  there  is  magnetic 
polarity  or  free  magnetism  there  is  a discontinuity  in  the 
angular  velocity  of  the  vortices  within  and  without  the  iron. 
Self-induction  is  the  result  of  the  inertia  of  the  molecular 
vortices,  whereby  motion  set  up  in  them  cannot  be  generated 
or  checked  instantaneously.  Mutual  induction,  or  the  pro- 
duction of  induction  currents,  is  due  to  the  fact  that  differences 
in  the  angular  velocity  of  adjacent  vortex  filaments  or  cells 
cause  a displacement  of  the  electric  particles  or  idle  wheels. 
Finally,  electromotive  force  is  the  force  causing  displacement 
of  the  electric  particles,  and  electric  currents  consist  in  con- 
tinuous or  periodic  movements  of  these  electric  particles. 
Electric  currents  always  produce  magnetic  fields  because 
there  is  nothing  of  the  nature  of  slip  between  the  particles 
and  cells,  and,  therefore,  any  progressive  movement  of  the 
first  sets  up  rotation  in  the  second,  and  conversely  differential 
rotations  or  spins  of  the  cells  or  vortices  sets  up  displacement 
of  the  electric  particles,  causing  either  electric  strain  in  a 
dielectric  or  electric  current  in  a conductor. 

§ 4.  Comparison  of  Theory  and  Experiment. — The  test  of 
any  physical  theory  is  its  power  to  predict  new  phenomena 
as  well  as  to  interpret  ascertained  experimental  results.  The 
theory  of  molecular  vortices  leads  to  the  conclusion  that 
electro-magnetic  induction  must  be  propagated  through  the 
medium  with  a finite  velocity,  and  that  in  dielectrics  of  unit 
permeability  the  velocity  of  propagation  is  inversely  as  the 
square  root  of  the  specific  inductive  capacity.  In  the 
dynamical  theory  of  light  it  is  shown  that  the  ratio  of 
the  velocity  of  light  in  vacuo  to  its  velocity  in  any  given 
transparent  medium  is  a constant  quantity  for  each  definite 
wave  length,  and  is  called  the  index  of  ref  r action  of  that  body 
for  that  wave  length,  and  is  denoted  in  physical  optics  by  the 
symbol  p.  Hence,  the  velocity  of  light  of  definite  wave-length 
is  inversely  as  the  refractive  index  for  that  wave-length.  The 
refractive  index  for  very  long  Avave-lengths  can  be  calculated 
from  observed  values  of  p for  definite  rays,  and  hence  numbers 
obtained  representing  the  relative  velocity  of  these  undulations 
in  various  transparent  bodies.  The  values  of  the  dielectric 
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constants,  or  reciprocal  of  the  electric  elasticities,  of  various 
transparent  and  semi-transparent  bodies  have  also  been  deter- 
mined, and  it  has  been  found  that  for  a large  group  of  bodies 
there  is  a tolerably  close  agreement  between  the  values  of 
the  square  root  of  the  dielectric  constant  and  the  index  of 
refraction  /xx  for  very  long  waves,  as  shown  by  the  selection 
from  the  results  of  some  experimental  determinations  given 
in  Table  A. 

Table  A. 


K 

(Dielectric  Constant). 


Sulphur 3’84 

Colophonium..  ..  2*55 
Paraffin  2'3^ 

Pure  rubber  2-12 

Oil  of  turpentine  2’21 

Petroleuna 2’057 

Benzine 2'198 

Petroleum  spirit  1'92 
Petroleum  oil  ...2‘07 

Ozokerite  2' 13 

Turpentine  2'25 


gx) 

(Refrac- 
tive Index). 

Authority. 

1-96 

2-041 

1 

1-59 

1-54 

Boltzmann 

1-52 

1-54 J 

1 

1-45 

1*50 

Schiller 

1-49 

1*461 

1 

1-43 

1*46 

Silow 

1-48 

1*48  J 

1 

1-38 

1*38' 

1 

1-44 

1-46 

1*44 

1*44 

J,  Hopkinson 

1-49 

1*46, 

1 

{ 


Reference. 


Po7^/..4^^n.,CLI., 
1874,  p.  482. 

Po'iy.  Ann., 
CLIP,  p.  535. 
Foqg.  Ann., 
CLVL,  1875, 
p.  395. 

Trans.  Roy.  Soc. 
1877,  1878  and 
1881. 


For  some  other  dielectrics,  such  as  glass  and  the  vegetable 
and  animal  oils,  the  agreement  is  not  by  any  means  so  close 
but  for  gases,  as  determined  by  Boltzmann  {Fogg.  Ann.,  CLI., 
1875,  p.  403),  there  is  a fair  coincidence.  {See  Table  B.) 

Table  B. 


Gas. 

K 

a/K 

Air 

1*00059 

1*000295 

1-000294 

Carbonic  acid  

1-000946 

1*000473 

1-000449 

Hydrogen  

1-000264 

1*000132 

1*000138 

Carbonic  oxide 

1*000690 

1*000345 

1*000340 

Nitrous  oxide  

1*000994 

1-000497 

1*000503 

Olefiant  gas  

1-001312 

1-000656 

1*000678 

Marsh  gas 

1-000944 

1-000472 

1*000443 

The  gases  are  taken  at  0°C.  and  760  millimetres  pressure. 
Accordingly,  we  can  say  that,  for  a large  group  of  dielectrics,  of 
which  the  magnetic  permeability  is  unity,  and  hence  the 
velocity  of  propagation  of  an  electro-magnetic  impulse  propor- 
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tional  to  the  square  root  of  the  electric  elasticity  or  to  the 
reciprocal  of  the  square  root  of  the  dielectric  constant,  we 
do  find  a fair  agreement  between  these  numbers  and  the 
numbers  representing  the  refractive  indices  or  the  relative- 
velocities  of  propagation  of  very  long  waves  or  disturbances  in 
the  ethereal  medium  postulated  to  account  for  the  phenomena 
of  light.  The  imperfect  agreement  between  the  values  of  the 
refractive  index  for  long  wave-lengths  and  the  square  root  of 
the  dielectric  constant  for  some  other  bodies  shows  that  the 
theory  is  only  approximately  in  agreement  with  fact,  and 
that  the  results  obtained  by  the  methods  adopted  for  deter- 
mining the  dielectric  constant  are  perhaps  impure,  and  do- 
not  give  the  true  value  of  the  electric  elasticity.  When  we 
consider  that  the  displacements  which  constitute  the  light 
wave  motion  of  the  luminiferous  ether  are  changed  some- 
billions  of  times  per  second,  it  is  seen  to  be  highly  prob- 
able that  measurements  of  the  specific  inductive  capa- 
city in  which  the  electric  stresses  are  only  reversed  tens  or 
hundreds  of  times  in  a second  may  be  rendered  impure  or 
mixed  owing  to  the  presence  of  effects  due  to  an  imperfect 
electric  elasticity  introduced  by  the  superposition  of  electric 
conduction  or  of  electrolytic  transport  upon  the  true  or  elastic 
displacement  effect.  In  fact  those  bodies,  such  as  glass  and 
the  vegetable  oils,  which  exhibit  the  greatest  discrepancy,  are- 
those  in  which  the  chemical  composition  indicates  a possibility 
of  electrolysis.  There  may  be  an  electro  displacement  in  such 
electrolisable  bodies  over  and  above  the  true  electrostatic 
displacement  which  is  engendered  by  a molecular  change  in 
the  body,  which  change  results  in  actual  decomposition  when 
the  electric  force  reaches  a certain  limit.  Put  broadly,  it 
may  amount  to  this,  that  the  true  electric  displacement 
is  a displacement  of  electricity  within  the  molecule,  but  that 
in  electrolisable  bodies  electric  stress  sets  up  a strain  of 
the  molecule  itself  which,  within  certain  limits,  is  an  elastic- 
strain,  and  disappears  with  the  removal  of  the  stress,  but 
that  beyond  these  limits  molecular  disruption  takes  place. 
In  these  cases  the  displacement  measured  in  taking  the  specific 
inductive  capacity  is  the  true  or  dielectric  displacement  plus^ 
a displacement  due  to  strain  of  the  molecule,  and  the  result 
would  be  to  make  K appear  too  great,  and,  in  fact,  for  glass. 
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and  certain  oils  the  values  in  Table  C have  been  obtained, 
which  in  all  cases  are  such  that  \/K  exceeds  the  value  of 
, or  the  refractive  index,  for  very  long  waves  of  light.* 

Table  C. 


Substance. 

K 

\/k 

Uj,  (approx.) 

Glass,  extra  dense  flint  

9-896 

3-1 

1 

1 

„ light  flint 

, crown  

6-72 

6-96 

2-59 

2-63 

1 

1 1-5  to  1-6 

„ plate .. 

8-45 

2-90 

J 

1 

Castor  oil 

4-78 

2-18 

1-46 

Sperm  oil 

3-02 

1-73 

1-46 

Olive  oil  

3-16 

1-77 

1-46 

Keatsfoot  oil  

3-07 

1-75 

1-45 

J.  Klemencic  (abstract  in  the  Journal  of  the  Society  of  Tele- 
graph Engineers,  1886,  p.  108)  has  experimented  also  on  the 
specific  inductive  capacity  of  gases  and  vapours,  and  given  a 
table  {see  Table  D)  in  which  he  compares  Jli  with  p (refrac- 
tive index)  of  these  same  bodies.  It  is  seen  that  the  agree- 
ment of  VK  and  p is  very  close  for  the  simple  gases,  but 
that  a marked  difference  exists  in  the  case  of  more  complicated 
molecules. 

Table  D. 


Gas.  j 

\/k 

Boltzmann. 

Klemencic. 

U 

Refractive 

index. 

Air 

1-000295 

1-000393 

1-000295 

Hydrogen | 

1-000132 

1-000132 

1-000139 

Carbonic  acid  

1-000473 

1-000492 

1-000454 

Carbonic  oxide 

1-000345 

1-000347 

1-000335 

Nitrous  oxide  

1-000497 

1-000579 

1-00  5 id 

Olefiant  gas 

1-000656 

1-000729 

1-000720 

Marsh  gas 

1-000472 

1-000476 

1-000442 

Carbonic  bisulphide  ..  

— 

1 001450 

1-001478 

Sulphurous  acid  

— 

1-0C477 

1-000103 

Ether  

— 

1-00372 

1-00154 

Ethyl  chloride 

— 

1-00776 

1-001174 

Ethyl  bromide 

— 

1-00773 

1-00122 

The  specific  inductive  capacity  of  a vacuum  is  taken  as  unity,  and  Boltz- 
mann’s values  are  given  for  comparison. 

* See  Dr.  J.  Hopkinson,  Phil.  Trans,  lioyal  Society,  Vol.  CLXXIL,  1881, 
p.  372. 
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§ 5.  Velocity  of  Propagation  of  an  Electromagnetic  Dis- 
turbance.— There  is  another  line  of  experimental  enquiry 
which  leads  to  an  important  relation  between  electric  and 
optic  phenomena.  This  is  the  comparison  of  electrostatic  and 
electromagnetic  measurements.  If  two  very  small  spheres 
are  electrostatically  charged  and  placed  with  their  centres 
at  a unit  of  distance  apart,  the  stress  between  them  may 
be  mechanically  measured.  If  the  conductors  are  equally 
charged  with  opposite  kinds  of  electricity,  and  the  stress 
when  at  a unit  of  distance  in  air  is  one  unit,  the  electric 
quantities  are  said  to  be  unit  electrostatic  quantities.  If 
such  unit  quantities  are  discharged  through  a conductor  at 
the  rate  of  one  discharge  per  second,  the  resulting  flow  or 
current  is  called  an  electrostatic  unit  of  current. 

In  the  above  definition  we  suppose  the  dielectric  to  be  a 
vacuum  or  some  substance  such  as  air,  of  which  the  dielectric 
constant  does  not  differ  sensibly  from  unity.  If  q and  q'^  be 
two  quantities  measured  electrostatically,  and  then  be  placed 
on  small  conductors  separated  by  a distance  r in  a dielectric  of 
constant  K,  the  dynamical  force  between  them  will  be  nu- 

numerically  equal  to  ; and  if  q = q^,th.en  the  force  is 

K K 

Hence,  if  r is  always  taken  equal  to  unity,  the  real  quantity  of 
electricity  producing  by  its  action  on  another  equal  quantity  a 
unit  of  force  will  vary  as  the  square  root  of  K when  the  experi- 
ment is  performed  in  various  dielectrics.  In  other  words,  the 
absolute  magnitude  of  the  electrostatic  unit  of  quantity,  and 
therefore  also  of  the  current,  will  vary  as  the  square  root  of  the 
specific  inductive  capacity  of  the  medium  in  wdiich  the  charges 
exist.  There  is  another  mode  in  w^hich  a unit  of  current  may  be 
defined,  and  this  depends  on  the  definition  of  a unit  magnetic 
imle.  If  two  magnetic  poles  of  equal  strength,  m,  are  placed  at 
a distance  r apart  in  a magnetic  medium  of  permeability  /x,  the 

stress  or  force  between  them  will  be  numerically  equal  to 

jxr^ 

in  which  expression  it  is  seen  that  m and  /x  appear  as  quantities 
analogous  to  q and  K in  the  electrostatic  analogue.  Hence,  when 
r is  unity,  we  see  that  to  produce  a unit  stress  between  the 
poles  m the  pole  strength  must  vary  as  the  square  root  of  /x,  or 
the  absolute  magnitude  of  the  unit  magnetic  pole  varies  directly 
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as  the  square  root  of  the  magnetic  inductive  capacity  of  the 
medium  in  which  the  experiment  is  performed,  the  absolute 
unit  magnetic  pole  being  defined  as  a pole  which  at  a unit  of 
distance  acts  on  another  like  pole  with  a unit  of  force  in  a 
magnetic  medium,  assumed  to  be  vacuum,  or  some  standard 
substance  of  unit  permeability. 

Since  an  electric  current  produces  a magnetic  force,  it  may  be 
defined  as  to  magnitude  by  agreeing  that  the  unit  of  current  is 
to  be  one  which,  when  flowing  in  a circular  circuit  of  unit  radius, 
acts  for  every  unit  of  length  of  that  circuit  with  a unit  of  force 
on  a unit  magnetic  pole  placed  at  the  centre  of  that  circle. 
The  magnitude  of  the  force  on  the  magnetic  pole  is  proportional 
to  the  product  of  the  strength  of  the  pole  and  the  strength  of 
the  current.  Hence,  if  the  magnitude  of  the  unit  pole  is  varied 
the  magnitude  of  the  unit  of  current  will  vary  inversely  as  the 
magnitude  of  the  strength  of  magnetic  pole  which  is  taken  as 
the  unit  pole.  When  the  medium  is  varied,  the  magnitude  of 
the  unit  magnetic  pole,  or  of  the  pole  which  fulfils  the  condi- 
tion of  acting  on  another  equal  pole  at  a unit  of  distance  with 
a unit  of  force  varies  directly  as  the  square  root  of  the  permea- 
bility of  the  medium.  It  follows,  then,  that  the  magnitude  of 
the  electro -magnetic  unit  of  current  varies  inversely  as  the  square 
root  of  the  magnetic  permeability  of  the  medium  in  which  the 
experiment  is  made. 

We  have,  then,  that  the  electrostatic  unit  of  current  is  a 
quantity  which  varies  directly  as  the  square  root  of  the  electro- 
static inductive  capacity  of  the  medium,  or  as  \/K,  and  the 
electromagnetic  uuit  of  current  is  another  unit  of  current 
which  varies  inversely  as  the  square  root  of  the  magnetic  induc- 
tive capacity  of  the  medium,  or  as  f [x.  The  electrostatic  unit 
of  current  represents  a much  smaller  quantity  of  electricity 
per  second  than  the  electro-magnetic — in  other  words  the 
value  of  the  ratio  of  the  magnitude  of  the  unit  electro-magnetic 
current  based  on  the  definition  of  a unit  magnetic  pole,  to  the 
magnitude  of  the  unit  electrostatic  current,  based  on  the 
definition  of  a unit  of  electrostatic  quantity,  is  an  integer 
number,  and  a large  one.  This  ratio  of  the  two  units  of 
current  varies  when  the  fundamental  inductive  capacities  of 
the  medium  is  changed,  but  so  that  the  ratio  of  the  electro- 
magnetic to  electrostatic  unit  varies  inversely  as  the  square 
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root  of  the  product  of  K and  /x.  If  0^  is  the  magnitude  of  the 
electro-magnetic  unit  of  current,  and  is  that  of  the  electro- 
static unit  for  the  standard  dielectric,  in  which  K = 1 and  /a  = 1, 

then,  when  the  dielectric  is  changed,  is  changed  in  the  ratio 

of  1;  Jl\  ii.  Let  denote  the  value  of  the  ratio  for 

vacuum  or  for  a standard  dielectric,  of  which  K = 1 and  jM  = l, 
and  denote  its  value  for  any  other  medium  of  which  the 
dielectric  constant  is  K and  the  magnetic  constant  /x,  then 


-r,  m c 

./K  JtX 


We  have  next  to  consider  what  is  the  physical  meaning  of 
this  ratio  of  the  electro-magnetic  and  electrostatic  units. 

The  degree  in  which  one  quantity  is  greater  or  less  than 
another,  or  to  put  it  more  precisely,  that  amount  of  stretching 
or  squeezing  which  must  be  applied  to  the  latter  in  order  to 
produce  the  former,  is  called  the  ratio  of  the  two  quantities.* 
The  ratio  of  two  physical  quantities  is  therefore  the  expres- 
sion of  the  operation  which  must  be  performed  on  the  one  to 
make  it  the  physical  equivalent  to  the  other.  What  operation 
must  be  performed  on  an  electrostatically  measured  unit  of 
electricity  to  make  it  the  equivalent  in  every  way  of  an  electro- 
magnetically  measured  unit  of  electricity  ? The  reply  is,  it 
must  be  set  in  motion  with  a definite  velocity.  The  electric 
current  produces  a magnetic  field.  The  electro-magnetic  mea- 
sure of  current  is  obtained  by  defining  the  field  by  stating  its 
dynamical  effect  on  a defined  magnetic  pole,  and  the  unit  of 
electric  quantity  measured  electro-magnetically  is  the  quantity 
conveyed  by  the  unit  current  so  measured  in  a unit  of  time. 
If  ^ve  imagine  a circular  or  other  conductor  conveying  a unit 
(electro-magnetic)  current  to  have  stretched  alongside  of  it 
another  closely  adjacent  conductor  of  like  form,  each  unit  of 
length  of  which  is  charged  electrostatically  with  a unit  (electro- 
static) of  electric  quantity,  we  might  submit  the  following 
question : — The  current  flowing  in  the  first  named  conductor 
transmits  a unit  (electro-magnetic)  quantity  of  electricity  across 
each  section  of  it  per  unit  of  time : with  what  velocity  must 
electricity  in  the  second  conductor  be  set  flowing  in  order  that 

* W.  K.  CliCford,  “ The  Common  Sense  of  the  Exact  Sciences,”  p.  99, 
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there  may  be  an  equality  in  the  quantities  flowing  past  any 
sections  in  each  of  the  conductors,  as  evidenced  by  equality  in 
the  magnetic  fields  produced  by  the  first-named  current  and 
the  moving  electric  charge  ? This  velocity  is  evidently  a 
concrete  velocity,  which  depends  on  the  very  nature  of  the 
qualities  of  the  medium  which  determine  magnetic  and 
electrostatic  attraction,  and  this  velocity  may  be  called  the 
ratio  of  the  magnitude  of  the  electro-magnetic  to  the  electro- 
static unit  of  quantity.  This  velocity  is  evidently  one  which 
is  determined  by  the  nature  of  the  medium,  and  not  by  the 
particular  units  of  length,  time,  and  mass  selected  for  use  in 
the  measurements.  This  comparison  assumes  that  a moving 
electrostatic  charge  is  in  eftect  the  equivalent  of  an  electric 
current.  This  has  been  put  to  the  test  of  experiment  by  Prof. 
Rowland.*  A rigid  gilt  ebonite  disc  was  fixed  to  an  axis,  and 
could  be  rotated  between  two  gilt  glass  discs.  One  member 
of  a very  delicate  astatic  system  of  magnetic  needles  was 
placed  near  the  disc  and  shielded  from  electrostatic  disturbance. 
On  charging  the  gilt  ebonite  disc  and  setting  it  in  rapid 
rotation  it  was  found  to  affect  the  magnetic  needle  whilst 
rotating  just  as  a current  of  electricity  would  have  done  if 
flowing  in  a circular  conductor  coinciding  in  form  with  the 
periphery  of  the  disc.  Since  1876  Prof.  Rowland  has  again 
in  the  United  States  repeated  the  experiment  and  confirmed 
the  g.  neral  result.  There  is,  therefore,  experimental  founda- 
tion for  the  view  that  a static  charge  of  electricity  conveyed 
on  a moving  body  creates  a magnetic  field  whilst  it  is  in 
viocciiient.  This  kind  of  electric  current,  in  which  a static 
charge  is  bodily  moved  on  a conductor,  is  called  a convection 
current.  The  experiment  of  comparing  the  magnitudes  of  an 
electrostatic  and  an  electro-magnetic  unit  of  electric  quantity 
as  above  defined  was  first  made  by  Profs.  Weber  and 
Kohlrausch,  and  the  value  of  that  ratio  for  a medium  such  as 
air,  in  which  approximately  we  have  K and  n both  equal  to 
unity,  gave  as  a result  a velocity  very  nearly  identical  with  the 
velocity  of  light.  Since  that  time  very  many  experimentalists 
have  determined  the  value  of  this  ratio,  which  is  denoted  by 

* See  Phil.  Mag.,  1876,  Vol.  IL,  Fifth  Series,  p.  233  : Dr.  Helmholtz, 
‘‘  On  the  Electro-Magnetic  Action  of  Electric  Convection.”  These  experi- 
ments of  Prof.  Howland  were  carried  out  at  Berlin. 
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the  symbol  “ v.”  The  names  and  the  results  of  the  observa- 
tions made  by  some  of  the  principal  observers  are  set  out  in 
the  Table  on  opposite  page. 

One  of  the  best  determinations  of  the  velocity  of  light  is 
that  made  by  Prof.  Newcomb,  at  Washington,  in  1882.  The 
method  employed  was  the  revolving  mirror  method  of  Foucault, 
the  distance  between  the  revolving  and  fixed  mirror  being  in 
one  portion  of  the  experiments  2,550  metres,  and  in  the  other 
portion  3,720  metres.  The  resulting  velocity  of  light  in  vacuo 
is  2'99860  x 10^”  centimetres  per  second. 

The  following  results  of  other  observations  are  abstracted 
from  Prof.  Everett’s  book,  “Units  and  Physical  Constants,” 
2nd  edition : — 


Observer. 

Michelson,  at  Naval  Academy,  1879 

Michelson,  at  Cleveland,  1882  

Newcomb,  at  Washington,  1882  (best  results) 

Newcomb  (other  results)  

Foucault,  at  Paris,  1862 

Cornu,  at  Paris,  1874  

Cornu,  at  Paris,  1878 

Last  result  discussed  by  Listing  

Young  and  Forbes,  1880-81  


Velocity  in  centimetres 
per  second. 

....  2-99910x10^0 
....  2-99853x10^0 

...  2-99860x1010 

....  2-99810x10^0 

....  2-98000x1010 

....  2 98500x1010 

. ..  3-004  xlOio 
....  2-9999  xlOio 
....  3-01382x1010 


Earlier  observations  gave  as  follows 


Roemer’s  method,  by  Jupiter’s  satellites 3-000  xlOio 

Bradley’s  method,  by  stellar  aberration  2-977  x lOio 

Fizeau  3-142  x lOio 


The  general  result  of  the  best  determinations  is  that  the 
velocity  of  light  is  very  close  to  3-000  x 10^°  centimetres  per 
second,  or  nearly  one  thousand  million per  second. 

We  have,  therefore,  the  following  facts  : — The  velocity 
of  light  of  definite  wave  length  in  any  medium  is  connected 
with  the  velocity  Vj,  of  the  same  ray  in  vacuo  by  an  equation — 


where  /x  is  the  refractive  index  of  that  medium  for  the  par- 
ticular wave  length  considered,  and  also  that  the  velocity  V is 
very  nearly  3 x 10^°  centimetres  per  second.  Also  we  find  that 
the  ratio  of  the  electro-magnetic  to  the  electrostatic  unit  of 
electric  quantity  or  current  in  any  dielectric  and  magnetic 


TABLE  OF  Some  Orserved  Values  of  “ r ” in  Centimetres  per  Second. 
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medium  is  connected  with  the  same  ratio  measured  in  vacuo 
R„  by  an  equation — 


R„ 


where  K is  the  dielectric  constant  and  /jc  the  magnetic  per- 
meability.* Experiment  has  also  indicated  that  within  narrow 
limits,  taking  best  results,  R^  and  have  the  same  value, 
namely,  8 x 10^®  centimetres  per  second,  and  that  has  the 
same  value  as  /x  (refractive  index)  for  media,  for  which  /x  (per- 
meability) has  the  value  unity.  We  are  led,  therefore,  to  infer 
that  this  close  relationship  is  not  a matter  of  accident,  but 
that  it  indicates  a very  intimate  connection  between  electricity 
and  light,  and  that  the  hypothesis  that  light  is  a disturbance 
propagated  through  an  elastic  medium  may  be  supplemented 
with  some  considerable  show  of  reason  by  the  hypothesis  that 
electro-magnetic  phenomena  are  the  result  of  actions  taking 
place  in  identically  the  same  7nediimi  or  ether.  There  are  no 
transparent  media  for  which  the  magnetic  permeability  differs 
by  more  than  a very  small  quantity  from  unity,  and  hence  the 
approximate  identity  of  the  values  of  the  ratio  of  the  units 
compared  in  air  with  the  value  of  the  velocity  of  light  waves  of 
very  long  wave-length  ; and  the  approximate  identity  for  true 
dielectrics  of  the  value  of  the  refractive  index  and  of  the  square 
root  of  the  dielectric  constant  furnishes  a test  of  the  proba- 
bility of  the  truth  of  the  electro-magnetic  theory  of  light. 
Maxwell’s  mathematical  method  of  arriving  at  this  theory 
consisted  in  forming  certain  equations  expressing  the  velocity  of 
propagation  oi  vector  potential,  and  noticing  that  these  equations 
were  mathematically  of  the  same  form  as  those  which  determine 
the  velocity  of  propagation  of  a disturbance  through  an  elastic 
medium.  The  physical  meaning  of  this  term,  vector  potential, 
may  be  arrived  at  as  follows  : — 

Suppose  a regiment  of  soldiers  to  set  off  marching  down  a 
street,  the  ranks  being  well  spaced  out.  At  any  place  in  the 
street  let  two  lines  be  drawn  across  the  street  parallel  to 
each  other  and  a few  yards  apart.  Let  two  observers  take 


* It  is  unfortunate  that  usage  has  consecrated  the  same  Greek  letter  fj. 
for  refractivity  in  optics  and  magnetic  inductivity  in  electro-magnetics.  In 
some  respects  it  would  be  an  advantage  in  electro- optics  if  these  quantities 
were  differently  symbolijed. 


DYNAMICAL  THEORY  OF  INDUCTION. 


3G1 


note  of  how  many  soldiers  cross  each  line.  At  any  instant 
the  total  number  of  soldiers  which  are  contained  between  the 
two  lines  is  equal  to  the  difference  between  the  numbers  which 
have  crossed  each  line  respectively.  However  irregular  the 
movement  may  be,  the  total  number  of  soldiers  at  any  instant 
in  the  area  or  the  product  of  the  area,  and  the  number  of 
soldiers  per  unit  of  area  within  the  boundary,  will  be  equal  to  the 
number  obtained  by  reckoning  the  algebraic  sum  of  the  soldiers 
which  have  from  the  beginning  of  the  time  crossed  the  whole 
boundary  line,  calling  those  numbers  j^ositive  when  soldiers 
have  stepped  into  the  area  and  ner/ative  ^vh.en  they  have  stepped 
out  of  it.  We  have  here  a simple  example  of  the  way  in  which 
a line  integral  may  be  the  equivalent  of  a surface  integral.  If 
the  area  be  irregular  in  shape  and  contain  A square  yards,  and 
if  the  perimeter  be  I linear  yards,  then  if  % ?io,  &c.,  are  the 
number  of  men  which  have  stepped  across  each  yard  length 
of  the  boundary,  and  if  Nj  Na,  &c.,  are  the  number  of  men 
in  respective  square  yards  within  the  area  at  any  instant,  then 
N1  + N2  + , &c.,  to  A terms  or  ISN  is  called  a surface  integral 
and  will  be  equal  to  + &c.,  to  I terms,  which  is  a line 

integral,  provided  that  each  n is  reckoned  positive  when  men 
step  in,  and  negative  when  men  step  out  of  the  area  over  each 
yard  of  the  boundary.  The  algebraic  sum  of  all  the  stepping 
over  the  boundary  all  the  way  round  the  area  is  equal  to  the 
sum  of  the  men  per  square  yard  all  over  the  area.  We  have 
here  given  an  illustration  of  an  important  proposition  in 
mathematical  physics,  viz.,  that  a surface  integral,  or  the  sum- 
mation of  a certain  quantity  over  an  area,  can  be  replaced  by 
a line  integral,  or  the  summation  of  another  relative  quantity 
all  along  the  boundary  line  of  that  area.  We  proceed  to 
illustrate  it  from  an  electrical  point  of  view. 

Let  C (Fig.  132)  be  the  circular  cross-section  of  an  infinite 
straight  wire  conveying  a current  C.  Eound  C describe  a 
circle  of  radius  r.  The  magnetic  force  at  p is  known  to  be 
2 C 

equal  to  — units,  and  is  directed  along  the  circumference 
r 

of  the  circle  ; the  line  integral  of  the  magnetic  force  along  the 
2 0 

dotted  line  is  equal  to  x 27r  r = 47r  C,  and  the  surface 
r 

integral  of  the  current  through  the  area  enclosed  by  the  dotted 
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circle  is  C.  Hence  we  have  generally  that  the  line  integral  of 
the  magnetic  force  is  equal  to  Att  times  the  surface  integral  of 
the  current.  This  proposition  is  generally  true,  and  it  is  easy 
to  show  that  if  A be  any  area  {see  Fig.  133)  traversed  normally 
by  a current,  such  that  the  current  density  is  u over  any  element 


of  area  d s,  then  the  integral  oiuds  all  over  the  area,  or  jucls, 

is  equal  to  the  line  integral  of  the  magnetic  force  taken  along 
the  boundary  line.  The  mathematical  operation  of  taking  a 
line  integral  has  been  called  by  Maxwell  curling,  and  we  express 


the  above  proposition  by  saying  that  Itt  times  the  total  current 
through  the  area  is  equal  to  the  curl  of  the  magnetic  force 
round  it.  On  the  theory  that  lines  of  magnetic  force  do  not 
spring  suddenly  into  existence  in  a field,  but  are  propagated 
onwards  from  point  to  point  in  the  field,  it  is  possible  to  show 


DYNAMICAL  THEORY  OF  INDUCTION. 


363 


that  just  as  the  current  is  the  curl  of  the  magnetic  force  so  the 
magnetic  force  is  the  curl  of  another  quantity  called  the  vector 
potential. 

Let  A B (Fig.  134)  be  a portion  of  a straight  conductor  in 
which  a current  can  be  started.  Let  x x,  y y'  be  two  lines  drawn 
a unit  of  distance  apart,  parallel  to  each  other  and  at  right 
angles  to  the  conductor.  These  lines  bound  a strip  of  plane  space 
taken  in  the  plane  of  the  current.  Draw  any  two  transverse 
lines  ab,  c d,  parallel  to  the  conductor  and  separated  by  a small 
distance.  We  know  that  when  a current  is  started  in  the  con- 
ductor the  lines  of  magnetic  force  F will  be  circles  formed  round 
A B as  axis,  and  having  their  planes  perpendicular  to  the 
plane  x x\  y y' . Let  us  now  assume  that  if  a current  is 
suddenly  started  in  the  conductor  A B the  magnetic  force  is 


propagated  outwards  from  the  conductor  with  a finite  velocity 
V.  In  other  words,  each  circular  line  of  force  must  be  con- 
sidered to  expand  outwards  like  a circular  ripple  on  the  surface 
of  water.  When  once  the  field  has  arrived  everywhere  at  its 
normal  value  the  magnetic  force  at  a distance  r from  the  wire 


. 20  , 

is  — , where  C is  the  value  of  the  current,  and  we  shall  sup- 


pose, as  usual,  that  the  magnetic  field  is  indicated  as  to  value 
by  the  density  of  the  lines  of  force,  or  that  the  number  per 
square  centimetre  traversing  normally  the  plane  x x',  y y'  is  at 
any  point  proportional  or  numerically  equal  to  the  magnetic 
force  at  that  point.  If,  then,  we  neglect  for  the  moment  all 
effect  of  self-induction,  and  suppose  the  current  m the  wire  to 
rise  up  instantaneously  to  its  full  value,  we  may  yet  regard  the 
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circular  lines  of  force  as  expanding  outwards  with  a certain 
velocity  of  enlargement,  and  attaining  or  taking  up  their  final 
positions  after  a short  interval  of  time.  If  we  represent  the 
intersections  of  these  rings  of  force  on  the  plane  oi  x x y y'  by 
dots,  these  dots  will  march  forward  like  the  sold'ers  in  the  pre- 
vious illustration.  The  total  number  of  lines  of  force  wh'.ch  at 
any  instant  are  found  traversing  the  area  ah  dc\^  equal  numeri- 
cally to  the  difference  in  the  number  between  those  which  from 
the  beginning  of  the  epoch  have  intersected  or  cut  through  the 
iine  a h and  those  which  have  cut  through  c d.  In  other  words, 
the  surface  integral  of  the  magnetic  force  over  abed  may  be 
represented  by,  or  is  equal  to,  the  line  integral  round  ah  c d 
of  a certain  quantity  called  the  vector  potential,  which,  physi- 
cally interpreted,  is  the  total  number  of  lines  of  force  which 
have  cut  through  a unit  element  of  the  boundary  in  the  process 
of  expansion  or  propagation  outwards.  This  term  vector  poten- 
tial is  justified  as  follows : — If  F be  the  total  number  of  lines 
of  force  per  unit  of  length  oi  a h which  have  cut  through  a h 
from  the  instant  of  beginning  the  current,  and  if  the  small 
distance  h d is  called  ^x,  the  length  x h being  called  x,  then  by 
Taylor’s  theorem  (Diff.  Calc.),  the  number  which  have  cut 

dY 

through  unit  of  length  of  c tZ  is  F ~ S x,  and  hence  the 

dF 

difference  between  F and  this  last  quantity  is  -j-;  Sx,  and  this 

(C  X 

last  when  multiplied  by  Sy,  which  we  may  take  for  the  length 
. dF 

of  a Z;  or  c d — that  is  SxS y — is  the  total  number  of  lines  of 

force  included  in  the  area  ah  cd.  If  we  call  the  induction 
through  this  area  B — that  is  to  say,  the  numbei-  of  lines  of 
force  per  square  centimetre  is  B — it  follows  that  the  number 
through  ah  c d is  D^x^y.  Hence,  equating  the  two  values. 


we  have 
or 


5 .r  3 y = B S .r  5 y, 

d X 


Hence,  the  mean  magnetic  force  over  the  small  area  is  numeri- 
cally equal  to  the  space  variation  of  a certain  quantity  F.  In 
electrostatics  the  electric  force  X at  any  point  in  the  electriq 
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field  is  the  space  variation  of  a certain  quantity  V,  called  the 
electrostatic  or  scalar  potential — that  is  to  say, 

_dY 


aud  accordingly  by  anology  that  quantity  F whose  space  varia- 
tion gives  the  magnetic  force  under  the  circumstances  considered 
above  is  called  the  vector  potejitial  of  the  current.  From  Ampere’s 
investigations  it  is  known  that  the  magnetic  force  due  to  an 
element  of  a current  C of  length  S s at  a distance  r from  this 

element,  has  the  value  , and  is  along  a line  at  right  angles 


The  space  variation  of  - 

r 

is  — — ; hence  the  vector  potential  of  an  element  of  current  at 


to  the  plane  containing  8 s and  r. 
CS 


any  point  is  proportional  to  the  length  of  that  element  divided 
by  its  distance  from  that  point. 

In  electrostatic  phenomena  we  obtain  the  static  potential  at 
any  point  due  to  any  charge  Q by  taking  each  element  g of  the 
charge,  and  dividing  the  magnitude  of  this  element  of  charge 
by  its  distance  from  the  point  at  which  the  potential  is  required. 


and  taking  the  sum  2 of  all  such  quotients.  In  electrostatics 
r 

the  potential  at  a point  is  a scalar  or  directionless  quantity, 
and  the  summation  is  merely  an  algebraic  sum  ; but  in  dealing 

C 5 s 

with  currents  the  quotients  - — - are  vectors,  or  directed  quan- 

r 

tities,  and  have  to  be  added  together  according  to  the  laws 
for  the  addition  of  vector  quantities  just  as  forces  and  velocities 
are  added.  Hence  the  potential  of  a current  at  any  point  is  a 
vector  or  directed  quantity.  The  lines  of  vector  potential  of 
a straight  current  are  lines  described  in  space  parallel  to  the 
current,  and  the  lines  of  vector  potential  of  a circular  current 
are  circles  described  on  planes  parallel  to  the  plane  of  the  cur- 
rent. Returning  to  the  simple  case  of  a straight  current,  let 
us  suppose  that  a unit  of  length  is  described  somewhere  parallel 
to  the  current,  and  that  on  starting  the  current  suddenly  cir- 
cular lines  of  magnetic  force  are  propagated  outwards  with  a 
velocity  V ; these  lines  will,  as  they  expand,  cut  perpendicularly 
through  the  element  of  length  just  as  the  expanding  ripples  on 
water  due  to  a stone  dropped  into  it  would  “cut  through”  a 
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stick  held  perpendicularly  in  the  water  a little  way  from  the 
place  where  the  “splash  ” was  made.  Suppose  that  after  N 
lines  of  force  have  cut  through  the  element  of  length  this  little 
line  is  made  to  move  forward  parallel  to  itself,  so  that  there  is 
no  further  increase  in  the  number  of  lines  of  force  which  after- 
wards cut  through  it,  it  is  evident  that  it  must  move  with  the 
velocity  of  propagation  of  the  expanding  rings  of  force.  But  the 
number  expressing  the  number  of  lines  of  force  which  have  cut 
through  the  element  of  length  already  is  the  value  of  the  vector 
potential  at  that  point  where  the  element  is  at  that  instant ; 
hence  the  velocity  of  propagation  of  the  vector  potential  is 
the  velocity  of  propagation  of  an  electro-magnetic  disturbance. 
Maxwell’s  general  mathematical  method  of  investigating  the 
propagation  of  an  electro-magnetic  disturbance  consisted  in 
forming  equations  expressing  the  change  of  the  value  of  the 
vector  potential  of  a current  or  system  of  currents  at  any  point 
in  the  field,  and  deducing  equations  which  mathematically  are 
of  the  same  type  as  those  which  express  the  propagation  of  a 
disturbance  through  an  elastic  solid  or  fluid,  and  his  result 
was  that  the  velocity  of  propagation  of  the  vector  potential 
through  a medium  of  electrostatic  and  magnetic  inductivities 

K and  /x  was  equal  to  — or  to  (K/a)-2. 

v/K  /X 

The  complete  proof  of  the  above  proposition  as  given  by 
Maxwell  in  all  its  generality  requires  some  elaborate  analysis, 
but  is  is  not  difficult  to  give  a simple  illustration  by  treating  a 
reduced  case,  and  which  will  exhibit  the  principles  of  the  more 
complete  problem. 

Let  an  infinite  straight  conductor  be  supposed  situated  in  a 
dielectric  medium  of  specific  inductive  capacity  (electrostatic 
inductivity)  K and  of  permeability  (magnetic  inductivity)  /x. 
We  proceed  to  investigate  the  velocity  of  lateral  propagation  of 
electro-magnetic  induction  on  the  supposition  that  if  a current 
is  instantaneously  started  at  its  full  value  in  the  conductor, 
supposing  this  possible,  the  magnetic  force  travels  outwards 
laterally  from  the  conductor  in  all  directions  with  a velocity -v. 
This  amounts  to  the  supposition  that  the  circular  lines  of 
magnetic  force  surrounding  the  conductor  swell  out  or  expand 
outwards  from  the  surface  of  the  conductor,  so  that  the  radius 
of  any  determinate  circular  line  of  force  increases  or  grows 
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with  a velocity  v.  It  must  be  borne  in  mind  that  the 
magnetic  force  at  any  point  in  the  field  at  any  instant  is 
defined  by  the  density  or  concentration  of  the  lines  of  force — 
that  is,  by  the  number  passing  normally  through  a unit 
of  area.  If  we  complicate  the  problem  by  supposing  the 
strength  of  the  current  in  the  conductor  to  gradually  increase, 
then  the  concentration  of  the  lines  at  any  point  must  be 
supposed  to  increase  gradually,  but  the  rate  of  increase  of 
concentration — that  is,  of  the  force — is  a different  thing  from 
the  rate  of  outward  movement  of  the  lines  of  force. 

We  might  in  imagination  suppose  each  line  of  force  to  be 
labelled  so  as  to  recognise  it.  All  the  lines  travel  outward 
from  the  conductor  at  the  same  rate,  but  some  go  out  farther 
than  others.  The  first  ones  shed  off  expand  out  to  reach 


Fig.  135. 


positions  in  the  most  distant  portions  of  the  field,  and  the 
succeeding  ones  reach  intermediate  positions,  and  as  the 
current  strength  grows  up  fresh  arrivals  or  deliveries  of  lines 
of  force  happen  which  pack  the  space  fuller,  and  increase  the 
concentration  at  all  points  of  the  field,  at  a rate  depending  on 
the  rate  of  growth  of  the  current. 

Let  0 C (Fig.  135)  be  a portion  of  the  straight  conductor. 
In  the  plane  of  0 C take  any  little  rectangular  area  abed,  with 
side  a c equal  to  unit  of  length,  and  side  a b equal  to  8 a:,  3 a; 
being  a very  small  quantity  compared  with  the  distance  between 
0 C and  a c,  that  is,  let  the  distance  0 c = x and  0 d = x + 8x, 
and  let  the  distance  8 a;  be  the  distance  by  which  the  radius 
of  any  circular  line  of  force  of  the  conductor  0 0 increases 
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in  a small  time  S t.  At  any  instant  the  number  of  lines 
of  force  which  pass  normally  through  the  small  area  ahcd 
is  equal  to  the  difference  between  the  number  which  have 
“cut”  across  ac  and  those  which  have  cut  across  hcl  in 
consequence  of  our  supposition  as  to  the  outward  growth  or 
expansion  of  the  circular  lines  of  force.  Let  F be  the  total 
number  of  lines  of  force  due  to  the  current  in  0 C which  have 
from  the  beginning  of  the  current  flow  “ cut  across  ” a c,  then, 
by  the  principles  of  the  Differential  Calculus,  the  number 
which  have  cut  across  bcl  is  represented  by  the  quantity 
d F 

F - 8 X,  and  the  number  existing  in,  or  perforating  through, 

d X F 

the  area  ahcd  is  the  difference  between  F and  F- — 8x,  or 

dF  ^ ^ 

equal  to  — - 8 x.  Let  B stand  for  the  induction  through 
d X 

unit  of  area  of  the  rectangle  ahcd,  or  to  the  number  of  lines  of 
force  per  unit  of  area,  then  the  total  number  of  lines  of  force 
through  a h c d is  represented  also  by  B 3 .r,  since  the  area  of 
ah  c d is  8 x square  units,  a c = h d being  unity. 

Hence,  4^  = B (109) 

d X 


or  the  induction  is  represented  by  the  space  rate  of  change  of 
the  vector  potential  of  the  current  at  that  point  in  the  direc- 
tion of  X.  In  this  case  let  it  be  borne  in  mind  that  the  vector 
potential  signifies  the  number  of  lines  of  force  which  have  from 
the  beginning  of  the  epoch  cut  through  unit  length  taken 
parallel  to  the  current.  Again,  since  by  supposition  each  line 
of  force  moves  outwards  parallel  to  itself  through  a distance 

3 a;  in  a time  8t,  --  is  the  velocity  of  propagation  v of  the 
8 t 

electro-magnetic  disturbance  or  of  the  vector  potential.  The 
rate  of  “ cutting  across  ” a c at  any  instant  is  represented  by 

; -ri 

— ; hence  the  number  of  lines  of  force  added  to  the  area  in 
dt 

d F 

a time  8 1 must  be  8 1,  and  this  must  be  equal  to  the  accu- 

CL  t 

mulation  of  the  lines  in  ahcd  in  the  same  time  in  the  area 
ahc  d. 
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If  in  a small  time  interval  the  rate  of  cutting  across  a c is 
d F 

- then  the  rate  at  which  “ cutting”  is  taking  place  across 
d t 

a length  b d,  removed  by  a distance  8 x,  is 


dF^  d 
dt  dx 


and  the  rate  at  which  accumulation  of  lines  of  induction  is 
going  on  in  the  area  is 

-A 

dx  \dt  J 

Hence,  since  B is  the  induction  per  unit  of  area  and  the  area 
oi  abed  is  8x  square  units,  the  rate  of  increase  of  induction 
through  abed  is 

d t 

Accordingly  we  have 

(B8x)  = - — (—)Sx, 

(lA  ’ dxKdtJ 

or  since  8 a;  is  constant. 


or, 


dB_ 

_ d /dF\ 

d t 

dx  \ dt  J* 

_d  UIF\^ 

dt  \ dt  J dx 

dB  dx_ 

_f/2F  dt  . 

dx  dt 

d C dx  ^ 

dx 


but  — =1;  = velocity  of  propagation  of  the  impulse.  Hence, 
d t 

_d‘^F 

. d . 

d X 

dF 


= 


(110) 


or,  generally,  since 
we  have 


dx/ 

d/F  . od2F 


dC 


dx-^ 


= 0 


(111) 


as  the  equation  of  motion  of  the  vector  potential.  This 
equation,  which  is  a reduced  case  of  the  general  one,  is  of 
the  same  type  as  that  obtained  in  the  theory  of  sound  for  the 

B B 
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propagation  of  an  impulse  along  a tube  or  canal.  In  the  case 
of  sound  the  symbol  F would  be  velocity  I'totential.^  In  the 

electro-magne.ic  problem  the  F is  the  vector  potential.  It  might 
perhaps  be  more  expressively  called  the  induction  potential. 

cl  F 

The  rate  of  cutting,  or  the  value  of  — , also  expresses  the 

d t 

electromotive  force  acting  along  the  unit  of  length  ac  in  the 
dielectric.  On  Maxwell’s  hypothesis  this  electromotive  force  in 
the  dielectric  acting  parallel  to  the  current  in  the  conductor 
produces  a displacement  in  the  dielectric,  such  that  if  E is  the 
electromotive  force  we  have  as  above 


d F _ ^ ^ Itt 
irt~  “ K 


D, 


where  D is  the  displacement  through  unit  of  area  ; hence. 


d t'^  K dt  ’ 

and  is  the  rate  of  displacement  or  the  displacement  current 
d t 

flowing  through  unit  of  area  taken  perpendicularly  to  the  cur- 
rent in  0 C at  the  point  considered.  Let  this  displacement 

current  be  denoted  by  u.  We  have  then  that  = K 

d K 

being  the  dielectric  constant  of  the  medium. 

Consider  now  a small  parallelopipedon  (Fig.  136)  or  solid 
rectangle  described  in  the  dielectric,  of  which  the  sides  are 
respectively  a c = l,  c d = 8 x,  c e = 8y. 

The  effect  of  the  cutting  across  of  this  solid  rectangle  by 
expanding  lines  of  induction  will  be  to  generate  in  it  a displace- 
ment current  such  that  the  total  displacement  current  parallel 
to  a c and  through  cdfe  will  be  udxd  y.  By  a previous  theorem 
the  line  integral  of  magnetic  force  round  any  line  is  equal  to 
Itt  times  the  surface  integral  of  the  current  through  the  area 
bounded  by  that  line,  and  this  is  true  whether  the  magnetic  force 
be  produced  by  that  current,  or  whether  it  is  a current  produced 
by  a certain  changing  magnetic  force.  Apply  the  theorem  to 
the  small  rectangle  bounded  by  the  lines  cefd.  The  surface  in- 
tegral of  the  current  through  c e fd  is  udxd  y.  The  magnetic 


* See  Besant’s  “ Hydromechanics,”  p.  251  (Third  Edition). 
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force  along  c ^ is  where  B is  the  induction  at  c and  /x  is  the 

magnetic  permeability  of  the  medium,  since  by  a fundamental 
theorem  the  magnetic  induction  B at  any  place  is  equal  to  /x 
times  the  magnetic  force  at  that  point.  The  magnetic  force 

along  df  removed  by  a distance  8 x from  c e is  - (^B  - 8 on 

fx\  dx  / * 

and  there  is  no  magnetic  force  along  c cl  and  e f,  for  these  sides 
are  perpendicular  to  the  direction  of  the  magnetic  force  of  the 


current  in  0 C.  Hence,  the  line  integral  of  magnetic  force  round 


c efd  is 


t(B8^-{Bdy- 


or 


1 dB 

- -j—  8 x8  y; 
fjc  d X 


hence, 

or 


4:77  u 8 X 8 y = 1 8 X 8 y, 

fjc  d X 


477  fJL  u = 


(IB 

d X 


(113) 


Accordingly,  in  the  equations  (112)  and  (113)  above,  we  have 

. . dlY  clB  , 

obtained  values  for  the  quantities  and  in  terms  of 
the  permanent  constants  of  the  medium  ; and  by  substitution 

n jj  2 
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of  these  values  in  equation  (111)  above,  we  see  that  the  square 
of  the  velocity  of  propagation  of  the  vector  potential  is 

F 4:77  n 

2 JJ  IT"  1 

(UB  Itt/xw  K /x’ 

d X 

^=x/l^- 

that  is,  the  velocity  of  propagation  of  the  magnetic  force  is  the 
square  root  of  the  reciprocal  of  the  product  of  the  magnetic 
and  electrostatic  inductive  constants  of  the  medium.  We  have 
above  proved  that  the  ratio  of  the  electro-magnetic  to  the 
electrostatic  units  of  electric  current  is  expressed  by  the  same 
quantity,  and  indicated  that  accurate  experiment  shows  this 
ratio  to  be  numerically  the  same  as  the  velocity  of  light. 

Hence,  the  velocity  of  an  electro-magnetic  disturbance  or 
magnetic  force  is  the  same  as  the  velocity  of  light,  and  the 
conclusion  is  urged  upon  us  with  great  force  that  the  medium 
concerned  in  both  phenomena  is  the  same. 

§ 6.  Electrical  Oscillations. — A survey  of  the  phenomena  of 
electric  current  induction  Avould  be  very  incomplete  if  it  did 
not  contain  some  reference  to  the  subjsct  of  electrical  oscilla- 
tions. Eecent  researches  have  endowed  this  department  of 
electrical  investigation  with  fresh  interest.  We  proceed  to 
consider  the  manner  in  which  electrical  oscillations  may  arise. 
If  a material  body  is  subjected  to  elastic  constraint,  and  is  dis- 
turbed from  a position  of  equilibrium,  it  returns  when  set  free 
to  its  original  position.  If  that  body  is  endowed  with  mass, 
and  hence  possesses  the  quality  of  inertia,  its  motion  of  return 
to  its  position  of  equilibrium  will,  under  certain  circumstances, 
carry  it  beyond  that  point  and  set  up  oscillations,  which  decay 
gradually  away.  Two  illustrations  of  this  readily  present 
themselves,  one  a mechanical  and  the  other  a pneumatical 
example.  The  first  case  is  that  of  a pendulum  or  straight 
spring.  Let  this  pendulum  or  spring  be  deflected  from  its 
position  or  condition  of  equilibrium  and  held  in  constraint.  Next 
let  it  be  set  free — the  elastic  or  restoring  forces  urge  it  back 
again  to  its  first  position.  In  virtue  of  its  mass  it  will  acquire 
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a certain  momentum,  and  on  reaching  the  position  of  equili- 
brium this  momentum  may  carry  it  past  this  point,  and  the 
acquired  kinetic  energy  will  then  be  expended  in  making  a 
displacement  against  the  elastic  forces.  If  there  is  nothing  of 
the  nature  of  friction  present  to  fritter  away  the  work  expended 
on  the  body  in  making  the  first  displacement,  then  the  energy 
would  remain  associated  with  it  for  ever,  being  alternately 
potential  and  kinetic,  and  the  oscillations  continue  with  undi- 
minished amplitude.  If  the  spring  or  pendulum  vibrates  in  a 
viscous  fluid,  then  a frictional  retardation  will  be  experienced, 
and  in  so  far  as  this  is  present  the  energy  is  gradually  dissi- 
pated, and  the  oscillations  decay  away,  becoming  gradually  less 
and  less  in  amplitude.  It  may  so  happen  that  the  work  done 
against  frictional  resistance  during  the  first  quarter  of  a com- 
plete oscillation  in  starting  to  return  from  the  position  of 
greatest  displacement  is  just  equal  to  the  work  done  in  origin- 
ally making  the  displacement.  When  this  is  the  case  the 
whole  energy  is  dissipated  by  the  time  the  deflected  or  dis- 
placed body  reaches  its  original  position  of  rest,  and  there  are 
then  no  oscillations.  Accordingly  a pendulum  or  spring  may 
be  set  in  a viscous  fluid  of  such  a kind  that  the  frictional 
resistance  is  just  sufficient  to  secure  that  when  the  body 
is  disturbed  and  then  set  free  it  returns  to  its  original 
position  without  ever  passing  it  ; in  other  words,  there  are 
no  oscillations.  Another  illustration  of  oscillatory  and  non- 
oscillatory  establishment  of  equilibrium  is  as  follows  : Sup- 
pose there  be  two  large  vessels,  or  reservoirs,  connected  by  a 
pipe,  closed  or  able  to  be  closed  in  the  middle  by  a stop- 
cock. Let  one  of  these  vessels,  A,  be  exhausted  of  its  air,  and 
let  the  other,  B,  have  air  in  it  at  the  atmospheric,  or  a greater 
than  the  atmospheric  pressure.  First,  let  the  connecting  pipe 
be  supposed  to  be  long  and  narrow ; on  opening  the  stopcock 
air  will  rush  over  from  B into  A,  and  the  flow  of  air  will  con- 
tinue uniformly  in  the  pipe  in  one  direction  until  the  pressure 
in  A and  B is  equalised.  Second,  let  the  connecting  pipe  be 
very  short  and  large,  so  that  little  tubular  friction  is  offered  to 
the  flow  of  air.  Under  these  circumstances  the  result  of  open- 
ing the  tap  would  be  that  a rush  of  air  would  take  place,  which 
would  be  succeeded  by  a series  of  oscillations  of  the  air  in  the 
tube.  The  air,  in  fact,  rebounds  from  side  to  side,  and  the 
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equilibrium  is  only  finally  established  after  a series  of  gradually 
diminishing  oscillations  or  backward  or  forward  currents  of 
air  in  the  tube.  This  establishment  of  equilibrium  or  pressure 
by  oscillatory  movement  takes  place  when  the  resistance  to  the 
flow  is  small.  That  this  is  no  fanciful  description  is  proved 
by  the  experience  of  MM.  Clement  and  Desormes  in  their 
experiments  to  determine  the  ratio  of  the  specific  heats  of  gases. 
In  these  experiments  a large  glass  vessel  had  a partial  vacuum 
made  in  it.  A stopcock  was  then  quickly  opened  and  closed, 
and  the  pressure  of  the  air  determined  after  a short  time. 
These  experiments  were  repeated  by  MM.  Gay  Lussac  and 
Welter.  See  Journal  cle  Physique,  LXXXIX.,  1819,  428,  and 
Ami.  de  Ch.  et  de  Phys.  [1],  XIX.,  1821,  436. 

M.  Cazin  {Ann.  de  Ch.  et  de  Phys.  [3]  LXVI.,  1862,  206) 
first  pointed  out  a source  of  error  which  resulted  from  these  air 
oscillations,  and  showed  that  the  final  pressure  depended  upon 
the  phase  of  the  oscillation  at  which  the  stopcock  is  closed. 

These  examples  are  sufficient  to  indicate  that  when  a material 
system  of  bodies  having  inertia  is  displaced  against  elastic  forces 
which  compel  it  to  return,  if  free,  to  a definite  position,  whilst 
at  the  same  time  its  motion  is  resisted  by  actions  of  the  nature 
of  frictional  resistance  which  dissipate  its  energy,  we  have  a 
resulting  motion  which  may  be  oscillatory  or  non-oscillatory, 
according  to  the  relation  of  the  constants  of  the  system.  Under 
certain  conditions  as  to  mass,  or  inertia  and  friction,  we  have 
oscillations  dying  gradually  away.  Under  other  conditions  we 
have  a gradual  return  to  the  original  position  without  ever 
passing  it.  The  motion  is  then  said  to  be  perfectly  dead-heat. 
We  shall  investigate  presently  the  conditions  which  must  hold 
good,  and  the  relation  between  the  inertia  factor,  in  virtue  of 
which  the  moving  system  possesses  kinetic  energy,  and  the 
resistance  factor,  in  virtue  of  which  the  energy  bestowed  upon 
the  system  at  its  first  displacement  is  frittered  away  into  heat, 
in  order  that  the  motion  may  be  vibratory  or  dead-beat. 

When  a condenser  or  Leyden  jar  is  discharged  through  a 
conductor,  the  potential  energy  runs  down  in  the  form  of  an 
electric  current.  In  this  case  we  have  a similar  state  of  things 
to  that  existing  when  a bent  spring  is  released.  This  trans- 
formation of  the  potential  energy  may  take  place  either  by  a 
vibratory  current,  that  is,  by  a series  of  electrical  oscillations — or 
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by  a uni-directional  discharge.  It  is  highly  probable  that  Prof. 
Joseph  Henry,  as  far  back  as  1842,  was  the  first  to  recognise 
that  the  discharge  of  a condenser  might  be  of  an  oscillatory 
character.  It  is  remarked  by  him*  that  “ The  discharge, 
whatever  may  be  its  nature,  is  not  correctly  represented  by 
a single  transfer  of  imponderable  fluid  from  one  side  of  the 
jar  to  the  other  ; the  phenomena  require  us  to  admit  the 
existence  of  a principal  discharge  in  one  direction  and  then 
several  reflex  actions  backward  and  forward,  each  more  feeble 
than  the  preceding,  until  equilibrium  is  attained.  All  the 
facts  are  shown  to  be  in  accordance  with  this  hypothesis,  and 
a ready  explanation  is  afforded  by  it  of  a number  of  phenomena 
which  are  to  be  found  described  in  the  older  works  on  electricity, 
but  which  have  until  this  time  remained  unexplained.”  A little 
later  on  in  the  Paper  he  gives  an  explanation  of  the  reversal 
of  polarity  of  the  needles  by  the  oscillatory  discharge.  In  his 
celebrated  Essay,  “ Erhaltung  der  Kraft  ” (Berlin,  1847), 
Helmholtz  alluded  also  to  such  a possible  form  of  electric 
discharge  in  the  following  words  : “We  assume  that  the  dis- 
charge (of  a jar)  is  not  a simple  motion  of  the  electricity  in  one 
direction,  but  a backward  and  forward  motion  between  the 
coatings  in  oscillation,  which  become  continually  smaller  until 
the  entire  vis  viva  is  destroyed  by  the  sum  of  the  resistances.” 
He  adds : “ The  notion  that  the  discharge  consists  of  alter- 
nately opposed  currents  is  also  favoured  by  the  phenomena 
observed  by  Wollaston  while  attempting  to  decompose  water 
by  electric  shocks,  that  both  descriptions  of  gases  are  evolved 
at  both  electrodes.”  The  investigation  which,  however,  marks 
an  epoch  in  this  subject  is  the  Paper  by  Lord  Kelvin  (then  Sir 
William  Thomson)  in  the  June  number  of  the  Philosophical 
Magazine  for  1853,  on  “ Transient  Electric  Currents.”  In 
this  Paper  the  author  discusses,  first,  the  equations  which 
determine  these  currents  at  any  instant  when  a condenser  or 
Leyden  jar  is  discharged  through  a conductor.  The  dis- 
charging conductor  is  supposed  to  have  self-induction,  or  as 

* “ The  Scientific  Writings  of  the  late  Prof.  Joseph  Henry.”  Washing- 
ton : 1886,  Vol.  I.  This  statement  of  Prof.  Henry  had  attention  directed 
to  it  by  Mr.  A,  D.  Paine  in  Ike  Electrician  of  November  2,  1888,  p.  831. 
It  had  been  previously  mentioned,  however,  in  the  sketch  of  the  life  of 
Prof.  Joseph  Henry,  given  in  the  Encyclopcedia  Brittanica,  Ninth  Edition. 
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Lord  Kelvin  then  called  it,  “ electro -dynamic  capacity,”  and 
also  to  have  ohmic  resistance,  which  is  constant,  and  indepen- 
dent of  the  rate  of  discharge.  On  these  two  assumptions  he 
builds  up  an  equation  which  mathematically  contains  the  whole 
theory,  as  follows  : — 

If  C is  the  electrostatic  capacity  of  the  jar  or  condenser,  and 
R the  ohmic  resistance,  and  L the  constant  inductance  of  the 
discharging  conductor  ; and  if  q is  the  electric  quantity  in  the 
jar,  and  v the  potential  difference  of  its  coatings  at  any  instant 
t,  then  by  the  definition  of  electric  capacity  we  have 


and  ^ 
d t 


q==Gv, 

i = the  current  at  that  instant  in  the  conductor,  which 


is  equal  by  Ohm’s  law  to 


By  the  principle  of  conservation 


of  energy  the  rate  at  which  electro-magnetic  energy  is  being 

taken  up  by  the  conductor,  viz.,  — (|  L ^2),  together  with  the 

d t 

rate  at  which  energy  is  being  dissipated  as  heat  in  the  con- 
ductor, viz.,  (by  Joule’s  law),  must  be  equal  to  the  rate  of 
decay  of  the  energy  contained  in  the  jar,  or  to 


Hence 


or 


=Li  — VEt'-; 
Cdt  dt 


but  ^ = 


<1^ 

d 


fore 


or  the  current  is  the  rate  of  loss  of  charge,  there- 


d '^  q Ridq  1 

L iTth^C 


q = 0. 


(115) 


The  value  of  q,  or  the  charge  in  the  jar  at  any  instant,  is 
given  by  the  solution  of  this  equation. 

Let  us  write  the  equation  in  the  form 


+a-A  + hq  = 0. 
d C d t 


In  order  to  solve  this  equation  we  may  proceed  as  follows : 
The  charge  q in  the  jar  begins  by  possessing  a certain  initial 
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value,  and  ends  by  being  zero.  Let  us  assume  that  q can  be 
expressed  as  a function  of  the  time  t in  the  form  q = ke^\ 
where  A is  a constant  and  e is  the  base  of  the  Naperian 
logarithms,  and  m is  also  a certain  function  determined  by 
the  capacity,  resistance,  and  inductance  of  the  system.  For 
it  is  clear  that  by  a suitable  value  for  A and  vi  the  func- 
tion A may  be  made  to  express  the  mode  in  which  the 
charge  q dies  away  with  increase  of  the  time  t.  The  problem 
is  reduced,  then,  to  finding  A and  m.  The  solution  of  nearly 
every  differential  equation  is  by  a process  of  happy  guessing ; 
there  is  generally  no  systematic  or  direct  method  of  obtaining 
the  required  result.  Take,  then,  the  expression  q = ke'*^^\ 
form  the  first  and  second  differential  coefficients,  and  sub- 
stitute these  results  in  the  original  equation,  and  we  arrive 
at  the  expression 

Ae'^*{m^  + am  + h)  = 0. 

Hence,  the  value  A e’”'  assumed  for  q will  satisfy  the  equa- 
tion (115) ; that  is,  when  substituted  for  q in  the  original 
expression,  render  it  zero,  provided  that  ni  is  such  a quantity 
that  = The  two  roots  of  this  last  quadratic 

equation  are  obtained  by  a simple  solution,  and  they  are 


Two  cases  then  arise,  yirsi,  when  ^ is  greater  than  b — that 

1 R'^  1 

is,  when is  greater  than  , or  — — greater  than  _ . In 

4 L L C 4 L C 

this  case  the  roots  of  the  quadratic  are  real,  and  if  we  call 
them  oHi  and  rn^  we  can  say  that  the  solution  of  the  dif- 
ferential equation  is 

^ = (116) 


where  A and  B are  constants  determined  by  the  initial  circum- 
stances of  the  discharge,  and  and  are  equal  respectively 

to  - - -i-  /—  - h and  - - - ~ - h.  This  solution  for  the 

2 V 4 2 V 4 _ 

value  of  q is  called  an  exponential  solution,  and  it  indicates 
that  under  these  circumstances  when  the  inductance,  resistance 


378 


DYNAMICAL  THEORY  OF  INDUCTION. 


and  capacity  are  of  such  magnitudes  that  R is  greater  than 


, the  quantity  q dies  away  regularly,  diminishing  with 


the  time  in  a continuous  manner.  In  this  case  the  discharge 
of  the  jar  is  always  in  one  direction,  and  the  current  or  rate  of 


of  the  charge  is  also  always  in  one  direction. 


If,  however,  R is  less  than 


then 


IS  a nega- 


tive quantity,  and  the  square  root  of  it  is  an  imaginary  one, 
and  the  roots  of  the  quadratic  am-{-h  = 0 are  unreal. 
It  is  shown  in  treatises  on  algebra  that  a quadratic  equation 
has  either  two  real  or  two  imaginary  roots,  and  when  this  last 
is  the  case  the  roots  of  the  quadratic  can  always  be  expressed 
in  the  form  a + ^ V - 1 . 

Accordingly,  the  solution  of  the  original  equation  (115) 
under  these  circumstances  is  of  the  form 


By  a simple  transformation,  based  on  the  employment  of 
the  exponential  values  of  the  sine  and  cosine,  as  given  on 
page  106,  this  solution  can  be  thrown  into  the  form 

7 = (Pcos/3i  + Pi  sin  ^ 0 . . . (118) 

where  P and  P^  are  constants,  and 


a 


a 

2 


R 

2L’ 


and  P 


A--= 

V 4 V LC 


R^ 

4L2' 


The  general  result  is  then  that  the  equation 


(Dq  Rdq  1 
dt  L C 


q = 0. 


has  two  solutions — one,  called  the  dead  heat  case  which  applies 

when  R is  greater  than  and  is  of  an  exponential  form, 

V (j 

and  indicates  that  the  charge  q dies  away  regularly  with  lapse 
of  time,  and  the  discharge  current  is  uni-directional;  the 
other,  called  the  oscillatory  case,  which  applies  when  R is  less 

than  contains  sine  and  cosine  terms,  and  indicates  a 


C 


periodically  changing  discharge  decreasing  by  a series  of 
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oscillations,  in  whicli  case  the  charge  on  each  plate  of 
the  condenser  is  first  positive  and  then  negative,  but 
at  the  same  time  always  decreasing ; or,  in  other  words, 
is  a periodic  variation  superimposed  on  a steadily  decreasing 
variation,  the  currents  or  rates  of  discharge  following 
the  same  distinction.  These  two  modes  of  discharge,  or 


Curve  representing  the  Discharge  of  a Condenser  through  a Large  Eesistance. 
Discharge  Uni-directional  and  Continuous. 


Curve  representing  the  Discharge  of  a Condenser  through  a Small  Resistance. 
Discharge  is  Periodic  and  Alternate.  Maxima  gradually  diminishing  in  Geometric 
Progression. 

Fig.  137. 

solutions  of  the  difierential  equation,  are  best  indicated 
graphically  by  the  two  curves  in  Fig.  137,  in  which  the 
upper  curve  represents  the  gradual  decrease,  according  to  an 
exponential  law,  which  is  indicated  as  the  proper  solution  of 
the  equation,  when  the  value  of  R or  the  resistance  of  the 


380 


DYNAMICAL  TIIEOllY  OF  INDUCTION. 


one 


discharging  circuit  is  greater  than  and  the  lower 

the  oscillatory  discharge,  which  is  indicated  by  the  trigono- 
metrical solution  of  the  differential  equation,  when  the 

resistance  E is  less  than  When  E has  such  a 

^ C 

/4  L 

value  that  E =*/-—,  the  discharge  is  just  non- oscillatory. 


We  find,  then,  that  according  to  Lord  Kelvin,  analysis 
indicates  that  for  a certain  relation  between  the  resistance 
and  inductance  of  the  discharge  circuit  and  of  the  capacity  of 
the  jar  the  discharge  is  a simple  current  in  one  direction 
or  an  oscillatory  but  decreasing  current,  according  as  E 

/4T7 

is  greater  or  less  than  ^ . If  the  discharge  is  oscillatory, 

then  the  electrical  oscillations  are  isochronous,  and  the 
periodic  time  of  a complete  oscillation  is 

2tt 


T = 


re 


E^ 

4L^ 


for  in  the  second  solution  (118), 


q = / ^(P  cos  ^ t -f  Q sin  /3  i), 
we  see  that  at  intervals  of  time  equal  to  ^ the  sine  and  cosine 

terms  have  the  same  values,  since  sin  pt  = &m  ^ + and 

the  same  for  the  cosine.  Hence,  the  trigonometrical  factor  in 
the  value  for  q periodically  repeats  itself  in  value  at  intervals 

of  time  equal  to  - , and  is  zero  at  times  when  tan  pt  = 

Q 

Hence  the  complete  periodic  time  of  the  oscillation  is 

27r 

J /~1  E^’ 


V T.n  IT, 


LC  4L2 

and  the  frequency  of  the  oscillations,  or  number  in  one  second. 


1 


1 E^ 
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According^,  when  E 


there  are  no  oscillations  in  one 


second,  or  the  motion  is  just  non-oscillatory,  or  dead  heat.  In 
the  case  of  the  uni- directional  discharge  the  values  of  the  in- 
stantaneous current  ^in  the  discharge  circuit  can  be  represented 
as  we  have  seen  by  the  ordinates  of  an  exponential  curve,  and  in 
the  case  of  the  oscillatory  discharge  by  those  of  a periodic  curve 
whose  successive  maxima  descend  in  geometric  progression  as 
the  time  increases  in  arithmetic  progression.  During  equal 
intervals  of  time  the  whole  quantities  which  pass  decrease 
also  in  geometric  progression,  and  the  zero  points,  or  instants 
of  reversals  of  sign  of  current,  are  uniformly  separated. 

The  foregoing  predictions  of  analysis  have  been  confirmed 
by  the  experiments  of  Feddersen,  Paalzow,  Bernstein,  Blaserna, 
Helmholtz,  Schiller  and  Eood.  Lord  Kelvin  in  his  original 
Paper  pointed  out  and  suggested  the  application  of  Wheat- 
stone’s mirror  in  the  examination  of  the  discharge.  In 
Feddersen’ s experiments  the  spark  from  a Leyden  jar  battery 
was  taken  between  two  brass  balls  placed  in  front  of  a revolv- 
ing mirror.  The  discharge  was  passed  through  a high  resist- 
ance. The  image  of  the  spark  was  viewed  by  a telescope. 
Under  these  circumstances  the  image  of  the  spark  was  drawn 
out  when  the  mirror  revolved  into  a continuous  band  of  light 
in  a direction  perpendicular  to  that  of  the  discharge.*  When 
the  resistance  was  gradually  reduced  a point  was  reached  at 
which  the  image  was  broken  up  into  a series  of  separated 
strips,  each  strip  corresponding  to  a discharge.  This  showed 
that  the  discharge  was  intermittent. 

In  Paalzow’s  experiments  a similar  discharge  from  a Leyden 
battery  was  passed  through  a resistance  coil  and  through  a 
vacuum  tube,  and  the  image  of  the  discharge  in  the  vacuum 
tube  viewed  in  a revolving  mirror.  As  before,  with  a small 
resistance  the  image  consisted  of  a number  of  separate  images, 
each  of  which  corresponded  to  a discharge,  and  a bluish  light 
showed  itself  at  both  poles  of  the  vacuum  tube.  When  the 


* An  experimental  research  of  a very  complete  character  on  the  duration 
and  nature  of  the  discharge  of  a Leyden  jar  is  described  by  Prof.  Ogden 
Pood  in  the  American  Journal  of  l^^'cience  and  Arts  for  September,  1869  ; 
January,  1871;  September,  1871;  October,  1872;  November,  1872;  March. 
1873. 


382 


DYNA3nCAL  THEORY  OF  INDUCTION. 


resistance  was  increased  the  bluish  light  showed  itself  only  at 
one  pole.  In  the  former  case  a magnet  held  outside  the  tube 
split  the  discharge  into  two  lines  of  light,  showing  that  it  con- 
sisted of  currents  travelling  in  both  directions  ; but  in  the  last 
case  the  magnet  did  not  divide  the  discharge.  This  sufficiently 
indicated  that  with  a low  resistance  the  discharge  was  oscillatory 
and  alternate,  and  not  uniform  or  uni-directional. 

Feddersen  found  that  the  critical  resistance  at  which  the 
discharge  just  becomes  oscillatory  varies  inversely  as  the  square 
root  of  the  capacity  of  the  battery,  which  is  in  agreement  with 
the  predictions  of  theory. 

A good  account  of  the  researches  of  these  experimentalists  is 
given  in  Wiedemann’s  Galvanismus,  Part  II,  § 800,  et  seq."^ 

We  can  cast  the  expressions  for  the  charge  at  any  instant 
left  in  the  condenser  into  more  convenient  forms.  First, 
consider  the  dead-heat  case  (equation  116)  is 
q = ke^^^^  + De'^-^\ 

where  and  111.2  are  the  real  roots  of  the  quadratic  equation 
-ir  a in  h = 0 \ 


* For  the  sake  of  readers  wishing  to  pursue  the  subject  we  give  here  a 
few  references,  to  original  Papers,  in  which  are  included  some  collected 
by  IVIr.  Tunzelmann  in  a series  of  articles  on  Electrical  Oscillations  in 
The  Electrician  of  September  14,  1888,  and  succeeding  numbers. 

Feddersen,  Poggendorflf’s  Annalen,  Vol.  CIII.,  p.  69,  1858  ; Vol.  CVIII., 
p.  497,  1859  ; Vol.  CXIL,  p.  452,  1861  ; Vol.  CXIIL,  p.  437,  1861  ; Vol. 
CXV.,  p.  336,  1862  ; Vol.  CXVL,  p.  132,  1862. 

Paalzow,  Pogg.  Ann.,  Vol.  CXIL,  p.  537, 1861 ; Vol.  CXVIII.,  p.  178, 1863. 

Bernstein,  Pogg.  Ann.,  Vol.  CXLII.,  p.  54,  1871. 

Helmholtz,  Monatsherichtc  dcr  Berl.  Akad.,  1874. 

Kirchoff  Gesammelte  Ahhandlungen,  p.  168,  containing  remarks  and 
criticisms  of  Feddersen’s  results. 

Von  Oettingen,  Pogg.  Ann.,  Vol.  CXV.,  p.  115,  1862;  also  Jubelbaud, 
p.  269,  1874. 

L.  Lorenz,  Wiedemann’s  Annalen,  Vol.  VII.,  p.  161,  1879. 

Schiller,  Pogg.  Ami.  Vol.  CLIP,  p.  535,  1872. 

Mouton,  These,  Paris,  1876,  Journal  de  Physique,  Vol.  VI.,  pp.  5 and 
46,  1876. 

Kolacek,  Beibliitter  en  Wiedemann’s  Annalen,  Vol.  VII.,  p.  541,  1883. 

Olearsky,  Verhandlungen  der  Academie  von  Krakau,  Vol.  VII.,  p.  141, 
1882. 

Oberbeck,  Wiedemann’s  Annalen,  Vol.  XVII.,  pp.  816 — 1,040, 1882;  Vol. 

^ XIX.,  pp.  213  and  265,  1883. 

Bichat  et  Blondlot,  Comptes  Rendus,  Vol.  XCIV.,  p.  1,590,  1882. 
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and  as  a = 5 and  6 = , we  have  m-,  = - 

L CL  ^ 2JUV4L 


1 

L2  CL’ 

which  we  will  write  as  -a  + p,  and  similarly,  is  - a-  p. 

The  constants  A and  B are  determined  by  the  condition  that 
when  t = 0 the  charge  q is  the  original  charge  Q ; 


hence 


Q = A + B, 


(119) 


and  since  the  current  ^ at  any  instant  is  the  rate  of  loss  of 

charge,  or  - we  have  i = - A g mi « _ J3 

dt  dt 

when  ^ = 0,  ^ = 0. 

Hence  A + B = 0 (120) 

From  these  two  equations  (119)  and  (120)  A and  B are  deter- 
mined in  terms  of  and  or  of  a and  /?,  and  we  find 

a + P 


a=a:l^  q, 

2p  ^ 

a — P 


B 


2/3 


Q. 


Let  the  quantity 


Tg,  then  it  is  easily  seen  that  A = 

1-1“"  1-2 

and  the  equation  for  q may  be  written 


1 1 

— ~ be  called  T,  and  let be  called 

-p  a + P 

Ti  ^ T.  T 


Q,  and  B 


X 1 -L2 


Q, 


n—  Q /q* 


e I'l  — Tq  e 


'■r2|.  . . (121) 


The  ratio  of  the  potential  v of  the  condenser  at  any  instant 
to  its  original  potential  V is  the  same  as  that  of  q to  Q. 

The  two  quantities  Ti  and  are  such  that  their  sum  is 
equal  to  C E and  their  product  to  C L — statements  easily 
verified  by  taking  the  values  of  Ti  and  in  terms  of  a and  P, 

and  recollecting  that  a stands  for  and  p for 


R2  1 

^ , anu  p lor  a / — . 

2L  ^ V 4L2  CL 

Hence  also  the  current  i at  any  instant  is  given  by  the 

equation  ^ ^ ^ 

(122) 


^ = 


Q 


T, 


r --  - - 1 

I 


These  two  equations  (121)  and  (122)  contain  the  complete 
solution  of  the  discharge  in  the  dead-beat  case,  giving  the 
current,  potential  and  quantity  at  any  instant  reckoned  from 
the  moment  of  closing  the  circuit  of  the  condenser. 
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Suppose  that  the  discharging  circuit  possesses  no  inductance, 
then  L = 0,  and  the  equation  reduces  to 

_ ± 

q = Qe 

In  the  above  expression  the  product  K C,  or  the  product  of  the 
resistance  of  the  discharging  circuit  and  the  capacity  of  conden- 
ser, is  a quantity  of  the  dimensiojis  of  a time,  and  is  called  the 
time  constant  of  the  condenser.  It  represents  the  time  in  which 

the  charge  of  the  condenser  falls  to  ith  part  of  its  original  value 

(e  being  2-71828).  Let  R C be  denoted  by  T.  Then  if  we  begin 

with  a charge  Q,  in  a time  T the  charge  left  is  In  a time 

e 

2 T it  is  and  in  a time  w T it  is  Now,  since  = (2-71828)^, 

or  nearly  20,  and  is  nearly  54,  it  follows  that  in  time  7 T 
only  one-thousandth  of  the  original  charge  remains,  and  in  a 
time  21  T only  one  thousand  millionth  ; so  that  in  a period  of 
time  equal  to  5 or  6 times  the  length  of  the  time  constant  the 
condenser  is  practically  discharged.  If  the  discharging  circuit 
possesses  inductance  then  in  the  dead-beat  case  there  are  two 
time  constants  of  unequal  importance.  These  are  the  quantities 
we  have  called  Ti  and  T2  above.  Tj  is  the  larger  of  the  two. 
The  rapidity  of  decay  of  the  charge  with  an  inductive  dis- 
charger depends  chiefly  on  T^  For  if  we  refer  again  to  equa- 
tion 121,  we  see  that  q will  become  zero  when  the  quantity 

- i - * 

in  the  bracket,  viz.,  the  function  {Ti^  Ti-Tg^  L},  becomes 
zero. 

Starting  with  given  values  of  Ti  and  T2  depending  on  the 
values  of  L,  C,  and  R,  and  knowing  that  Ti  is  greater  than 
T2,  the  function  starts  with  a value  equal  to  Ti  - T2  when  t = 0, 
and  as  t increases  without  limit  both  exponentials  tail  away 
down  to  zero ; but  since  Tj  is  greater  than  T2,  the  first  expo- 

_ t 

nential,viz.,  e L,  is  longer  getting  down  to  practical  zero 

than  the  other.  Hence,  the  evanescence  of  e L practically 
determines  the  time  of  discharge  of  the  condenser,  and  we 
may  call  Tj  the  principal  time  constant  of  the  system. 
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If  we  call  the  expression  A,  then  bearing  in  mind  that 

T,=  — i-  and  T2  = — — where  a = and  /?=  . / — L_ 

* a-/3  a.  + ji  2L  ^ ^ it?  CL’ 

we  can  express  and  Tg  in  terms  of  A and  C R or  T,  and  we 

have  by  simple  substitution 

T = 


and 


T.= 


1-  ^/l-4A’ 
2T  A 


1 + x/l  - 4 A’ 
and  the  product  Tj  T2  = T'^  A. 

Hence,  if  a horizontal  line  is  taken,  on  which  the  values  of 
A are  set  off  {see  Fig.  138),  and  values  for  and  Ta  plotted 


Fig.  138. 


off  vertically,  the  locus  of  the  extremities  of  these  ordinates  is 
a parabola.  In  the  figure,  lengths  along  0 1 represent  values 
of  A,  and  the  corresponding  values  of  Tj  and  Ta  define  a 
parabola  P M 0,  such  that  0 P = T = C R,  and  the  ordinates  of 
the  upper  portion  P M of  the  curve  are  the  values  of  Tj,  and 
those  of  0 M are  those  of  T2.  The  value  of  A = J is  the  abscissa 

0 A,  for  which  = T2,  for  when  \ then  /?  = 0,  and  in 

C R^ 

CO 
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this  case  Ti  = T2,  and  Tj  has  its  minimum  value.  For  this 
particular  value  of  A,  which  is  just  the  value  when  the  dis- 
charge ceases  to  be  dead-beat,  and  becomes  oscillatory — that 

is,  when  or  — the  time  constants  have  equal 


4L2 


or . 

CL  CE^' 


values,  and  Tj  becomes  a minimum.  Hence,  for  this  particular 
value  of  the  inductance  the  time  of  discharge  of  the  condenser 
is  a minimum,  and  less,  therefore,  than  the  time  of  discharge 
when  the  discharge  circuit  has  no  inductance.* 

Turning  next  to  the  case  when  the  inductance  of  the  dis- 

T?2 

charge  circuit  is  such  that  A is  greater  than  -J,  or  when  is 

^ 4 

less  than , we  have  to  consider  the  periodic  function  which 

C L 

then  applies. 

Eeferring  to  equation  118  for  the  value  of  q in  terms  of  t we 
have 


q = / ^ (P  cos  ^ i -f  sin  1), 


E 


where  a = - — as  before,  but  B now  stands  for 
2L 


fT 

VCL 


E2 

4L2' 


From  the  conditions  that  q = Q when  t = 0,  and  that  when 
i = '^  = 0,  we  find  that  P = Q and  P^  = Q 


E 


Hence,  q = Qe  | cos  ^ ^ -f  - — sm 

I 2 p L 

On  the  convention  that  y is  such  an 


pt). 


that 


tan  y 


_2L/5 
E ' 


we  can  write  the  above  expression 


and 


dt  /3LC 


Hence,  we  see  that  the  expression  for  the  currents  and  for  the 
remanent  quantity  of  electricity  at  any  time  t consists  of  a 
periodic  part,  which  is  a sine  function,  and  a decreasing  part, 

* This  appears  to  have  been  first  noticed  by  Dr.  W.  E.  Sumpner  {Phil. 
Mag.,  June,  1877),  and  discussed  by  Prof.  Oliver  Lodge  in  an  interesting 
paper  in  The  Electrician  for  May  18,  1888,  p.  39,  from  which  article  some 
portion  of  the  above  paragraph  and  figures  have  been  taken. 
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which  is  an  exponential  function,  and  that  the  rate  of  decay 
of  the  maxima  of  the  waves  is  determined  by  the  value  of 
E 2 Li 

in  other  words,  is  the  time  constant  for  the  oscillatory 
2 Li  E 

form  of  discharge. 

This  is  expressible  as  2 T A in  our  notation,  and  is,  hence, 
simply  proportional  to  A.  In  Fig.  138  the  variation  of  the 


time  constant  Tg,  or 

E 


for  oscillatory  discharge  is  represented 


by  the  straight  line  M Q. 

The  really  important  part  of  the  time  constant  curve  is  the 
part  P M Q,  consisting  of  a bit  of  a parabola  and  a straight 
line,  and  having  a minimum  ordinate  corresponding  to  A = J. 

The  current  at  different  times  for  the  two  cases  A = 0 and 
A = J are  plotted  in  Figs.  139  and  140. 

For  A = |-  we  have  Tg  = T,  since  Tg  = 2 T A.  In  other  words, 

the  time  of  discharge  of  the  condenser  when  J is  the 

C E 


same  as  when  L = 0,  and  just  double  that  when  A = J ; and  in 
this  last  case  the  rate  of  discharge  is  a maximum.  Hence,  so 
far  from  reducing  the  rate  of  discharge,  a little  self-induction 
in  the  discharge  circuit  is  a positive  help  to  the  condenser  in 
getting  rid  of  its  charge.  Dr.  Sumpner*  has  pointed  out  that 
since  a lightning  discharge  resembles  that  of  a condenser,  a 
little  inductance  in  a lightning  rod  may  assist  matters  instead 
of  blocking  the  way  of  the  discharge. 

A pendulum  swinging  in  treacle  was  long  ago  suggested  by 
Lord  Eayleigh  as  a mechanical  analogue  to  the  Leyden  jar  dis- 
charge. Dr.  Lodgef  has  pointed  out  that  we  may  make  the 
analogy  exact  by  considering  a loaded  spring  bent  aside  or 
compressed  in  a resisting  medium  in  such  way  that  gravity  is 
not  concerned  in  the  motion  and  then  let  go. 

The  pliability  of  the  spring  corresponds  to  the  capacity  of 
the  condenser,  its  displacement  to  the  electric  charge.  The 
load  or  inertia  corresponds  to  the  self-induction  of  the  circuit ; 
the  viscosity  of  the  fluid  to  its  resistance.  If  the  viscosity 
friction  be  supposed  to  vary  accurately  as  the  speed,  then  the 
equation  of  motion  is 

m — - E V = E 0?, 
dt 


Log.  cit. 


t See  The  EUctrioian^  May  18,  1888,  p.  41. 
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where  x is  the  displacement  and  v the  velocity  = - Writing 

1 d t 

L for  m,  and  - for  C,  and  x for  Q,  we  have  the  condenser 


Curve  I.  represents  the  strength  of  the  discharge  current  of  a condenser  in  a circuit 
of  no  self-induction.  To  = S R.  This  curve  corresponds  to  the  point  P in  Pig.  138. 

Curve  II.  represents  the  strength  of  the  discharge  current  ot  the  same  condenser 
in  a circuit  of  the  same  resistance,  but  with  self-induction  enough  just  to  bring  the 
discharge  to  the  verge  of  oscillation,  this  being  the  condition  whicli  effects  complete 
discharge  in  the  shortest  time  possible.  This  curve  corresponds  to  the  point  A1  in 
Pig.  138. 


Curve  I.  shows  the  charge  remaining  in  the  jar  at  any  time,  the  circuit  being 
practically  devoid  of  self-induction. 

Curve  II.  shows  the  same  thing  for  L = J S Il2_that  is,  for  the  quickest  discharge 
possible.  At  first  Curve  I has  the  advantage,  but  at  a time  1-26  RS  the  second 
curve  overtakes  it  and  discharges  the  jar  more  rapidly. 

equation  (115);  the  two  are  seen  to  be  the  same,  and  every- 
thing we  have  said  of  the  electrical  problem  applies  to  the 
mechanical  one. 
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It  is  obvious  mechanically  that  if  the  resistance  is  moderate 
and  the  mass  considerable,  the  recoil  of  the  spring  will  be 
accompanied  by  oscillations,  and  that  with  great  resistance  and 
small  inertia  the  motion  will  be  a slow  sliding  back  without 
oscillation  ; and  there  must  exist  between  the  strength  of 
the  spring,  the  mass  of  its  load,  and  the  viscosity  resistance 
of  the  medium  some  definite  relation  which  shall  constrain 
the  recoil  to  be  dead  beat,  just  returning  to  the  original 
position  of  equilibrium  without  overshooting  the  mark.  This 
relation  is  now  seen  to  be 

= 4 R m, 

and  under  these  circumstances  the  recovery  of  the  spring  is 
effected  in  the  shortest  possible  time. 

In  addition  to  the  experimental  researches  of  Blaserna,  to 
which  reference  has  been  made  at  page  246  et  seq.,  very 
extensive  experiments  have  been  made  by  Bernstein"^'  and  by 
Moutonf  on  the  subject  of  electrical  oscillations  in  the  case  of 
induced  currents.  Bernstein’s  experiments  were  made  with  a 
revolving  wheel  interrupter,  which  closed  a primary  circuit,  and 
for  a very  short  time,  at  a determinable  period  after  the  closure 
of  the  primary,  put  the  secondary  circuit  in  series  with  a delicate 
ballistic  galvanometer.  In  this  way  the  state  of  the  secondary 
circuit  could  be  investigated  at  various  instants  of  time  after 
closing  or  opening  the  primary  circuit,  and  the  general  results 
of  Blaserna  were  confirmed.  In  Mouton’s  experiments  a rather 
different  form  of  commutator  (see  J amin’s  “ Cours  de  Physique,” 
Vol.  IV.,  p.  201,  third  edition)  was  employed  to  break  a 
primary  circuit  and  to  examine  with  a quadrant  electrometer 
the  electrical  state  of  the  terminals  of  an  open  secondary 
circuit  at  various  instants  afterwards.  Mouton  found  that  a 
potential  difference  declared  itself  at  less  than  one  four-mil- 
lionth of  a second  after  rupture  of  the  primary,  and  that  this 
potential  difference  died  away  with  decreasing  amplitude  by 
rapidly  reversing  sign,  thus  indicating  the  existence  of  electrical 
oscillations  set  up  in  the  open  secondary  circuit.  The  duration 
of  the  first  semi-oscillation  was  greater  than  that  of  succeeding 
ones.  In  the  case  of  a secondary  circuit  of  13,860  turns  he 

* Pogg.  Ann.,  Vol.  CXLII.,  p.  54,  1871.  ’ 

t “Etude  Experimental  sur  les  Phdnomenes  d’Induction  Electrodyna- 
mique.”  Thdse  de  Doctorat,  1876. 
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found  that  the  first  semi-oscillation  had  a duration  of  110 
millionths  of  a second,  and  the  succeeding  ones  about  77 
millionths  of  a second,  and  he  was  able  to  count  about  30 
complete  oscillations. 

§ 7.  The  Function  of  the  Condenser  in  an  Induction  Coil. — 

Fizeau  appears  to  have  been  the  first*  to  suggest  that  the 
action  of  an  induction  coil  employed  for  raising  the  electro- 
motive force  of  a current  would  be  increased  by  the  employ- 
ment of  a condenser.  Its  mode  of  use  is  as  follows  : — Let  P 
be  a primary  circuit  which  takes  current  from  a few  cells  of  a 
battery,  and  let  I be  an  interrupter  in  the  primary  circuit,  either 
automatically  worked  by  the  magnetisation  and  demagnetisation 
of  the  iron  core  or  by  any  other  means.  Let  S be  a secondary 
circuit  of  many  more  turns  and  high  resistance.  Under  these 
circumstances  each  break  of  the  primary  current  is  accompanied 
by  the  production  of  an  electromotive  force  in  the  secondary  cir- 
cuit capable  of  producing  a discharge  across  an  air  space  in  the 
secondary  circuit.  This  electromotive  force  in  the  secondary  is 
increased  by  any  action  tending  to  increase  the  suddenness  of 
the  stoppage  of  the  primary  current,  and  decreased  by  anything 
promoting  a spark  at  the  points  of  rupture  of  the  primary  circuit. 
Fizeau  found  that  if  a condenser,  formed  of  alternate  sheets  of 
tinfoil  and  mica  or  paraffined  paper  in  such  fashion  as  to  form 
a Leyden  jar,  has  its  two  opposite  coatings  connected  with  the 
two  extremities  between  which  the  rupture  of  the  primary 
circuit  takes  place,  then  the  electromotive  force  in  the  secon- 
dary circuit  under  these  circumstances  is  increased.  In 
most  current  text-books  this  action  is  explained  by  saying 
that  the  extra  current  in  the  primary  circuit,  instead  of 
being  expended  in  making  a spark  at  the  contact  points, 
darts  into  the  condenser  and  hastens  the  decay  of  the  primary 
current.  This  explanation  as  generally  given  is,  however,  very 
imperfect.  A more  complete  examination  of  the  nature  of  the 
condenser  action  has  been  given  by  Lord  Kayleigh  (Phil.  Mag., 
Vol.  XXXIX.,  1870,  p.  428,  et  seq.).  In  the  experiments  there 
detailed  a sewing  needle  was  submitted  to  the  magnetising  action 
of  an  induced  secondary  current  produced  by  the  “ break  ” of 
the  current  in  a primary  circuit.  In  some  previous  experiments 

* Comptes  Rcndus,  Vol.  XXXVL,  p.  418,  1853. 
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by  tbe  same  writer  {Phil.  Mag.,  July,  1869,  p.  9)  it  bad  been 
shown  that  the  magnetising  effect  of  the  secondary  current 
was,  cet.  'par.,  proportional  to  the  initial  strength  of  the  in- 
duced current,  and  that  this  initial  strength  was  proportional 
to  the  quotient  of  M by  N,  or  to  the  value  of  the  ratio  of  the 
coefficient  of  mutual  induction  to  the  coefficient  of  self-induc- 
tion of  the  secondary  circuit.  It  was  then  found  that  the  mag- 
netising effect  of  the  secondary  current  was  greatly  increased 
by  connecting  the  plates  of  a condenser  respectively  to  the 
two  points  between  which  the  break  of  the  primary  circuit 
occurred.  The  complete  investigation  of  the  values  of  the 
induced  and  primary  currents  would  under  these  conditions  be  a 
good  deal  more  complicated  than  the  investigation  of  the  more 
simple  case  of  the  discharge  of  a condenser  through  a single 
inductive  circuit.  We  are  here,  however,  only  concerned  with 
the  first  part  of  the  electrical  motion,  the  manner  in  which  the 
currents  wear  down  under  the  action  of  the  resistances  being 
of  subordinate  importance.  It  appears  that  when  the  electrical 
motion  is  decidedly  of  the  oscillatory  type  the  first  few  oscil- 
lations will  take  place  almost  uninfluenced  by  resistance,  and 
on  this  supposition  the  calculation  (following  Lord  Rayleigh) 
becomes  remarkably  simple. 

Let  L,  M and  N be  the  primary,  mutual  and  secondary  in- 
ductance, and  let  i and  i'  be  the  primary  and  secondary  current 
strengths  at  any  instant,  and  q and  q'  the  quantities  of  elec- 
tricity which  have  flowed  through  these  circuits  from  the 
instant  of  beginning  to  reckon  the  time  t, 

then  ^S  — i and  ^ = I ; 

dt  dt 

and  if  we  neglect  resistance  effects,  as  we  can  do  at  the  instant 
after  “breaking”  the  primary  circuit,  and  call  C the  capacity 
of  the  condenser  bridging  across  the  “ break  ” of  the  primary 
circuit,  the  equations  giving  the  values  of  the  primary  and 
secondary  current  i and  i'  at  the  instant  after  breaking  the 
primary  circuit  are — 

— ’+^=0.  . . . (123) 

dt  dt  0 ^ 

M — + =0.  . 

dt  dt 


. . (124) 
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Eliminating  i'  we  have 


M.V»+?=o. 

N Au  c 


(125)  may  be  written 


V a) de  G 


(125) 


(12G) 


A differential  equation  of  this  type  always  indicates  an 
oscillatory  motion.  For,  consider  the  simple  periodic  function 

a;  = Asin  where  ^ = T being  the  periodic  time  of  the 

(Jj  OC  00 

motion,  we  have  — =})  A cos  p t,  and  — — -p^  A sin  p l ; 
d t d r 

hence,  -^  + p^  x = 0,  and  therefore  = A sin  pi  is  a particular 
solution  of  this  equation. 

In  the  above  differential  equation  p is  seen  to  be  27r  times 
the  frequency  of  the  oscillation. 

Accordingly,  equation  (126)  indicates  an  oscillation  of  the 
primary  current,  of  which  the  periodic  time  is  equal  to 


27r 


and  this  is  the  periodicity  of  the  electric  oscillation  set  up  in 
the  primary  at  the  first  instant  after  “break.” 

Equation  (124)  gives  by  integration  the  connection  between 
i and  i',  and  it  is 

M i + N = constant,  . . . (127) 

which  shows  that  the  currents  in  the  primary  and  secondary 
oscillate  synchronously,  the  maximum  of  the  one  coinciding 
with  the  minimum  of  the  other.  Since  i'  is  zero  at  the 
instant  of  “break,”  the  constant  in  equation  (127)  must  be 
equal  to  M I,  where  I is  the  current  strength  in  the  primary 
just  before  “breaking”  primary  circuit. 

Accordingly,  we  have 

.f  ]\I  / J .X 

so  that  when,  after  half  an  oscillation  of  the  primary,  i becomes 
equal  to  — I,  we  have 


(128) 
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This  equation  gives  us  the  initial  value  of  the  secondary 
current  i'  in  terms  of  the  value  of  the  primary  current  just 
before  the  “ break  ” when  the  condenser  is  used.  Comparing 
equation  (128)  with  the  results  on  page  236,  where  it  is  shown 
that,  if  the  condenser  is  not  used  across  the  “break”  of  the 
primary,  the  initial  value  of  the  secondary  current  under  the 

M 

assumption  of  a perfectly  sudden  break  is  equal  to  —I, 

we  see  that  the  value  of  the  secondary  current  just  imme- 
diately after  the  break  of  the  primary,  is  double  that  which 
is  there  deduced  as  the  value  when  the  primary  is  simply 
suddenly  stopped  without  the  intervention  of  the  condenser. 
Stripped  of  symbolism,  what  the  above  amounts  to  is  this  : if 
a condenser  is  inserted  across  the  “ break  points  ” of  a primary 
circuit,  then  on  breaking  the  primary  circuit,  the  primary 
current  continues  to  run  on  into  the  condenser  for  a short  time  ; 
it  then  rebounds,  and  is  reversed  in  sign,  retaining  initially  its 
full  strength.  The  electromotive  force  set  up  in  the  secondary 
circuit  is  then  the  result  of  a stoppage  of  a primary  current  and 
its  immediate  reversal  in  direction,  and  this  is  equivalent  to  the 
removal  of  a certain  number  of  lines  of  induction  from  the 
secondary  circuit,  and  their  immediate  insertion  into  it  in  the 
opposite  direction.  Hence,  when  a condenser  is  so  employed, 
the  inductive  electromotive  force  in  the  secondary  must  be  just 
double  that  which  it  would  be  if  there  were  no  such  rebound 
of  the  primary.  The  condenser  acts  by  setting  up  electrical 
oscillations,  and  it  does  away  with  the  spark,  or  largely  dimi- 
nishes it,  in  virtue  of  the  fact  that  the  condenser  acts  at  the 
moment  of  “ break”  as  if  it  were  a shunt  circuit  of  negative 
self-induction,  only  with  this  difference — that  instead  of  dissi. 
pating  energy  like  a conducting  circuit  it  returns  it  again  to 
the  primary  circuit  in  the  form  of  a reversed  current,  and 
increases  the  total  change  of  induction  through  the  secondary 
circuit  in  the  short  interval  of  time  immediately  succeeding 
the  “ break.” 

Since  the  sparking  distance  of  the  secondary  current  depends 
on  the  initial  electromotive  force  in  the  secondary — that  is,  on 
the  maximum  of  the  electromotive  force — we  see  that  the  con- 
denser so  applied  can  greatly  increase  the  sparking  distance 
of  the  secondary  discharge. 
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The  action  is  essentially  a phenomenon  of  resonance.  The 
condenser  causes  an  elastic  recoil  in  the  current  and  enables 
the  electro-kinetic  energy  of  the  steady  primary  current  to  be 
utilised  in  producing  secondary  electromotive  force  rather  than 
suffer  dissipation  in  the  form  of  a contact  spark.  In  order  to 
be  efficient  in  quenching  spark  the  capacity  of  the  condenser 
must  be  great  enough  to  take  the  full  primary  current,  or 
to  receive  charge  at  a rate  equal  to  the  delivery  of  the  full 
primary  current  for  a time  during  which  the  contact  or  break 
points  are  separating  to  a distance  too  great  to  permit  of  much 
sparking  jumping  across.  There  is  a certain  capacity  of 
condenser  suitable  for  any  given  coil  which  produces  the  most 
beneficial  result  in  quenching  contact  spark  and  lengthening 
secondary  spark.  The  required  capacity  is  best  determined  by 
trial,  since  the  experimental  data  necessary  to  furnish  the 
means  to  calculate  it  would  be  probably  more  difficult  to  obtain, 
owing  to  the  fact  that  it  will  be  determined  by  several  variables, 
viz.,  the  effective  resistance  and  inductance  of  the  primary 
circuit,  the  rate  of  breaking,  and  probably  also  by  the  ampli- 
tude of  movement  of  the  “ break  points.”  If  the  primary  coil 
of  an  induction  coil  is  traversed  by  an  alternating  current  then 
the  condenser  as  ordinarily  used  becomes  superfluous.  It  will 
be  remembered  that  the  late  Mr.  Spottiswoode  obtained 
secondary  sparks  of  great  magnitude  from  his  large  coil  by  so 
using  the  alternating  current  of  a De  Meritens  machine. 

If  a condenser  is  discharged  through  a circuit  of  which  the 
resistance  is  so  small  that  it  may  be  neglected  in  numerical 
comparisons,  then  the  equation  of  discharge  is 


L 


^ q 

dt^  0 


= 0, 


where  the  symbols  have  the  same  signification  as  before.  As 
above  explained,  this  indicates  that  the  discharge  is  oscillatory, 
and  that  the  time  of  a complete  oscillation  is  27r 

In  describing  the  experiments  of  Blaserna  we  saw  that  the 
frequency  of  the  electrical  oscillation  set  up  in  circuits  on 
starting  and  stopping  currents  in  them  could  be  reckoned  by 
tens  of  thousands  per  second.  In  the  case  of  Leyden  jars  dis- 
charged through  very  short  circuits,  the  frequency  may  rise  to 
numbers  reckoned  by  millions  per  second.  Since  the  frequency 
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of  luminous  vibrations  falls  between  400  and  700  billions 
per  second,  these  condenser  oscillations  fall  in  frequency  in  the 
gap  between  the  acoustic  and  luminous  vibrations. 

It  is  of  interest  here  to  note  that  since  these  electrical 
oscillations  in  a circuit  are  creating  pulsatory  electrical  dis- 
turbances, which  spread  out  from  the  wire  laterally,  the 
wire  in  which  the  electrical  oscillations  are  going  on  is 
virtually  emitting  “light,”  although  not  such  light  as  can 
affect  our  eyes.  The  ether  waves  in  the  case  of  these  elec- 
trical disturbances  are  too  long  to  be  eye-affecting.  If  the 
velocity  of  a wave  disturbance  is  V,  and  the  wave  length  is  A, 
and  the  frequency  of  the  oscillations  corresponding  to  this 
wave  length  is  n,  then  Y = nX,  for  the  wave  motion  travels 
over  the  length  of  one  wave  in  the  time  of  one  complete  oscil- 
lation. In  the  case  of  ether  disturbances  we  have  seen  that 
V is  3 X 10^°  centimetres  per  second,  or  186,000  miles  per 
second.  Hence  when  the  frequency  of  the  electrical  oscilla- 
tions is  known,  the  wave  length  of  the  lateral  disturbance 
emitted  can  be  found.  According  to  Dr.  Lodge,  a microfarad 
condenser  discharging  through  a good  conducting  coil  having 
an  inductance  of  one  henry  gives  a current  alternating  160  times 
in  a second,  and  emits  ether  waves  about  1,200  miles  long. 
A gallon  Leyden  jar  (capacity  about  0-003  microfarad)  dis- 
charging through  a stout  wire  suspended  round  an  ordinary 
sized  room  emits  ether  waves  between  three  and  four  hundred 
yards  in  length,  its  current  alternating  at  the  rate  of  about  one 
million  per  second.  A pint  Leyden  jar  sparking  through  an 
ordinary  pair  of  discharging  tongs  gives  a current  of  15  million 
alternations  per  second,  with  ether  waves  some  20  yards  in 
length.  An  ordinary  electrostatic  charge  on  a sphere  two  feet 
in  diameter,  if  disturbed  in  any  way,  will  surge  to  and  fro  at 
the  rate  of  300  million  vibrations  per  second,  emitting  ether 
waves  a yard  long.  Electric  charges  on  bodies  of  atomic 
dimensions,  if  able  to  oscillate  at  all,  would  vibrate  thou- 
sands of  billions  of  times  a second,  and  produce  ultra-violet 
light. 

The  ordinary  use  of  a condenser  with  an  induction  coil  shows 
how  it  can  be  employed  to  neutralise  the  effect  of  self-induction 
in  a circuit.  We  have  considered  on  page  187,  § 31,  of  Chapter 
IV.,  the  case  of  a condenser  having  its  terminals  shunted  by  a 
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resistance,  and  the  combination  placed  in  series  with  an 
inductive  circuit  and  there  shown  that  capacity  can  neutralize 
self-induction.  We  may  also  consider  the  case  of  a condenser 
in  parallel  with  an  inductive  circuit  as  another  similar  problem. 
Let  L R (Fig-  140)  be  an  inductive  circuit,  and  let  the  ter- 
minals ab  he  closed  by  a condenser  C of  capacity  C.  Let  L be 
the  inductance  and  R the  resistance  of  the  coil.  Let  i be  the 
value  at  any  instant  of  a simple  periodic  current  sent  through 
the  relay  and  condenser  in  parallel,  and  let  be  the  simul- 
taneous current  strengths  at  that  instant  in  the  condenser 
circuit  and  the  coil  circuit.  As  the  potential  difference  of  the 
points  a and  b oscillates,  an  ebb  and  flow  of  current  is  produced 
in  the  condenser  circuit ; the  condenser,  in  fact,  is  charged  and 
discharged  by  the  periodic  current ; also  a periodic  current  is 
produced  in  the  inductive  circuit  L R.  The  current  in  L R 


i 

• 


c 


Fig.  140. 


lags  in  phase  behind  the  impressed  electromotive  force  or 
potential  difference  of  the  points  a b,  and  the  current  flowing 
into  the  condenser  lags  90deg.  in  phase  behind  the  same  im- 
pressed electromotive  force.  From  this  it  results  that  the 
mean  current  through  the  inductive  circuit  may,  under  some 
circumstances,  be  greater  when  the  condenser  is  joined  up  to 
its  ends  than  when  it  is  not  so  joined  ; its  effective  self-induction 
is  thereby  lessened,  and  it  acts  as  if  it  had  experienced  a 
diminution  of  self-induction.  The  condition  most  favourable 
for  producing  this  result  may  be  investigated  as  follows  : — 
Let  V be  the  potential  difference  of  the  points  a and  b at  the 
instant  when  the  current  in  the  undivided  circuit  is  i and  that 
in  the  branches  is  and  I'l.  We  then  have,  by  the  principle 
of  continuity, 


e = ^,  -f  7.2, . 


(129) 
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also  = 

and  L^*  + E!3=t),  ....  (181) 

and  we  may  take  the  original  current  before  division  to  be 
simply  periodic,  and  to  be  expressed  by 

^ = Isin^i (132) 

where  I is  its  maximum  value. 

Then  by  elimination  of  v and  and  i from  the  above  four 
equations  we  arrive  easily  at  the  equation — 

CL‘i!i?  + CE^  + 4 = Isin««.  . . (133) 

dt^  dt  ^ 

Now,  since  4 must  be  a simple  periodic  current  lagging  in 
phase  behind  that  of  the  undivided  current  i,  we  may  take 
to  be  of  the  form 

^2  = I2  sin  (p  ^ (131) 

I2  being  the  maximum  value  of  and  6 its  phase  lag  be- 
hind Ij. 

Hence,  by  differentiation  of  (134)  and  substitution  in  (133) 
we  arrive  at 

(1  - C Lp^)  I2  sin(pi  - 0) -f  C Ejt9l2COS  (p^-  ^)=Isinpf,  (135) 

which  by  the  lemma  on  page  161  may  be  written — 

P n/  (1  - C L -1-  (sin^  ^ ^ -1-  ^)  = I sin  pi (136) 

Both  sides  of  this  last  equation  are  the  expressions  for  the 
same  thing,  viz.,  the  value  of  i,  and  hence,  equating  the 
coefficients,  we  have 

(iy  = (l-CL/f + C-^E>^  . . (137) 

This  gives  us  the  value  of  the  ratio  of  the  maximum  or  mean 
values  of  the  strengths  of  the  undivided  current  and  the 
current  in  the  inductive  circuit.  If  we  differentiate  the 
right-hand  side  of  (137)  with  respect  to  C,  and  apply  the 
usual  criterion  to  ascertain  whether  we  have  a maximum 
or  minimum  value,  we  find  that  the  expression  on  the  right 
hand  side  of  (137)  has  a minimum  value  when 


(138) 
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In  other  words,  if  the  capacity  of  the  condenser  is  so  chosen  as 
to  have  a capacity  equal  numerically  to  the  quotient  of  the 
inductance  by  the  impedance  of  the  coil,  then,  under  these 
circumstances,  the  mean  strength  of  the  current  in  the  coil 
circuit  will  be  greater  than  the  mean  strength  of  the  current 
before  subdivision  ; and  it  is  easily  seen,  by  substituting  in 
equation  (137)  the  value  of  C given  by  (138),  which  makes  the 
ratio  of  current  strength  a minimum,  that  with  this  value  of 
the  capacity  the  strength  of  the  current  in  the  inductive  coil 
is  to  the  strength  of  the  current  before  division  in  the  ratio  of 
the  impedance  to  the  resistance  of  the  inductive  circuit. 

The  expression  (138)  gives  the  value  of  the  condenser  capacity 
which  will  produce  the  required  result  of  minimising  the  self- 
induction  of  a relay  of  resistance  E and  inductance  L when 
applied  to  it.  Another  problem  of  a like  kind,  but  not  so 
practically  useful,  is  the  investigation  of  the  behaviour  of  a 
condenser  when  joined  in  series  with  an  inductive  coil  and 
traversed  by  a simple  periodic  current.  Let  a condenser  of 
capacity  C be  joined  in  series  with  an  inductive  circuit  of 
resistance  E and  inductance  L,  and  let  a simple  periodic 
current  of  frequency  n be  sent  through  the  two  in  series.  It 
is  not  difficult  to  show  that,  if  we  take  p for  27r  n,  as  usual, 
and  if  the  capacity  and  inductance  are  so  related  to  the 

frequency  of  oscillation  that  p = - ^ , then,  under  these 

vL  C 

circumstances,  the  condenser  just  annuls  the  self-induction 
of  the  coil,  and  the  two  together  permit  the  passage  of  the 
same  current  which  would  traverse  the  coil  in  virtue  of  its 
resistance  E,  assuming  it  to  have  no  inductance.  This  is 
easily  proved  as  follows : — Let  L be  the  inductance  and  E the 
resistance  of  the  inductive  circuit,  and  C the  capacity  of  the 
condenser  in  series  with  it.  Let  r = V sin^  ^ be  the  potential 
difference  at  the  instant  ^,  measured  over  the  condenser  and 
inductive  resistance,  and  let  and  v^,  be  the  fall  of  potential 
down  the  inductive  circuit  and  condenser  respectively.  Then 


also, 


= Vi  + ^2 ; . . 


Ld  % -13  . 

— -{-  E ~ r^,  • 


d t 


. . (139) 

. . (140) 


and 


(141) 
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where  i is  the  value  of  the  current  flowing  in  the  circuit  at 
the  instant  when  the  potential  difference  between  the  ends  of 
the  whole  circuit  is  v. 

Hence  by  substitution  w'e  have 

L^  + R^  + 1 = V sinp^.  . . (142) 

d t KjJ 

The  current  being  also  simply  periodic  must  have  a value  i 
expressed  by  the  equation, 

^ = I sin  (p  f . . . . (143) 

since  it  will  differ  in  phase  by  an  angle  0 from  the  potential 
difference  v. 

Accordingly,  we  find  that  by  differentiating  (143)  and 
substituting  the  values  in  (142)  we  arrive  at  the  equation 

(1  - C Lp^)  sin  {p  t - 6)  -{■'R  C p cos  (p  t - 0)  = cos p t. 


The  maximum  value  of  the  current,  viz.,  I,  is  therefore 
given  by  the  expression 

CVp 


1 = 


V(l-CLp7^  + R2CV 


If  then  1 = C Lp^  or  p = 


n/OL 


we  see  that  the  above  equation 


reduces  to 


1 = 


V 


and  the  whole  circuit  of  coil  and  condenser  is  equivalent  to  a 
simple  non-inductive  circuit  of  resistance  R,  in  other  words 
the  inductance  is  annuled.  Hence  a certain  relation  between 
the  inductance,  capacity,  and  frequency,  causes  the  inductance 
to  be  neutralised  by  the  capacity,  and  the  whole  circuit  to  be 
effectively  non-inductive. 


§ 8.  Impulsive  Discharges  and  Relation  of  Inductance 
thereto. — If  between  the  ends  of  a conductor  a difference  of 
potential  is  created  which  is  brought  about  slowly,  the  result 
shows  itself  in  a current  in  the  conductor,  and  the  resulting 
current  is  determined  as  to  strength  by  the  mode  of  variation 
of  the  potential  and  by  the  capacity  as  well  as  by  the  induct- 
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ance  and  olimic  resistance  of  the  conductor.  If,  however,  the 
difference  of  potential  is  created  with  great  suddenness,  the 
resulting  electric  flow  is  less  determined  by  the  true  resist- 
ance, and  more  by  the  inductance  of  the  conductor.  In  this 
case  we  have  the  phenomena  of  impulsive  discharges.  We  have  a 
mechanical  analogy  in  the  case  of  impulses  or  sudden  blows 
given  to  heavy  bodies,  which  well  illustrates  how  strikingly 
force  phenomena  may  be  altered  when  for  steady  or  slowly 
varying  forces  we  substitute  exceedingly  brief  impulses  or 
blows.  If  an  explosive,  such  as  gun-cotton,  is  laid  on  a stone 
slab  in  open  air,  and  simply  ignited,  it  burns  away  with  com- 
parative slowness  ; the  slab  is  uninjured,  and  the  evolved  gases 
simply  push  the  air  away  to  make  room  for  themselves.  But 
it  is  well  known  that  by  means  of  detonators  the  same  explo- 
sive can  be  fired  with  enormously  greater  rapidity,  and  in  this 
case  the  blow  or  impulse  given  to  the  air  is  so  sudden  that  it 
has  not  time  to  be  pushed  away,  and  in  virtue  of  its  inertia  its 
incapacity  of  receiving  a finite  velocity  in  an  infinitely  small 
time  bestows  on  it  an  inertia  resistance,  which  causes  nearly  the 
whole  of  the  effect  of  the  explosion  to  take  effect  downwards 
on  the  slab,  and  this  last  is  shattered.  The  inductance  of 
conductors  introduces  a series  of  phenomena  which  are  the 
electrical  analogues  of  the  above  mechanical  experiment.  We 
have  seen  that  the  counter  electromotive  force  of  self-induc- 
tion is  proportional  to  the  rate  of  change  of  another  quantity, 
called  the  electro-kinetic  momentum,  and  this  quantity  phy- 
sically interpreted  is  the  total  flux  of  induction  or  number 
of  lines  of  induction  enclosed  by  the  conducting  circuit  at 
that  instant.  A conductor  of  sensible  inductance  can  no  more 
have  a current  of  finite  magnitude  created  in  it  instantaneously 
than  a body  of  sensible  mass  can  have  a finite  velocity  in- 
stantaneously given  to  it.  In  both  cases  there  is  an  immense 
resistance  to  very  sudden  change  of  condition.  A very  loose 
plug  of  snow  or  earth  stuffed  into  the  muzzle  of  a loaded  gun 
will  cause  it  to  burst  when  fired,  since  the  inertia  resistance 
of  the  plug  to  very  sudden  motion  is  exceedingly  large, 
though  the  frictional  resistance  may  be  small.  Accordingly, 
the  study  of  the  behaviour  of  conductors  under  exceedingly 
sudden  electric  blows  or  electromotive  impulses  leads  us  to 
consider  some  very  interesting  effects.  We  shall  best  eluci- 
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date  these  effects  by  describing  some  interesting  and  suggestive 
experiments  due  to  Dr.  Oliver  Lodge.* 

His  first  experiment  is  called  the  experiment  of  the  alternative 
imtli.  The  two  terminal  knobs  of  a Voss  or  Wimshurst  electrical 
machine  {see  Fig.  141)  are  connected  to  the  two  inside  coatings 
of  a pair  of  Leyden  jars.  The  two  outside  coatings  are  con- 
nected to  the  balls  of  another  discharger,  B,  and  the  terminals 
of  this  discharger  are  short-circuited  by  a metal  wire,  indicated 
by  the  dotted  line.  The  Leyden  jars  stand  on  a badly  insu- 
lating wooden  base.  On  turning  the  handle  of  the  electrical 
machine  the  inside  coatings  receive  equal  and  opposite  elec- 
trical charges,  and  there  is  an  induced  charge  on  the  outer 


coating  of  each,  which,  in  the  language  of  the  old  school  of 
electricians,  was  called  the  “ bound  ” charge.  When  the  differ- 
ence of  potentials  of  the  inner  coatings  reaches  a certain  value 
the  air  space  at  A is  cracked,  and  a spark  passes,  discharging 
the  inner  coatings  of  the  jars.  At  that  instant  the  charges  of 
the  outer  coatings  are  set  “ free,”  or,  in  modern  language,  the 
potential  of  one  rises  and  that  of  the  other  falls.  The  effect  of 
this  is  that  whereas  before  the  spark  passed  at  A the  balls  at  B 

* The  account  of  these  experiments  is  taken  from  the  report  of  Dr. 
Lodge’s  Mann  Lectures  before  the  Society  of  Arts.  These  suggestive 
lectures  were  reprinted  in  The  Electrician,  entitled  “ Protection  of  Build- 
ings from  Lightning,”  Vol.  XXL,  pp.  234,  273,  302. 
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were  at  equal  potential,  on  a spark  at  A happening  the  balls 
at  B are  instantaneously  brought  to  a very  great  difference 
of  potential.  It  might  be  thought  that  since  the  balls  are 
short-circuited  by  a metallic  wire  this  difference  of  potential 
will  expend  itself  on  making  a current  in  the  wire.  On  the 
contrary,  very  little  of  the  discharge  may  take  place  through 
the  wire.  A spark  passes  at  B,  or,  in  other  words,  the 
discharge  passes  in  great  part  across  the  exceedingly  highly 
resisting  air  space  at  B,  rather  than  take  the  circuit  of  the 
metallic  wire  of  very  low  resistance,  so  that  although  there  is 
a divided  circuit  open  to  the  discharge,  one  branch  of  which 
measures  hundreds  of  thousands  of  ohms  or  megohms  and 
the  other  only  a small  fraction  of  an  ohm,  it  nearly  all  goes  by 
the  route  of  higher  resistance.  The  explanation  of  this  is  that 
when  the  balls  at  B are  thrown  with  great  suddenness  into 


opposite  electrical  states  the  counter  electromotive  force  of 
self-induction  of  the  circuit  of  metal  L makes  it  virtually 
non-conducting.  The  electromotive  impulse  meets  with 
such  resistance  owing  to  the  electro-magnetic  inertia  of  the 
circuit  that  it  rebounds  and  cracks  through  the  air.  In  order 
that  it  shall  do  this,  however,  the  distance  of  this  air  gap 
at  B has  to  be  less  than  a certain  amount.  There  is  a certain 
critical  distance  of  the  knobs  B for  less  than  which  the  dis- 
charge always  jumps  across  B,  and  for  greater  than  which  the 
discharge  keeps  mainly  to  the  metallic  circuit.  Even  if  the 
short-circuiting  metal  is  a thick  rod,  still  when  B is  not  great 
the  discharge  chooses  the  air-gap  path.  The  phenomenon  here 
presented  has  had  fresh  interest  and  attention  called  to  it  by 
Br.  Lodge,  but  it  has  really  been  long  a familiar  one,  though 
its  explanation  has  not  stood  out  hitherto  so  sharply  as  it  does 
now. 
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Faraday  was  acquainted  with  it,  and  showed  that  if  a charged 
Leyden  jar  is  discharged  by  means  of  a wire  crossed  or  bent  so 
that  there  was  a loop  (Fig.  142),  the  wires  at  a nearly  but  not 
quite  touching,  then  when  the  spark  happened  at  b,  a spark 
took  place  also  at  a,  showing  that  some  at  least  of  the  discharge 
jumped  across  a instead  of  pursuing  the  course  of  the  metal 
loop. 

The  same  fact  lies  at  the  base  of  the  action  of  all  lightning 
arresters  placed  on  telegraph  or  telephone  instruments.  Mr. 
C.  F.  Varley,  we  believe,  first  suggested  that  the  coils  of  the 
single-needle  instrument  might  be  protected  from  damage  by 
lightning  by  twisting  together  the  earth  and  line  wires  where 
they  leave  the  case,  the  theory  being  that  although  ordinary 


Fig.  143. 


currents  were  not  short-circuited  by  reason  of  the  cotton 
covering  of  the  wires,  yet  lightning  discharges  would  meet 
with  such  resistance  in  the  inductive  coils  that  they  would 
jump  across  the  knot  from  wire  to  wire  rather  than  pass 
round  and  damage  the  coils.  In  the  same  way  the  ordinary 
comb  protector  is  supposed  to  act.  Between  the  line  wire 
L [see  Fig.  143)  and  the  electromagnetic  instrument,  relay, 
telephone,  &c.,  is  placed  a metal  comb,  which  has  its  points  in 
opposition  to  another  comb  in  connection  with  the  earth,  and 
the  other  terminal  of  the  electromagnetic  instrument  is  also 
“ to  earth.”  An  incoming  current  has  then  two  paths  open  to  it 
to  get  to  earth,  one  of  comparatively  low  resistance  through  the 
instrument,  and  one  of  enormously  high  resistance  across  the 

D D ^ 


404 


DYNAMICAL  THEOBY  OF  INDUCTION. 


air-gap  between  the  comb  points.  Ordinary  currents,  steady  or 
periodic,  pass  entirely  through  the  metallic  circuit.  Very  violent 
electric  impulses,  such  as  a lightning  discharge,  meet  with  an 
enormous  inductive  opposition  in  the  electromagnetic  .instru- 
ment owing  to  the  inability  of  an  inductive  circuit  to  respond 
to  an  electromotive  impulse  instantaneously.  Hence  the  air- 
gap  is  cracked,  and  the  discharge  passes  across  the  combs  and 
the  instrument  may  be  saved.  Evidence  exists,  however, 
pointing  to  the  fact  that  the  protection  afforded  by  these  con- 
trivances is  very  far  from  complete.  We  are  not  here  concerned 
with  their  efficiency  as  practical  devices,  but  only  with  them 
as  illustrating  the  principle  of  the  alternative  path  and  the 
behaviour  of  inductive  circuits  to  impulsive  discharges.  That 
these  devices  are  insufficient  has  been  fully  demonstrated  by 
many  experimentalists.* 

In  these  experiments  of  the  alternative  path  it  was  found  by 
Dr.  Lodge  that  the  critical  distance  at  which  the  discharge  just 
prefers  to  jump  the  air-gap  was  greater  for  a thick  copper  rod 
40  feet  long  (No.  1 B.W.G.)  than  for  an  iron  wire  (No.  27 
B.W.G.)  of  33*3  ohms  resistance,  indicating  a less  inductive 
inertia  on  the  part  of  the  iron ; but  this  fact  is  only  true  for 
the  particular  circumstances  of  the  experiment.  A very  clear 
difference  was  established  between  copper  rod  and  tape,  using 
conductors  of  the  same  length  and  weight.  The  tape  has  an 
advantage  in  permitting  more  easily  the  passage  of  sudden 
electric  discharges.  A controversy  on  the  relative  suitability  of 
rod  and  tape  for  lightning  conductors  dates  from  the  time  of 
Faraday  and  Sir  W.  Snow  Harris,  and  a possible  explanation 
of  the  reasons  for  preferring  one  rather  than  the  other  presents 
itself  when  we  consider  the  matter  in  the  light  of  those  con- 
siderations which  induce  us  to  think  that  an  electric  current 
begins  always  at  the  surface  of  conductor,  and  takes  a certain 
time  to  diffuse  or  soak  into  the  mass  of  the  metal.  It  is  not 
cross-section  but  surface  which  is  here  concerned  ; and,  other 
things  being  equal,  the  conductor  which  offers  the  greatest 
surface  to  the  dielectric  is  able  to  drain  the  energy  out  of  the 

*For  an  account  of  some  intei’esting  experiments  by  Prof.  Hughes  and 
Prof.  Guillemin  on  “ Lightning  Protectors  ” see  The  Electrician^  Vol.  XXL, 
p.  30  b July  13,  1888.  It  was  found  that  a protector  consisting  of  two 
opposed  flat  plates  was  better  than  a comb  or  oj^posed  noint. 
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dielectric  most  quickly  and  dissipate  it  as  heat  in  the  con- 
ductor. We  have  referred  to  this  on  a previous  page  (see  ante, 
p.  252),  and  it  will  be  mentioned  again  in  connection  with  some 
views  of  Prof.  Poynting.*  With  respect  to  the  apparent  supe- 
riority of  iron,  it  would  naturally  have  been  supposed  that, 
since  the  magnetic  permeability  of  iron  bestows  upon  it  greater 
inductance,  it  would  form  a less  suitable  conductor  for  dis- 
charging electric  energy  with  great  suddenness.  Owing  to  the 
fact  that  the  current  only  penetrates  just  into  the  skin  of  the 
conductor,  there  is  but  little  of  the  mass  of  the  iron  magnetised, 
even  if  these  instantaneous  discharges  are  capable  of  magne- 
tising iron.  This  last  fact  has  been  thought  to  be  due  to  an 
actual  time  lag  of  magnetisation,  viz.,  that  magnetising  force 
required  to  endure  for  a sensible  time  in  order  to  produce 
magnetisation,  but  recent  views  tend  in  the  direction  of  con- 
sidering the  apparent  lag  as  a consequence  of  the  fact  that  the 
eddy  currents  produced  in  the  surface  layers  of  the  metal  by 
the  discharge  shield  the  inner  and  deeper  layers  from  inductive 
influence,  as  described  under  the  head  of  Magnetic  Screening. 
In  any  event  the  final  result  is  the  same ; the  electromotive 
impulses,  or  sudden  rushes  of  electricity,  do  not  magnetise  the 
iron,  and  hence  do  not  find  in  it  any  greater  self-inductive  oppo- 
sition than  they  would  find  in  a non-magnetic  but  otherwise 


* For  some  special  remarks  on  the  self-induction  of  wires  of  various  cross- 
sections  see  Mr.  Oliver  Heaviside  in  the  Phil.  Mag.,  January,  1887,  p.  11 : 
— “ The  magnetic  energy  per  unit  of  length  of  a circuit  is  ^ L P,  where  i is 
the  current  in  the  wire  and  L the  inductance  per  unit  of  length.  As  regards 
the  diminution  of  L in  general  by  spreading  out  the  current  in  a strip 
instead  of  concentrating  it  in  a wire,  that  is  a matter  of  elementary  reason- 
ing founded  on  the  general  structure  of  L.  If  we  draw  apart  currents, 
keeping  the  currents  constant,  thus  doing  work  against  their  mutual 
attraction,  we  diminish  their  energy  at  the  same  time  by  the  amount  of 
work  done  against  their  attraction.  Thus  the  quantity  ot  a circuit 
is  the  amount  of  work  that  must  be  done  to  take  the  current  to  pieces, 
so  to  speak — that  is,  to  separate  all  its  filamentary  elements  of  currents  to 
an  infinite  distance.  If  wires  are  taken,  each  of  a unit  of  length  and  of 
the  same  total  cross-sectional  area,  but  of  different  forms  of  cross-section, 
round,  square,  elliptical,  equilateral  triangle,  narrow  rectangle,  &c.,  the 
ratio  of  their  inductances  is  the  same  as  the  ratio  of  their  torsional  rigidities. 
Thus  the  narrow  strip  has  the  least  torsional  rigidity,  and  the  circular- 
sectioned  wire  the  greatest,  and  this  is  true  also  for  their  relative  self- 
inductions.” 
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similar  conductor.  Dr.  Lodge’s  further  researches  seem  to 
show  that  there  is  a real  advantage  in  using  iron  for  lightning 
conductors  over  copper,  and  that  its  greater  specific  resistance 
and  higher  fusing  point  enable  an  iron  rod  or  tape  to  get  rid 
safely  of  an  amount  of  electric  energy  stored  up  in  a dielectric 
which  would  not  be  the  case  if  it  were  copper.  This  point  is 
further  elucidated  by  some  other  experiments  of  Dr.  Lodge. 
Two  tinfoil  conductors  were  prepared  of  approximately  equal 
resistance  and  length.  One  of  these  was  formed  into  a spiral, 
each  layer  being  insulated  with  paraffin  paper,  and  wound  on 
a glass  tube.  The  other  was  made  into  a zig-zag  or  non- 
inductive  resistance.  These  conductors  were  then  employed  as 
alternative  paths,  as  in  the  former  experiment  with  the  copper 
wire.  In  the  case  when  the  tin-foil  zig-zag  was  employed  to 
short-circuit  the  jars  it  was  not  possible  to  get  a B spark  {see 
Fig.  141)  until  the  distance  of  the  A balls  was  shortened  to  0’6 
(tenths  of  inch).  When  the  tinfoil  spiral  was  used  the  critical 
spark  distance  at  B rose  to  6-4.  When  the  iron  wire  bundle 
was  inserted  in  the  tube  it  did  not  in  any  perceptible  degree 
increase  this  distance.  The  length  of  the  sparking  distance  at 
A was  7*3,  and  when  no  alternative  path  was  used  at  all  to 
connect  the  jars  the  critical  distance  of  the  B balls,  at  which 
sparks  sometimes  passed  and  sometimes  failed,  was  ll’l . Here, 
then,  we  have  the  non-magnetisability  of  iron  by  sudden  dis- 
charges illustrated.  Dr.  Lodge  has  called  attention  to  the 
fact  that  a “ choking  ” coil  having  a core  of  divided  iron  and 
wound  over  with  many  turns  of  wire  does  not  add  to  the 
apparent  self-induction  of  a circuit  discharging  a Leyden  jar. 
It  may  even  diminish  it  when  the  discharge  is  oscillatory  and 
of  sufficient  frequency,  although  the  oscillations  may  be  as  few 
as  500  per  second.  This  experiment  shows,  as  we  know  from 
other  facts,  that  eddy  currents  are  set  up  even  in  a core  of 
finely-divided  iron,  and  that  these  eddy  currents,  under  suffi- 
ciently rapid  alternations,  are  confined  to  the  surface  of  the 
core,  and  moreover,  since  they  are  as  regards  phase  nearly  in 
opposition  to  that  of  the  current  in  the  coil,  they  actually  tend 
to  diminish  the  total  flux  of  induction  through  the  coil,  and 
hence  diminish  the  self-induction  of  the  circuit. 

The  inductive  opposition  to  electric  discharge  presented  by 
even  a short  length  of  conductor,  when  the  difference  of  poten- 
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tial  between  the  ends  is  made  very  suddenly,  is  seen  in  the 
tendency  under  such  circumstances  to  sidejlash.  If  a conduc- 
tor, say,  a straight  rod  of  copper,  has  one  end  to  earth,  and 
somewhere  very  near  its  side  is  the  end  of  another  conductor 
also  “ to  earth,”  then  if  the  free  end  of  the  first  conductor  is 
suddenly  exalted  in  potential  the  impulsive  rush  of  electricity, 
meeting  with  such  an  obstacle  in  the  inductance  of  the  conduc- 
tor, spits  or  flashes  out  laterally  and  sparks  to  the  other  con- 
ductor. No  conductor  is  able  to  prevent  side  flash  altogether 
unless  it  has  practically  no  inductance.  As  long  as  a conduc- 
tor must  be  straight  (like  a lightning  conductor)  so  long  will 
there  be  a tendency  to  side  flash.  This  is  illustrated  by  the 
following  experiment.  A massive  conductor  has  (Fig.  144)  a 
very  fine  wire  stretched  alongside  and  air  gaps  in  this  bye- 
path  left  by  bringing  the  ends  of  the  fine  wire  very  near  to  the 
sides  of  the  large  conductor.  On  sending  an  impulsive  rush  of 
electricity  through  the  large  conductor  little  sparks  are  seen  at 
a and  h,  showing  that  some  of  the  discharge  has  left  the  thick 
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Fig.  144. 


conductor  and  travelled  along  the  fine  wire,  even  although  it 
had  to  leap  across  an  air  gap.  If  the  bare  hands  are  applied  to 
the  ends  of  an  open  spiral  of  very  stout  copper  wire,  one  end  of 
which  is  connected  to  a ‘‘good  earth,”  shocks  will  be  felt  when 
a Leyden  jar  is  discharged  through  the  copper.  In  this  case 
the  human  body  forms  the  bye-path,  and  the  experiment  indi- 
cates that  the  law  of  division  of  steady  currents  or  slow  dis- 
charges between  conductors  in  parallel,  viz.,  a division  in  the 
ratio  of  their  conductivities,  does  not  hold  good  for  impulsive 
discharge,  and  that  the  relative  inductance  of  the  circuits 
has  more  influence  in  the  latter  case  in  determining  what 
happens. 

The  distinction  between  the  resulting  discharges  due  to  a 
steady  electromotive  force  or  strain  and  that  due  to  an  elec- 
tromotive impulse  or  impulsive  rush  of  electricity  has  been 
illustrated  by  some  further  experiments  by  Dr.  Lodge  on  the 
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behaviour  of  model  lightning  conductors  when  subjected  to 
the  action  of  these  two  modes  of  discharge.  Two  tin  plates 
are  placed  horizontally  and  insulated,  and  these  are  supposed 
to  represent  the  earth  and  a thunder- cloud.  These  plates  are 
connected,  as  in  Fig.  145,  to  an  electrical  machine,  and  by  work- 
ing the  handle  are  brought  up  to  a steady  potential  difference. 
On  the  lower  plate  are  placed  little  rods  of  various  heights, 
sharp,  or  having  knobs,  and  these  represent  lightning  con- 
ductors. At  a certain  potential  difference  the  electric  strain 
set  up  in  the  air  exceeds  the  limit  which  the  dielectric  can 
sustain,  and  it  breaks  down,  giving  rise  to  a spark.  A discharge 
then  takes  place  towards  one  or  other  of  the  mimic  lightning 
conductors.  In  one  experiment  three  conductors  were  used — 
one  with  a large  knob,  0'9in.  less  in  height  than  the  distance 
between  the  plates,  the  second  with  a small  knob,  2in.  less  in 
height,  and  a sharp  short  point.  The  point  even  when  very 


low  prevents  discharge  altogether.  It  may  be  too  low  to  be 
effective,  or  it  may  be  insufficient  to  cope  with  the  supply  of 
electricity  if  that  is  supplied  very  fast,  but  it  acts  to  prevent 
discharge.  If  the  point  is  removed  or  covered  up  we  then  find 
that  the  discharge  takes  place,  when  the  potential  difference 
of  the  plates  is  made  great  enough,  to  the  small  knob  by 
preference,  and  it  does  so  even  when  the  stem  of  the  short 
knob  is  lower  than  that  of  the  large  knob.  In  other  words, 
when  the  stems  are  the  same  height  the  small  knob  protects 
the  large  one,  and  it  does  this  until  lowered  in  height  to  about 
two  inches  less  than  the  other ; when  this  is  the  case  both 
knobs  are  struck  indifferently.  And  it  does  this  even  when  a 
resistance  of  one  megohm  is  interposed  in  the  stem  of  the 
smaller  knob.  The  state  of  things  is,  however,  very  much 
altered  if  in  place  of  bringing  up  the  two  plates  gradually  to  a 
sparking  potential  difference  they  are  very  suddenly  thrown 
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into  opposite  electrical  conditions  by  connecting  them  to  the 
electrical  machine  as  shown  in  Fig.  146. 

The  jars  charge  up  as  they  stand  on  the  same  wooden  table, 
and  when  the  potential  rises  to  sparking  amount  they  discharge 
at  A,  and  a violent  electric  rush  then  takes  place  between  the 
two  plates,  and  the  conductors  between  are  struck.  If  the  same 
three  kinds  of  conductors  are  used,  and  they  be  adjusted  until 
they  are  all  about  equally  struck,  we  find  that  the  smaller  and 
shorter-stemmed  knob  no  longer  protects  the  larger  one,  and 
the  sharp  point  no  longer  protects  either  ; all  three,  large  ball, 
small  ball  and  point,  are  liable  to  be  struck  equally  if  at  the 
same  height,  and  if  they  differ  in  height  the  highest  is  most 
likely  to  be  struck,  no  matter  what  it  is.  Points  are,  then,  no 
protection  against  these  impulsive  rushes  of  electricity.  The 
special  virtue  of  a point  in  the  case  of  the  slower-timed  dis- 
charges is  that  it  prepares  the  path  of  the  discharge  to  itself, 


for  in  this  case  the  path  is  pre-arranged  by  induction.  If  one 
of  the  conductors  has  a large  resistance — say  a liquid  megohm 
inserted  in  it — then  this  one  is  no  longer  struck ; it  ceases  to 
protect  the  other  conductors  even  if  higher  than  them,  and 
even  if  it  be  so  raised  in  height  that  it  touches  the  top  plate, 
thus  connecting  the  plates  by  a bad  conductor,  the  two  other 
conductors  get  struck  with  apparently  the  same  ease  as  before. 
This  indicates  that  a lightning  conductor  with  a bad  earth  can- 
not protect  well  against  discharges  of  the  nature  of  a sudden 
rush.  Mr.  Wimshurst  has,  however,  shown  reason  for  consider- 
ing that  in  this  experiment  the  electrical  state  of  plates,  as 
regards  sign  of  electrification,  may  be  of  importance.  The 
question  how  far  the  point  protects  from  the  impulsive  rush  is 
not  altogether  cleared  up.  It  is  still  sub  judice. 
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In  performing  tlie  first  experiment  of  the  alternative  path 
(Fig.  141)  it  was  noticed  that  the  B spark  was  longer  than  the  A 
spark.  Plainly  this  indicates  that  the  discharge  at  A sets  up 
electrical  oscillations.  The  manner  in  which  this  is  brought 
about  is  as  follows  : — On  the  commencement  of  the  discharge 
the  air-space  is  intensely  heated,  and  its  conductivity  so  far 
increased  that  the  conditions  as  to  the  relation  of  inductance, 
resistance  and  capacity  of  the  discharger  and  condenser  are  ful- 
filled, and  the  discharge  takes  the  oscillatory  form.  If  a couple 
of  long  leads  are  attached  to  the  A discharger  (Fig.  147),  the 
farther  ends  being  insulated,  and  a discharger  B bridged  across 
at  Bi,  B^  or  Bg,  then  it  is  found  that  at  every  discharge  at  A a 
spark  can  be  obtained  at  B,  and  for  a certain  length  of  A spark 
the  B spark  will  be  longer  at  Bg  than  at  the  nearer  positions. 
Evidently  what  happens  is  that  the  electrical  oscillation  across 


the  A discharge  intervals  sets  up  violent  surgings  to  and  fro 
in  the  open  circuit  wires,  just  like  water  in  a long  trough 
when  it  is  tilted,  and  the  recoil  at  the  insulated  ends,  combined 
with  the  inductance  of  these  leads,  produces  a cross  flash  at 
B.  It  is,  in  fact,  a case  of  resonance ; the  long  open  circuit 
leads  act  like  resonators  to  the  oscillating  discharge  across  A, 
and  the  nearer  the  length  of  the  leads  approaches  to  half  a 
wave  length  or  to  some  multiple  of  half  a wave  length  the 
more  perfect  will  be  the  resonance  and  the  greater  the  recoil 
at  the  open  ends,  and  hence  the  greater  the  spark  at  Bg. 

If  the  expeidment  is  tried  in  the  dark,  the  B discharger 
being  removed,  it  is  seen  that  the  leads  glow  at  the  ends  with 
a vivid  brush  light  at  the  moment  when  the  jars  are  dis- 
charged. ^Yhen  the  proper  length  of  open  circuit  lead  has 
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been  found  which  resonates  best  in  accord  with  the  jars  used 
as  dischargers,  then  the  whole  of  the  effects  described  can  be 
made  to  disappear  by  connecting  a very  small  Leyden  jar  to 
the  ends  of  the  wires.  The  increase  of  static  capacity  thus 
given  to  the  leads  reduces  their  potential  below  sparking 
point.  Arranging  the  jar  so  as  to  leave  an  air-space  between 
it  and  one  of  the  wires,  a spark  passes  into  it  at  each  A 
spark ; but  the  jar  is  not  in  the  least  charged  afterwards, 
proving  that  the  spark  is  a double  one,  first  in  and  then  out 
of  the  jar,  a real  recoil  of  the  reflected  pulse.  Hence,  also,  we 
see  that  the  brush  visible  in  the  dark  is  the  same  on  each  wire, 
and  one  is  not  able  to  say  that  one  brush  is  positive  and  the 
other  negative,  for  each  is  both. 

A curious  experiment  illustrating  the  electrical  surgings  or 
oscillations  set  up  in  a conductor  which  is  suddenly  discharged 
at  one  end  is  as  follows : Attach  one  end  of  a long  wire  to  one 
knob  of  a Wimshurst  machine,  and  connect  the  other  pole  to 


earth.  The  wire  is  otherwise  insulated,  and  now  forms  one 
coating  of  a condenser  of  which  the  other  is  the  walls  of  the 
room.  The  wire  is  bent  round  so  that  its  free  end  nearly  touches 
its  initial  end  {see  Fig.  148).  Under  these  circumstances  one 
would  naturally  say  that  a spark  at  B was  absurd,  and  yet 
it  is  found  that  even  if  the  wire  is  a stout  copper  wire  a 
spark  happens  at  B when  one  is  produced  at  A.  This  B spark 
is  caused  by  an  electrical  oscillation  in  the  wire.  The  wire  is, 
as  it  were,  pumped  full  of  electricity  by  the  machine,  and 
when  the  spark  happens  at  A a release  is  given  at  that  end  for 
one  brief  instant.  Then  ensues  a rebound  of  the  electricity, 
and  the  pressure  rises  at  the  free  end  to  sparking  amount. 
The  whole  effect  is  just  analogous  to  the  effect  of  suddenly 
opening  and  closing  a tap  on  a high-pressure  water  service — a 
concussion  is  heard  in  the  tap  on  shutting,  and  if  one  could  see 
the  water  it  would  be  found  that  it  rebounds,  and  a reflected 
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wave  is  set  up  in  the  pipe,  which,  if  the  pipe  is  not  strong 
enough,  will  burst  it  at  some  weak  point.  The  practical  moral 
of  this  is  that  any  large  conductor  suddenly  discharged  has  set 
up  in  it  violent  electrical  surgings,  which  may  cause  it  to  spit 
off  discharges  at  other  points,  and  these  sparks  may  be  as  long 
as  the  principal  spark. 

Another  way  of  making  these  electrical  surgings  conspicuous 
is  by  their  effect  in  causing  a Leyden  jar  to  overflow,  i.e.^ 
to  spark  round  its  edge.  A jar  does  this  when  its  coat- 
ings are  very  suddenly  raised  to  a great  potential  difference. 
Fig.  149  shows  the  arrangement.  The  inside  of  the  jar  is  made 
to  communicate  direct  to  one  machine  pole,  and  the  outer 
coating,  through  the  intervention  of  a long  wire,  to  the  other 
pole. 

When  a spark  happens  at  A,  and  the  length  of  the  wire  L is 
sufficiently  great,  the  jar  sparks  over  its  edge.  The  explanation 


of  this  is  as  follows : — Whilst  the  handle  of  the  machine  is  being 
turned  the  potential  difference  of  the  jar  coatings  increases.  At 
a certain  limit  the  air  in  the  A space  breaks  down,  and,  being 
heated,  becomes  for  a moment  a very  good  conductor ; there  is, 
therefore,  a rush  of  electricity  out  of  the  inner  coating  and  into 
the  outer  coating,  but  the  spark  at  A ceasing,  this  outflow  from 
the  jar  is  suddenly  stopped  and  rebounds,  whilst  at  the  same 
time  the  inductance  of  the  wire  L causes  a rush  to  continue  into 
the  jar.  The  rebound  of  the  flow  when  the  rush  through  the  air 
space  is  suddenly  stopped  causes  the  potential  difference  of  the 
coatings  to  rise  to  a point  at  which  they  spark  over  the  edge  of 
the  glass.  In  an  example  given  by  Dr.  Lodge  the  jar  was  a 
one  gallon  jar,  with  glass  fully  three  inches  above  the  tinfoil. 
L was  a thick  No.  1 copper  wire  circuit  round  a room.  The  jar 


DYNAMICAL  THEORY  OF  INDUCTION. 


413 


overflows  every  time  a spark  happens  at  A,  even  though  the 
length  of  this  spark  is  only  0*64in.  If  the  long  lead  L is  short- 
circuited,  then  the  jar  refuses  to  overflow  until  the  A spark  has 
been  increased  to  l*7in.  The  higher  potential  difference  needed 
to  cause  overflow  or  rebound  in  the  case  with  a short  circuit  is 
illustrative  of  the  fact  that  a little  self-induction  in  the  dis- 
charging circuit  bestows  momentum  on  the  flow  and  assists  in 
making  a back  splash. 

A hydraulic  analogue  to  the  above  might  he  found  in  con- 
sidering the  case  of  a liquid  flowing  steadily  along  a trough  or 
canal.  If  an  obstruction  was  suddenly  created,  as  by  closing  a 
valve  or  sluice,  the  liquid  would  rebound  and  a v/ave  would  be 
created ; and,  as  in  the  case  of  the  hydraulic  ram,  the  rebound  of 
the  liquid  against  a closed  valve  might  be  made  to  lift  some  of 
it  to  a higher  level  than  that  from  which  it  originally  fell.  In 
the  electrical  case,  the  rebound  is  made  to  raise  the  jar  coatings 
to  a greater  potential  difference  than  that  which  existed  at  the 
instant  when  the  jar  commenced  to  discharge. 

§ 9.  Theory  of  Experiments  on  the  Alternative  Path. — We 

may  proceed,  following  Dr.  Lodge,*  and  quoting  freely  from 
him  in  what  follows,  to  examine  a little  more  in  detail  the 
electrical  oscillations  set  up  in  an  open  circuit  by  Leyden  jar 
discharges.  These  stationary  electrical  oscillations  in  linear 
conductors  resemble  those  which  can  be  set  up  in  a cord  fixed 
at  one  end,  or  in  a trough  of  liquid,  by  suitably-timed  im- 
pulses. As  we  have  seen,  if  a jar  discharges  at  A {see  Fig.  150) 
in  the  ordinary  way,  simultaneously  an  even  longer  spark  may 
be  obtained  at  B,  at  the  far  end  of  two  long  open  circuit 
leads.  Or  if  the  B ends  of  the  wire  are  too  far  apart  to  allow 
of  a spark,  the  wires  glow  and  spit  off  brushes  every  time 
a discharge  occurs  at  A.  The  theory  of  the  effect  seems 
to  be  that  oscillations  occur  in  the  A circuit  with  a period 
T = 27r  ^LC,  where  L is  the  inductance  of  the  A circuit  and 
C the  capacity  of  the  jar.  These  oscillations  disturb  the 
surrounding  medium,  and  send  out  radiations  of  the  precise 
nature  of  light,  only  too  long  in  wave  length  to  affect  the 

* See  Phil.  May.,  August,  1838;  also  The  Electrician,  August  10,  1888, 
p.  435. 
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retina  of  our  eyes.  The  velocity  of  these  electro-magnetic 
impulses  is,  as  we  have  seen,  equal  to  where 

SO  the  wave  length  of  the  oscillations  is 


A = i;T  = 27r 


L . C 

Now  — is  the  electro-magnetic  measure  of  inductance,  and  — 
/X  K 

is  the  electrostatic  measure  of  capacity,  /x  being  the  magnetic 
permeability,  and  K the  electrostatic  inductivity  of  the  medium 
surrounding  the  wire. 

Each  of  these  quantities  is  of  the  dimensions  of  a length,  and 
the  wave  length  of  the  radiation  is  27r  times  their  geometric 
mean.  We  may  look  upon  it,  then,  that  the  magnetic  field 
due  to  the  oscillatory  current  in  the  A circuit,  which  circuit 


consists  partly  of  metal  wires,  partly  of  the  dielectric  of  the 
jar,  and  partly  of  the  heated  air  in  the  spark  space,  acts 
inductively  upon  the  other  or  B circuit  which  is  adjacent  to 
it,  and  has,  in  fact,  the  jar  dielectric  as  a common  boundary. 
The  pulsating  field  induces  oscillatory  currents  in  the  open  B 
circuit.  These  electric  pulses  rush  along  the  surface  of  the 
wires  with  a certain  amount  of  dissipation,  and  are  reflected  at 
the  distant  end,  producing  a recoil  kick  or  impulse  tending  to 
break  down  the  dielectric  in  the  air  gap  B with  production  of 
a spark.  These  currents  continue  to  oscillate  to  and  fro  unti 
damped  out  of  existence  by  the  resistance  of  the  wires.  The 
best  effect  in  the  way  of  spark  at  B is  observed  when  the 
length  of  each  wire  is  such  that  the  time  occupied  by  an  elec- 
tric pulse  in  travelling  along  the  wires  and  back  again  is  equal 
to  the  time  of  a complete  oscillation  in  the  A circuit ; that  is. 
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when  the  length  of  the  open  circuit  wires  is  equal  to  half  a 
wave  length  or  to  some  multiple  of  half  a wave  length.  The 
natural  period  of  oscillation  in  the  long  wires  will  then  agree 
with  the  oscillation  period  of  the  discharging  circuit  and  the 
oscillations  in  the  open  circuit  wires,  and  the  field  due  to  the 
oscillations  in  the  A circuit  will  vibrate  in  unison  like  a 
column  of  air  in  a pipe  resonating  a tuning  fork,  or  like  a 
string  vibrating  when  attached  to  the  tongue  of  a reed. 

The  elementary  theory  of  the  open  circuit  oscillations  is  as 
follows : — 

, Let  li  and  be  the  inductance  and  resistance  of  the  straight 
wires  per  unit  of  length,  as  affected  hy  the  2^eriodicitij,  and  let  q 
be  the  capacity  per  unit  of  length.  It  has  been  shown  by 
Lord  Rayleigh  (Phil.  Mag.,  May,  1886)  that  with  very  rapid 
oscillations  owing  to  the  circumferential  distribution  of  the 
current  the  inductance  and  resistance  have  values  different  from 
the  steady  current  values,  and  when  the  frequency  of  the  oscil- 
lations is  very  great  the  resistance  per  unit  of  length  is  the 
geometric  mean  of  its  ordinary  value  r and  J p po,  where  po  is 
the  magnetic  permeability  of  the  material  of  the  conductor,  or 
J^P  Po'f',  p being,  as  usual,  ‘lirn,  n being  the  number  of 
complete  oscillations  per  second. 

And  again,  when  n is  very  great,  the  inductance  \ per  unit 

of  length  is  equal  to  a constant  plus  h,  or 

V 

p 

I being  the  induction  for  slowly  fluctuating  currents. 

In  the  case  of  the  two  parallel  wires  we  have  for  the  slope 

oi  the  potential--^ — along  them  the  usual  equations, 
ax 


h-^-+V=- 


dx' 


(144) 


i being  the  instantaneous  current  in  the  section  of  the  length 
lying  at  a distance  x from  the  origin  ; and  also  for  the  accumu- 
lation of  charge  in  this  element  dx  oi  the  length  we  have  the 
equation 


dY  1 dl 
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The  elimination  of  i between  these  equations  gives  us  a 
differential  equation  for  V,  and  shows  that  stationary  waves 
of  current  are  set  up  in  finite  wires  of  suitable  length  under 
the  action  of  an  alternating  electromotive  force.  The  solution 
of  the  equation  for  a long  wire  when  is  small  and  p is  very 
large  is 

mi 

r 1 

where  m,  = — h and  n,  = , 

The  velocity  of  propagation  of  the  wave  is  therefore  and  the 

wave  length  is  ^ n.. 

P 

For  two  parallel  wires,  as  in  the  Leyden  jar  case,  we  have 
each  wire 

L = s!  hppQ  r, 

r being  the  ordinary  resistance.  And  again,  as  Lord  Rayleigh 
has  shown  (Phil.  Map.,  May,  1886),  we  have 

Z,  = 4 /X  log  - + -b 

a p 


b being  the  distance  between  the  parallel  wires  and  a the 
radius  of  either,  and  /x  the  magnetic  permeability  of  the 
material  of  the  conductors. 

For  immensely  quick  oscillations  the  second  term  is  zero. 
Also,  the  capacity  Ci  of  the  wires  per  unit  of  length  is,  by  a 
known  theorem, 

= , 

4 log  - 
a 


hence 


1 


Li  Cl 


1 

J fi  K’ 


and  the  velocity  of  the  pulse  along  the  wires  is  the  same  as  in 
the  dielectric  round  them.  In  other  words,  the  electric  pulses 
set  up  in  the  wires  rush  to  and  fro  with  a velocity  equal  to 
that  with  which  the  electro-magnetic  impulse  is  propagated 
through  the  dielectric  round  them.  Hence,  we  have  here  a 
means  of  determining  experimentally  the  wave  length  of  a given 
discharging  circuit.  Either  vary  the  size  of  the  A circuit  or 
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adjust  the  length  of  the  B wires  until  the  recoil  spark  B is  as 
long  as  possible.  Then  measure,  and  see  whether  the  length 
of  each  wire  is  not  equal  to 


A small  condenser  can  be  made  having  an  electrostatic 
capacity  of,  say,  two  or  three  centimetres,  and  if  such  a coated 
pane  be  made  to  discharge  over  its  edge,  the  discharged  circuit 
will  have  an  electro-magnetic  inductance  of  a few  centimetres. 
Under  these  circumstances  the  electrical  oscillations  would  be 
at  the  rate  of  a thousand  million  a second,  and  the  wave  length 
of  the  electro-magnetic  disturbance  radiated  would  be  about  20 
to  30  centimetres. 

If  a conductor  as  small  as  an  atom  could  have  its  electrical 
charge  disturbed  in  the  same  way,  oscillations  would  be  set  up 
of  the  frequency  of  light  waves  and  electro-magnetic  disturb- 
ances of  light  wave  length  radiated ; and  it  seems  probable 
that  this  is  just  what  light  waves  are,  viz.,  electro-magnetic 
disturbances  propagated  through  the  ether  and  due  to  electric 
oscillatious  set  up  in  the  atomic  charge. 

§ 10.  Impulsive  Impedance. — In  the  experiments  of  the 
“alternative  path,”  as  described  by  Dr.  Lodge,  the  main  result 
is  very  briefly  summed  up  by  saying  that  when  a sudden  dis- 
charge had  to  pass  through  a conductor  it  was  found  that  iron 
and  copper  acted  about  equally  well,  and  indeed  iron  sometimes 
exhibited  a little  superiority,  and  that  the  thickness  of  the 
conductor  and  its  ordinary  conductivity  mattered  very  little 
indeed.  We  are  led  by  this  to  see  that  the  impedance  which  a 
conductor  offers  to  a sudden  discharge,  and  which  may  be 
called  its  impulsive  impedance,  is  something  quite  different 
from  its  ordinary  or  ohmic  resistance,  or  even  its  impedance, 
defined  as  to  slowly  periodic  or  oscillatory  cur- 

rents. As  already  mentioned,  the  resistance  of  a conductor 
to  very  rapidly  changing  currents  is  expressed  by  Ki,  where 


1^1  — 


R being  the  resistance  to  steady  current,  the  permeability 
of  the  material  of  the  conductor  and  I its  length,  and  p = 27r 
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times  the  frequency  of  the  oscillation.  Also  the  corresponding 
inductance  Li  is 

L,=L+ -1, 

V 

where  L is  a constant  depending  on  the  size  and  form  of  the 
circuit,  but  only  in  a small  degree  upon  its  thickness.  Hence, 
forming  the  function  and  calling  this  Im^,  we 

have 

Imj=  J (pL  + Rj)2  + Rj2 


where 


-r  m.  2 

=2^L^1  + — + , 


Jp 


m 


In  the  case  of  enormously  rapid  oscillations  the  value  of  Inii 
practically  reduces  to  p L,  and  hence  the  impulsive  impedance 
varies  in  simple  proportion  to  the  frequency,  and  depends  on 
the  form  and  size  of  the  circuit,  but  not  at  all  on  its  specific 
resistance,  magnetic  permeability,  or  diameter. 

All  this  is  borne  out  by  experiment.  In  some  of  his 
experiments  Dr.  Lodge  found  the  impedance  of  a No.  2 wire 
of  two  and  a-half  metres  length  bent  into  a circle  to  be  180 
ohms  at  twelve  million  oscillations  per  second,  and  for  a 
No.  40  wire  the  impedance  was  only  300  ohms,  although  the 
ohmic  resistances  of  these  wires  were  respectively  -004  ohms 
and  2*6  ohms.  At  three  million  oscillations  per  second,  or 
at  one-fourth  the  frequency,  the  impedances  of  the  same 
circuits  were  43  ohms  and  78  ohms.  At  one-quarter  million 
oscillations  per  second  the  impedances  are  reduced  to 
four  and  six  ohms  respectively  for  the  thick  rod  and  fine  wire. 
Hence,  for  frequencies  of  a million  per  second  and  upwards, 
such  as  occur  in  jar  discharges,  and  perhaps  in  lightning,  the 
impedance  of  all  reasonably  conducting  circuits  is  the  same, 
and  independent  of  conductivity  and  permeability,  and  hardly 
affected  greatly  by  enormous  changes  in  diameter. 


§ 11.  Hertz’s  Researches  on  the  Propagation  of  Electro- 
magnetic Induction. — The  classical  researches  of  Hertz  on 
electrical  oscillations  and  the  propagation  of  electro-magnetic 
induction  through  space  form  an  epoch  in  the  history  of 
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electrical  science.  These  investigations  have  been  well 
described  by  Dr.  Lodge  in  his  book  on  “ The  Work  of 
Hertz,”*  and  the  reader  is  referred  to  this  for  an  account 
of  the  chief  work  of  Hertz  and  his  followers.  There  is 
therefore  no  need  to  enter  here  at  very  great  length  into 
an  account  of  these  discoveries  ; but  a very  excellent 
abstract  of  Hertz’s  work  has  been  given  by  Mr.  G.  W. 
de  Tunzelmann.f 

Preliminary  Experiments. — It  is  known  that  if  in  the  second- 
ary circuit  of  an  induction  coil  there  be  inserted,  in  addition  to 
the  ordinary  air  space  across  which  sparks  pass,  a Eiess  spark 
micrometer,  with  its  poles  joined  by  a long  wure,  the  discharge 
will  pass  across  the  air  space  of  the  micrometer  in  preference 
to  following  the  path  of  least  resistance  through  the  wire, 
provided  this  air  space  does  not  exceed  a certain  limit ; and  it 
is  upon  this  principle  that  lightning  protectors  for  telegraph 
lines  are  constructed.  It  might  be  expected  that  the  sparks 
could  be  made  to  disappear  by  diminishing  the  length  and 
resistance  of  the  connecting  wire ; but  Hertz  found  that  though 
the  length  of  the  sparks  could  be  diminished  in  this  way,  it  is 
almost  impossible  to  get  rid  of  them  entirely,  and  they  can 
still  be  observed  when  the  balls  of  the  micrometer  are  con- 
nected by  a thick  copper  wire  only  a few  centimetres  in  length. 

This  shows  that  there  must  be  variations  in  the  potential 
measurable  in  hundreds  of  volts  in  a portion  of  the  circuit 
only  a few  centimetres  in  length,  and  it  also  gives  an  indirect 
proof  of  the  enormous  rapidity  of  the  discharge  ; for  the  differ- 
ence of  potential  between  the  micrometer  knobs  can  only  be 
due  to  self-induction  in  the  connecting  wire.  Now  the  time 
occupied  by  variations  in  the  potential  of  one  of  the  knobs 
must  be  of  the  same  order  as  that  in  which  these  variations 
oan  be  transmitted  through  a short  length  of  a good  conductor 
to  the  second  knob.  The  resistance  of  the  wire  connecting 
the  knobs  is  found  to  be  without  sensible  effect  on  the  results. 

* Published  by  “ The  Electrician  ” Printing  and  Publishing  Company, 
Limited. 

t This  section  originally  appeared  as  a series  of  articles  in  the  pages  of 
The  Electrician,  in  Vol.  XXL,  pp.  587,  625,  663,  696,  725,  757,  788  (1888). 
The  writer  felt  it  would  be  difficult  to  make  a more  complete  digest  of 
Hertz’s  work  than  is  contained  in  these  excellent  articles,  and,  by  the  kind 
permission  of  their  author,  he  is  allowed  to  reproduce  them  in  these  pages. 
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In  Fig.  151,  A is  an  induction  coil  and  B a discharger.  The 
wire  connecting  the  knobs  1 and  2 of  the  spark  micrometer  M 
consists  of  a rectangle,  half  a metre  in  length,  of  copper  wire 
two  millimetres  in  diameter.  This  rectangle  is  connected  with 
the  secondary  circuit  of  the  coil  in  the  manner  shown  in  the 
diagram,  and,  when  the  coil  is  in  action,  sparks,  sometimes 
several  millimetres  in  length,  are  seen  to  pass  between  the 
knobs  1 and  2,  showing  that  there  are  violent  electrical  oscil- 
lations not  only  in  the  secondary  circuit  itself,  but  in  any 
conductor  in  contact  with  it.  This  experiment  shows  even 
more  clearly  than  the  previous  one  that  the  rapidity  of  the 
oscillations  is  comparable  with  the  velocity  of  transmission  of 
electrical  disturbances  through  the  copper  wire,  which,  accord- 


ing to  all  the  evidence  at  our  disposal,  is  nearly  equal  to  the 
velocity  of  light. 

In  order  to  obtain  micrometer  sparks  some  millimetres  in 
length  a powerful  induction  coil  is  required,  and  the  one  used 
by  Hertz  was  52  centimetres  in  length  and  20  centimetres  in 
diameter,  provided  with  a mercury  contact  breaker,  and  excited 
by  six  large  Bunsen  cells.  The  discharger  terminals  consisted 
of  brass  knobs  three  centimetres  in  diameter.  The  experiments 
showed  that  the  phenomenon  depends  to  a very  great  extent 
on  the  nature  of  the  sparks  at  the  discharger,  the  micrometer 
sparks  being  found  to  be  much  weaker  when  the  discharge  in 
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the  secondary  circuit  took  place  between  two  points  or  between 
a point  and  a plate  than  when  knobs  were  used.  The  micro- 
meters sparks  were  also  found  to  be  greatly  enfeebled  when  the 
secondary  discharge  took  place  in  a rarefied  gas,  and  also  when 
the  sparks  in  the  secondary  were  less  than  half  a centimetre 
in  length  ; while,  on  the  other  hand,  if  they  exceeded  1 J centi- 
metres the  sparks  could  no  longer  be  observed  between  the 
micrometer  knobs.  The  length  of  secondary  spark  which  was 
found  to  give  the  best  results,  and  which  was  therefore  em- 
ployed in  the  further  observations,  was  about  three-quarters 
of  a centimetre. 

Very  slight  differences  in  the  nature  of  the  secondary  sparks 
were  found  to  have  great  effect  on  those  of  the  micrometer, 
and  Hertz  states  that  after  some  practice  he  was  able  to  deter- 
mine at  once  from  the  sound  and  appearance  of  the  secondary 
spark  whether  it  was  of  a kind  to  give  the  most  powerful 
effects  at  the  micrometer.  The  sparks  which  gave  the  best 
results  were  of  a brilliant  white  colour,  only  slightly  jagged, 
and  accompanied  by  a sharp  crack. 

The  influence  of  the  spark  is  readily  shown  by  increasing 
the  distance  between  the  discharger  knobs  beyond  the  striking 
distance,  when  the  micrometer  sparks  disappear  entirely, 
although  the  variations  of  potential  are  now  greater  than 
before.  The  length  of  the  micrometer  circuit  has  naturally 
;an  important  influence  on  the  length  of  the  spark,  as  the 
greater  its  length  the  greater  will  be  the  retardation  of  the 
electrical  wave  in  its  passage  through  it  from  one  knob  of  the 
micrometer  to  the  other. 

The  material,  the  resistance,  and  the  diameter  of  the  wire 
of  which  the  micrometer  circuit  is  formed  have  very  little 
influence  on  the  spark.  The  potential  variations  cannot, 
therefore,  be  due  to  the  resistance ; and  this  was  to  be 
-expected,  for  the  rate  of  propagation  of  an  electrical  disturb- 
ance along  a conductor  depends  mainly  on  its  capacity  and 
-coefficient  of  self-induction,  and  only  to  a very  small  extent 
on  its  resistance.  The  length  of  the  wire  connecting  the 
micrometer  circuit  with  the  secondary  circuit  of  the  coil  is 
also  found  to  have  very  little  influence,  provided  it  does  not 
■exceed  a few  metres  in  length.  The  electrical  disturbances 
must  therefore  traverse  it  without  undergoing  any  appreciable 
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change. . The  position  of  the  point  of  the  micrometer  circuit 
which  is  joined  to  the  secondary  circuit  is,  on  the  other  hand, 
of  the  greatest  importance,  as  would  be  expected,  for,  if  the 
point  is  placed  symmetrically  with  respect  to  the  two  micro- 
meter knobs,  the  variations  of  potential  will  reach  the  latter 
in  the  same  phase,  and  there  will  be  no  effect,  as  is  verified 
by  observation.  If  the  tw^o  branches  of  the  micrometer  circuit 
on  each  side  of  the  point  of  contact  of  the  connection  with  the 
secondary  are  not  symmetrical  the  spark  cannot  be  made  to 
disappear  entirely ; but  a minimum  effect  is  obtained  when 
the  point  of  contact  is  about  half-way  between  the  micrometer 
knobs.  This  point  may  be  called  the  null  point. 

Fig.  152  shows  the  arrangement  employed,  e being  the  null 
point  of  the  rectangular  circuit,  which  is  125  centimetres  long 


Fig.  152. 


by  80  centimetres  broad.  When  the  point  of  contact  is  at  a 
or  h sparks  of  from  three  to  four  millimetres  in  length  are 
observed ; when  it  is  at  e no  sparks  are  seen,  but  they  can  be 
made  to  reappear  by  shifting  the  point  of  contact  a few 
centimetres  to  the  right  or  left  of  the  null  point.  It  should 
be  noted  that  sparks  only  a few  hundredths  of  a millimetre  in 
length  can  be  observed.  If,  when  the  point  of  contract  is  at  e, 
another  conductor  is  placed  in  contact  with  one  of  the  micro- 
meter knobs,  the  sparks  reappear. 

Now,  the  addition  of  this  conductor  cannot  produce  any 
alteration  in  the  time  taken  by  the  disturbances  proceeding 
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from  e to  reach  the  knobs,  and  therefore  the  phenomenon  can- 
not be  due  simply  to  single  waves  in  the  direction  c a and  d h 
respectively,  but  must  be  due  to  repeated  reflection  of  tbe 
waves  until  a condition  of  stationary  vibration  is  attained, 
and  the  addition  of  the  conductor  to  one  of  the  knobs  must 
diminish  or  prevent  the  reflection  of  the  waves  from  that  ter- 
minal. It  must  be  assumed,  then,  that  definite  oscillations 
are  set  up  in  the  micrometer  circuit  just  as  an  elastic  bar  is 
thrown  into  definite  vibrations  by  blows  from  a hammer.  If 
this  assumption  is  correct,  the  condition  for  the  disappearance 
of  the  sparks  at  M will  be  that  the  vibration  periods  of  the  two 
branches  e 1 and  e 2 shall  be  equal.  These  periods  are  deter- 
mined by  the  products  of  the  coefficients  of  self-induction  of 
these  conductors  into  the  capacities  of  their  terminals,  and  are 
practically  independent  of  their  resistances. 

In  confirmation  of  this  it  is  found  that  if,  when  the  point  of 
contact  is  at  e and  the  sparks  have  been  made  to  reappear 
by  connecting  a conductor  with  one  of  the  knobs,  this  con- 
ductor is  replaced  by  one  of  greater  capacity,  the  sparking  is 
greatly  increased.  If  a conductor  of  equal  capacity  is  con- 
nected with  the  other  micrometer  knob,  the  sparks  disappear 
again ; the  effect  of  the  first  conductor  can  also  be  counter- 
acted by  shifting  the  point  of  contact  towards  it,  thereby 
diminishing  the  self-induction  in  that  branch.  The  conclusions 
were  further  confirmed  by  the  results  obtained  when  coils  of 
copper  wire  were  inserted  into  one  or  other  and  then  into 
both  of  the  branches  of  the  micrometer  circuit. 

Hertz  supposed  that  as  the  self-induction  of  iron  wires  is,  for 
slow  alternations,  from  eight  to  ten  times  that  of  copper  wires, 
therefore  a short  iron  wire  would  balance  a long  copper  one ; 
but  this  was  not  found  to  be  the  case,  and  he  concludes  that, 
owing  to  the  great  rapidity  of  the  alternations,  the  magnetism 
of  the  iron  is  unable  to  follow  them,  and  therefore  has  no  effect 
on  the  self-induction.* 


* In  a note  in  Wiedemann’s  Annalcn,  Vol.  XXXI.,  p.  543,  Dr.  Hertz 
stated  that  since  the  publication  of  his  Paper  in  the  same  volume  he  had 
found  that  Von  Bezold  had  published  a Paper,  in  1870  (Poggendorff’s 
Anncden,  Vol.  CXL.,  p.  541),  in  which  he  had  arrived  by  a different  method 
of  experimenting  at  similar  results  and  conclusions  as  those  given  by  him 
under  the  head  of  Preliminary  Experiments. 
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Induction  Phenomena  in  Open  Circuits. — In  order  to  test 
more  fully  his  conclusion  that  the  sparks  obtained  in  the 
last  experiments  described  were  due  to  self-induction,  Hertz 
placed  a rectangle  of  copper  wire  with  sides  10  and  20  'centi- 
metres in  length  respectively,  broken  by  a short  air  space, 
with  one  of  its  sides  parallel  and  close  to  various  portions  of 
the  secondary  circuit  of  the  coil  and  of  the  micrometer  circuit, 
with  solid  dielectrics  interposed  to  obviate  the  possibility  of 
sparking  across,  and  he  found  that  sparking  in  this  rectangle 
invariably  accompanied  the  discharges  of  the  induction  coil, 
the  longest  sparks  being  obtained  when  a side  of  the  rectangle 
was  close  to  the  discharger. 


A copper  wire,  igh  (Fig.  153),  was  next  attached  to  the 
discharger,  and  a side  of  the  micrometer  circuit,  which  was 
supported  on  an  insulating  stand,  was  placed  parallel  to  a 
portion  of  this  wire,  as  shown  in  the  diagram.  The  sparks  at 
M were  then  found  to  be  extremely  feeble  until  a conductor, 
C,  was  attached  to  the  free  end,  A,  of  the  copper  wire,  when 
they  increased  to  one  or  two  millimetres  in  length.  That  the 
action  of  C was  not  an  electrostatic  one  was  shown  by  its  pro- 
ducing no  effect  when  attached  at  g instead  of  at  h.  When 
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the  knobs  of  the  discharger  B were  so  far  separated  that  no 
sparking  took  place  there,  the  sparks  at  M -were  also  found 
to  disappear,  showing  that  these  were  due  to  the  sudden  dis- 
charges and  not  to  the  charging  current.  The  sparks  at  the 
discharger  which  produced  the  most  effect  at  the  micrometer 
were  of  the  same  character  as  those  described  under  the  head 
of  Preliminary  Experiments.  Sparks  were  also  found  to  occur 
between  the  micrometer  circuit  and  insulated  conductors  in  its 
vicinity.  The  sparks  became  much  shorter  when  conductors 
of  large  capacity  were  attached  to  the  micrometer  knobs,  or 
when  these  were  touched  by  the  hand,  showing  that  the 
quantity  of  electricity  in  motion  was  too  small  to  charge 
these  conductors  to  a similarly  high  potential.  Joining  the 
micrometer  knobs  by  a wet  thread  did  not  perceptibly  diminish 
the  strength  of  the  sparks.  The  effects  in  the  micrometer 
circuit  were  not  of  sufficient  strength  to  produce  any  sensation 
when  it  was  touched  or  the  circuit  completed  through  the  body. 

In  order  to  obtain  further  confirmation  of  the  oscillatory 
nature  of  the  current  in  the  circuit  k i h g (Fig.  153),  the  con- 
ductor C was  again  attached  to  h,  and  the  micrometer  knobs 
drawn  apart  until  sparks  only  passed  singly.  A second  con- 
ductor, C',  as  nearly  as  possible. similar  to  C,  was  then  attached 
to  k,  when  a stream  of  sparks  was  immediately  observed,  and 
it  continued  when  the  knobs  were  drawn  still  further  apart. 
This  effect  could  not  be  ascribed  to  a direct  action  of  the 
portion  of  circuit  i k,  for  in  this  case  the  action  of  the  portion 
of  circuit  g h would  be  weakened,  and  it  must  therefore  have 
consisted  in  C'  acting  on  the  discharging  current  of  C — a result 
which  would  be  quite  incomprehensible  unless  the  current 
in  g h were  of  an  oscillatory  character. 

Since  an  oscillatory  motion  between  C and  C'  is  essential  for 
the  production  of  powerful  inductive  effects,  it  will  not  be 
sufficient  for  the  spark  to  occur  in  an  exceedingly  short  time, 
hut  the  resistance  must  at  the  same  time  not  exceed  certain 
limits.  The  inductive  effects  will  therefore  be  excessively  small 
if  the  induction  coil  included  in  the  circuit  C C'  is  replaced  by 
an  electrical  machine  alternately  charging  and  discharging 
itself,  or  if  too  small  an  induction  coil  is  used,  or,  again,  if  the 
air  space  between  the  discharger  knobs  is  too  great,  as  in  all 
these  cases  the  motion  ceases  to  be  oscillatory. 
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The  reason  that  the  discharge  of  a powerful  induction  coil 
gives  rise  to  oscillatory  motion  is  that,  firstly,  it  charges  the- 
terminals  C and  C'  to  a high  potential ; secondly,  it  produces 
a sudden  spark  in  the  intervening  circuit ; and  thirdly,  as  soon 
as  the  discharge  begins  the  resistance  of  the  air  space  is  so- 
much  reduced  as  to  allow  of  oscillatory  motion  being  set  up. 
If  the  terminal  conductors  are  of  a very  large  capacity — for 
example,  if  the  terminals  are  in  connection  with  a battery — the 
current  of  discharge  may  indefinitely  reduce  the  resistance  of 
the  air  space,  but  when  the  terminal  conductors  are  of  small 
capacity  this  must  be  done  by  a separate  discharge,  and  there- 
fore, under  the  conditions  of  Hertz’s  experiments,  an  induction 
coil  was  absolutely  essential  for  the  production  of  the  oscilla- 
tions. 


Fig.  154. 

As  the  induced  sparks  in  the  experiment  last  described  were 
several  millimetres  in  length.  Hertz  modified  it  by  using  the 
arrangement  shown  in  Fig.  154,  and  greatly  increasing  the 
distance  between  the  micrometer  circuit  and  the  secondary 
circuit  of  the  induction  coil.  The  terminal  conductors  C and  C' 
were  three  metres  apart,  and  the  wire  between  them  was  of 
copper,  2 millimetres  in  diameter,  with  the  discharger  B at  its 
centre. 

The  micrometer  circuit  consisted,  as  in  the  preceding  experi- 
ments, of  a rectangle  80  centimetres  broad  by  120  centimetres 
long.  With  the  nearest  side  of  the  micrometer  circuit  at  a 
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distance  of  half  a millimetre  from  C B O',  sparks  two  milli- 
metres in  length  were  obtained  at  M,  and  though  the  length  of 
the  sparks  decreased  rapidly  as  the  distance  of  the  micrometer 
circuit  was  increased,  a continuous  stream  of  sparks  was  still 
obtained  at  a distance  of  one  and  a-half  metres.  The  interven- 
tion of  the  observer’s  body  between  the  micrometer  circuit  and 
the  wire  C B C'  produced  no  visible  effect  on  the  stream  of 
sparks  at  M.  That  the  effect  was  really  due  to  the  rectilinear 
conductor  C B C'  was  proved  by  the  fact  that  when  one  or  other, 
or  both,  halves  of  this  conductor  were  removed,  the  sparks  at  M 
ceased.  The  same  effect  was  produced  by  drawing  the  knobs- 
of  the  discharger  B apart  until  sparks  ceased  to  pass,  showing 
that  the  effect  was  not  due  to  the  electrostatic  potential  differ- 
ence of  C and  O',  as  this  would  be  increased  by  separating  the 
discharger  knobs  beyond  sparking  distance. 

The  closed  micrometer  circuit  was  then  replaced  by  a straight 
copper  wire,  slightly  shorter  than  the  distance  C C',  placed 
parallel  to  C B C'  and  at  a distance  of  60  centimetres  from  it. 
This  wire  terminated  in  knobs,  10  centimetres  in  diameter, 
attached  to  insulating  supports,  and  the  spark  micrometer 
divided  it  into  two  equal  parts.  Under  these  circumstances 
sparks  were  obtained  at  the  micrometer  as  before. 

With  the  rectilinear  open  micrometer  circuit  sparks  were 
still  observed  at  the  micrometer  when  the  discharger  knobs 
of  the  secondary  coil  circuit  were  separated  beyond  sparking 
distance.  This  was,  of  course,  due  simply  to  electrostatic 
induction,  and  shows  that  the  oscillatory  current  in  C C'  was 
superposed  upon  the  ordinary  discharges.  The  electrostatic 
action  could  be  got  rid  of  by  joining  the  micrometer  knobs  by 
means  of  a damp  thread.  The  conductivity  of  this  thread  was 
therefore  sufficient  to  afford  a passage  to  the  comparatively 
slow  alternations  of  the  coil  discharge,  but  was  not  sufficient  to 
provide  a passage  for  the  immeasurably  more  rapid  alternations 
of  the  oscillatory  current.  Considerable  sparking  took  place  at 
the  micrometer  when  its  distance  from  C B C'  was  1*2  metre, 
and  faint  sparks  were  distinguishable  up  to  3 metres.  At  these 
distances  it  was  not  necessary  to  use  the  damp  thread  to  get 
rid  of  the  electrostatic  action,  as,  owing  to  its  diminishing  more 
rapidly  with  increase  of  distance  than  the  effect  of  the  current- 
induction,  it  was  no  longer  able  to  produce  sparks  in  the  micro- 
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meter,  as  was  proved  by  separating  the  discharger  knobs  beyond 
sparking  distance,  when  sparks  could  no  longer  be  perceived  at 
the  micrometer. 

Resonance  Phenomena. — In  order  to  determine  whether  the 
oscillations  were  of  the  nature  of  a regular  vibration.  Hertz 
availed  himself  of  the  principle  of  resonance.  According  to 
this  principle,  an  oscillatory  current  of  definite  period  would, 
other  conditions  being  the  same,  exert  a much  greater  inductive 
effect  upon  one  of  equal  period  than  upon  one  differing  even 
slightly  from  it  .* 

If,  then,  two  circuits  are  taken  having  as  nearly  as  possible 
equal  vibration  periods,  the  effect  of  one  upon  the  other  will 
be  diminished  by  altering  either  the  capacity  or  the  coefficient 
of  self-induction  of  one  of  them,  as  a change  in  either  of  them 
would  alter  the  period  of  vibration  of  the  circuit. 

This  was  carried  out  by  means  of  an  arrangement  very  simi- 
lar to  that  of  Fig.  154.  The  conductor  C C'  was  replaced  by  a 
straight  copper  wire  2-6  metres  in  length  and  5 millimetres  in 
diameter,  divided  into  two  equal  parts  as  before  by  a discharger. 
The  discharger  knobs  were  attached  directly  to  the  secondary 
terminals  of  the  induction  coil.  Two  hollow  zinc  spheres,  30 
centimetres  in  diameter,  were  made  to  slide  on  the  wire,  one 
on  each  side  of  the  discharger,  and  since,  electrically  speaking, 
these  formed  the  terminals  of  the  conductor,  its  length  could 
be  varied  by  altering  their  position.  The  micrometer  circuit 
was  chosen  of  such  dimensions  as  to  have,  if  the  author’s 
hypothesis  were  correct,  a slightly  shorter  vibration  period  than 
that  of  C C'.  It  was  formed  of  a square,  with  sides  75  centi- 
metres in  length,  of  copper  wire  2 millimetres  in  diameter,  and 
it  was  placed  with  its  nearest  side  parallel  to  C B C'  and  at  a 
distance  of  30  centimetres  from  it.  The  sparking  distance  at 
the  micrometer  was  then  found  to  be  0-9  millimetre.  When 
the  terminals  of  the  micrometer  circuit  was  placed  in  contact 
with  two  metal  spheres  8 centimetres  in  diameter,  supported  on 
insulating  stands,  the  sparking  distance  could  be  increased  up 
to  2-5  millimetres.  When  these  were  replaced  by  much  larger 
spheres  the  sparking  distance  was  diminished  to  a small 
fraction  of  a millimetre.  Similar  results  were  obtained  on 
connecting  the  micrometer  terminals  with  the  plates  of  a 

* iiee  Oberbeck,  AVicJeiuanu’s  Annalcii,  Vol.  XXVI.,  p,  215,  18 j5. 
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Kohlrausch  condenser.  When  the  plates  were  far  apart  the 
increase  of  capacity  increased  the  sparking  distance,  but  when 
the  plates  were  brought  close  together  the  sparking  distances 
again  fell  to  a very  small  value. 

The  simplest  method  of  adjusting  the  capacity  of  the  micro- 
meter circuit  is  to  suspend  to  its  ends  two  parallel  wires  the 
distance  and  lengths  of  which  are  capable  of  variation.  By  this 
means  the  author  succeeded  in  increasing  the  sparking  distance 
up  to  three  millimetres,  after  which  it  diminished  when  the 
wires  were  either  lengthened  or  shortened.  The  decrease  of  the 
sparking  distance  on  increasing  the  capacity  was  naturally  to 
be  expected ; but  it  would  be  difficult  to  understand,  except  on 
the  principle  of  resonance,  why  a decrease  of  the  capacity 
should  have  the  same  effect. 


Fig.  155. — Curve  showing  relation  between  length  of  side  of  rectangle 
(taken  as  abscissa)  and  maximum  sparking  distance  (taken  as  ordinate),  the 
sides  consisting  of  straight  wires  of  varying  lengths. 

The  experiments  were  then  varied  by  diminishing  the  capa- 
city of  the  circuit  C B 0'  so  as  to  shorten  its  period  of  oscil- 
lation, and  the  results  confirmed  those  previously  obtained ; 
and  a series  of  experiments  in  which  the  lengths  and  capacities 
of  the  circuits  were  varied  in  different  ways  showed  conclu- 
sively that  the  maximum  effect  does  not  depend  on  the  con- 
ditions of  either  one  of  the  two  circuits,  but  on  the  existence  of 
the  proper  relation  between  them. 

When  the  two  circuits  were  brought  very  close  together,  and 
the  discharger  knobs  separated  by  an  interval  of  7 millimetres, 
sparks  were  obtained  at  the  micrometer,  which  were  also 


430 


DYNAMICAL  THEORY  OF  INDUCTION. 


7 millimetres  in  length,  when  the  two  circuits  had  been  care- 
fully  adjusted  to  have  the  same  period.  The  induced  E.M.F’s 
must  in  this  case  have  attained  nearly  as  high  a value  as  the 
inducing  ones. 

To  show  the  effect  of  varying  the  coefficient  of  self-induction, 
a series  of  rectangles,  abed  (Fig.  154),  were  taken,  having  a 
constant  breadth,  a h,  but  a length,  a c,  continually  increasing 
from  10  centimetres  up  to  250  centimetres : it  was  found  that 
the  maximum  effect  was  obtained  with  a length  of  1*8  metre. 
The  quantitative  results  of  these  experiments  are  shown  in 
Fig.  155,  in  which  the  abscissae  of  the  curve  are  the  double 
lengths  of  the  rectangles,  and  the  ordinates  represent  the  cor. 
responding  maximum  sparking  distances.  The  sparking  dis- 
lances  could  not  be  determined  with  great  exactness,  but  the 
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Fig.  155. — Curve  showing  relation  between  length  of  side  of  rectangle 
(taken  as  abscissa)  and  maximum  sparking  distance  (taken  as  ordinate),  the 
sides  consisting  of  spirals  gradually  drawn  out. 


errors  were  not  sufficient  to  mask  the  general  nature  of  the 
result. 

In  a second  series  of  experiments  the  sides  a c and  h d were 
formed  of  loose  coils  of  wire  which  were  gradually  pulled  out, 
and  the  result  is  shown  in  Fig.  156.  It  will  be  seen  that  the 
maximum  sparking  distance  was  attained  for  a somewhat 
greater  length  of  side,  which  is  explained  by  the  fact  that  in 
the  latter  experiments  the  self-induction  only  was  increased  by 
increase  of  length,  while  in  the  former  series  the  capacity  was 
increased  as  well.  Varying  the  resistance  of  the  micrometer 
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circuit  by  using  copper  and  German  silver  wires  of  various 
diameters  was  found  to  have  no  effect  on  the  period  of  oscilla- 
tion, and  extremely  little  on  the  sparking  distance. 

When  the  wire  c d was  surrounded  by  an  iron  tube,  or 
when  it  was  replaced  by  an  iron  wire,  no  perceptible  effect 
was  obtained,  confirming  the  conclusion  previously  arrived 
at  that  the  magnetism  of  the  iron  is  unable  to  follow  such 
rapid  oscillations,  and  therefore  exerts  no  appreciable 
effect. 

It  is  only  proper,  however,  to  interpolate  at  this  point  the 
remark  that  other  observers  do  not  endorse  entirely  this 
statement  of  Hertz.  We  may  especially  draw  attention  to 
the  work  of  Prof.  J.  Trowbridge  and  of  Mr.  C.  E.  St. 
John*  on  the  propagation  of  electrical  oscillations  on  iron 
wires.  The  experimental  results  obtained  by  these  investi- 
gators may  be  summed  up  as  follows  : — 

1.  The  magnetic  permeability  of  iron  wires  exercises  an 
important  influence  upon  the  decay  of  electrical  oscillations 
of  high  frequency.  The  influence  is  so  great  that  the  oscilla- 
tions may  be  reduced  to  half  an  oscillation  on  a circuit  of 
;suitable  self-induction  and  capacity  for  producing  them. 

2.  Currents  of  high  frequency  such  as  are  produced  in 
Leyden  jar  discharges  therefore  magnetise  iron. 

3.  The  self-induction  of  iron  circuits  is  sensibly  greater 
than  that  of  similar  copper  circuits  under  rapid  electrical 
•oscillations  115  x lO*^  reversals  per  second. 

4.  This  increase  in  self-induction  produces  a shortening  of 
the  wave-length. 

5.  The  permeability  of  annealed  iron  under  the  above  rate 
•of  alternation  is  about  385. 

For  full  information  as  to  the  methods  of  obtaining  these 
results  we  must  refer  the  reader  to  the  original  Papers. 

Nodes. — The  vibrations  in  the  micrometer  circuit  which  have 
been  considered  are  the  simplest  ones  possible,  but  not  the  only 
ones.  While  the  potential  at  the  ends  alternates  between  two 
fixed  limits,  that  at  the  central  portion  of  the  circuit  retains  a 
constant  mean  value.  The  electrical  vibration,  therefore,  has 

* See  Phil.  Mtj.,  December,  1891,  Mr.  J.  Trowbridge  on  “ Damping  of 
I'^ectrical  Oscillations  on  Iron  Wires  ; ” and  Phil.  Mcuj.^  November,  1894, 
Mr.  C.  E.  St.  John  on  “Wave-Lengths  of  Electricity  on  Iron  Wires. ' 
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a node  at  the  centre,  and  this  will  be  the  only  nodal  point.  Its 
existence  may  be  proved  by  placing  a small  insulated  sphere 
close  to  various  portions  of  the  micrometer  circuit  while  sparks 
are  passing  at  the  discharger  of  the  coil,  when  it  will  be  found 
that  if  the  sphere  is  placed  close  to  the  centre  of  the  circuit 
the  sparking  will  be  very  slight,  increasing  as  the  sphere  is 
moved  further  away.  The  sparking  cannot,  however,  be 
entirely  got  rid  of,  and  there  is  a better  way  of  determining 
the  existence  and  position  of  the  node.  After  adjusting  the 
two  circuits  to  unison,  and  drawing  the  micrometer  terminals 
so  far  apart  that  sparks  can  only  be  made  to  pass  by  means  of 
resonant  action,  let  different  parts  of  the  circuit  be  touched 
by  a conductor  of  some  capacity,  when  it  will  be  found  that 
the  sparks  disappear,  owing  to  interference  with  the  resonant 
action,  except  when  the  point  of  contact  is  at  the  centre  of  the 
circuit.  Hertz  then  endeavoured  to  produce  a vibration 
with  two  nodes,  and  for  this  purpose  he  modified  the  apparatus 
previously  used  by  adding  to  the  micrometer  circuit  a second 
rectangle,  ef  g h,  exactly  similar  to  the  first  (as  shown  in  Fig. 
157),  and  joining  the  points  of  the  circuit  near  the  terminals 
by  wires  1 3 and  2 4,  as  shown  in  the  diagram. 

The  whole  system  then  formed  a closed  metallic  circuit,  the 
fundamental  vibration  of  which  would  have  two  nodes.  Since 
the  period  of  this  vibration  would  necessarily  agree  closely 
with  that  of  each  half  of  the  circuit,  and,  therefore,  with  that 
of  the  circuit  C C',  it  was  to  be  expected  that  the  vibration 
would  have  a pair  of  loops  at  the  junctions  1 3 and  2 4,  and  a 
pair  of  nodes  at  the  middle  points  of  c d and  u h.  The  vibra- 
tions were  determined  by  measuring  the  sparking  distance 
between  the  micrometer  terminals  1 and  2.  It  was  found  that, 
contrary  to  what  was  expected,  the  addition  of  the  second 
rectangle  diminished  this  sparking  distance  from  about  three 
millimetres  to  about  one  millimetre.  The  existence  of 
resonant  action  between  the  circuit  C C'  and  the  micrometer 
circuit  was,  however,  fully  demonstrated,  for  any  alteration 
in  the  circuit  e f g h,  whether  it  consisted  in  increasing  or  in 
decreasing  its  length,  diminished  the  sparking  distance.  It 
was  also  found  that  much  weaker  sparking  took  place  between 
c d ov  g h and  an  insulated  sphere  than  between  a e ov  bf  and 
the  same  sphere,  showing  that  the  nodes  were  in  c d and  g Iiy. 
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as  expected.  Further,  when  the  sphere  was  made  to  touch 
cd  or  gh  it  had  no  effect  on  the  sparking  distance  of  1 and  2 ; 
but  when  the  point  of  contact  was  at  any  other  portion  of  the 
circuit  the  sparking  distance  was  diminished,  showing  that 
these  nodes  did  really  belong  to  the  vibration,  the  resonant 
action  of  which  increased  this  sparking  distance. 

The  wire  joining  the  points  2 and  4 was  then  removed. 
As  the  strength  of  the  induced  oscillatory  current  should  be 
zero  at  these  points,  the  removal  ought  not  to  disturb  the 
vibrations,  and  this  was  shown  experimentally  to  be  the  case, 
the  resonant  effects  and  the  position  of  the  nodes  remaining 
unchanged.  The  vibration  with  two  nodal  points  was,  of 


^ 1^. 

Fig.  157, 

course,  not  the  fundamental  vibration  of  the  circuit,  which 
consisted  of  a vibration  with  a node  between  a and  e,  and  for 
which  the  highest  values  of  the  potential  were  at  the  points 
2 and  4. 

When  these  spheres  forming  the  terminals  at  these  points 
were  brought  close  together  slight  sparking  was  found  to  take 
place  between  them,  which  was  attributed  to  the  excitation, 
though  only  to  a small  extent,  of  the  fundamental  vibration. 
This  explanation  was  confirmed  in  the  following  manner : — 
The  sparks  between  1 and  2 were  broken  off,  leaving  only  the 
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sparks  between  2 and  4,  wbicli  measured  the  intensity  of  the 
fundamental  vibration.  The  period  of  vibration  of  the  circuit 
CC'  was  then  increased  by  drawing  it  out  to  its  full  length, 
and  thereby  increasing  its  capacity,  when  it  was  observed  that 
the  sparking  gradually  increased  to  a maximum,  and  then 
began  to  diminish  again.  The  maximum  value  must  evidently 
occur  when  the  period  of  vibration  of  the  circuit  C C'  is  the 
same  as  that  of  the  fundamental  vibration  of  the  micrometer 
circuit,  and  it  was  shown  that  when  the  sparking  distance 
between  2 and  4 had  its  maximum  value  the  sparks  corre- 
sponded to  a vibration  with  only  one  nodal  point,  for  the 
sparks  ceased  when  the  previously  existing  nodes  were 
touched  by  a conductor,  and  the  only  point  where  contact 
could  take  place  without  effect  on  the  sparking  was  between 
a and  e.  These  results  show  that  it  is  possible  to  excite  at 
will  in  the  same  conductor  either  the  fundamental  vibration 
or  its  first  overtone,  to  use  the  language  of  acoustics. 

Hertz  appeared  to  consider  it  very  doubtful  whether  it  was 
possible  to  get  higher  overtones  of  electrical  vibration,  the 
difficulty  of  obtaining  such  lying  not  only  in  the  method  of 
observation,  but  also  in  the  nature  of  the  oscillations  them- 
selves. The  intensity  of  these  is  found  to  vary  considerably 
during  a series  of  discharges  from  the  coil  even  when  all  the 
circumstances  are  maintained  as  constant  as  possible,  and  the 
comparative  feebleness  of  the  resonant  effects  shows  that  there 
must  be  a considerable  amount  of  damping.  There  are,  more- 
over, many  secondary  phenomena  which  seem  to  indicate  that 
irregular  vibrations  are  superposed  upon  the  regular  ones,  as 
would  be  expected  in  complex  systems  of  conductors.  If, 
therefore,  we  wish  to  compare  electrical  oscillations  from  a 
mathematical  point  of  view  with  those  of  acoustics,  we  must 
seek  our  analogy  in  the  high  notes  intermixed  wuth  irregular 
vibrations,  obtained,  say,  by  striking  a wooden  rod  with  a 
hammer  rather  than  in  the  comparatively  slow  harmonic 
vibration  of  tuning  forks  or  strings  ; and  in  the  case  of  vibra- 
tions of  the  former  class  wm  have  to  be  contented  even  in  the 
study  of  acoustics  with  little  more  than  indications  of  such 
phenomena  as  resonance  and  nodal  points. 

Eef erring  to  the  conditions  to  be  fulfilled  in  order  to  obtain 
the  best  results,  Hertz  noted  a fact  of  very  considerable  interest 
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;and  novelty,  namely,  that  the  spark  from  the  discharger 
should  always  be  visible  from  the  micrometer,  as,  when 
this  was  not  the  case,  though  the  phenomena  observed  were 
of  the  same  character,  the  sparking  distance  was  invariably 
diminished.  This  effect  of  the  light  from  the  spark  of  an 
induction  coil  in  increasing  the  sparking  distance  in  a 
secondary  circuit  has  been  fully  described  by  Dr.  Lodge  in 
his  book  on  the  work  of  Hertz,  and  he  has  pointed  out  that 
-the  same  effect  is  produced  by  light  from  burning  magnesium 
wire  or  other  sources  rich  in  the  ultra-violet  rays. 

TJieorij  of  the  Experiments. — The  theories  of  electrical  oscilla- 
tions wdiich  have  been  developed  by  Lord  Kelvin,  von 
Helmholtz,  and  Kirchoff  have  been  shown^  to  hold  good  for 
the  open  circuit  oscillations  of  induction  apparatus,  as  well  as 
for  the  oscillatory  Leyden  jar  discharge  ; and  it  is  of  interest 
to  inquire  whether  the  observed  results  are  of  the  same  order 
as  those  indicated  by  theory. 

Hertz  considers,  in  the  first  place,  the  vibration  period. 
Let  T be  the  period  of  a single  or  half  vibration  proper  to  the 
conductor  exciting  the  micrometer  circuit ; L its  coefficient  of 
self-induction  in  absolute  electromagnetic  measure,  expressed, 
therefore,  in  centimetres  ; C the  capacity  of  one  of  its  terminals 
in  electrostatic  measure,  and  therefore  also  expressed  in  centi- 
metres ; and  v the  velocity  of  light  in  centimetre-seconds ; 
then,  if  the  resistance  of  the  conductor  is  small, 

1^ \/  L 0 

V 

In  the  case  of  the  resonance  experiments,  the  capacity  C was 
approximately  the  radius  of  the  sphere  forming  the  terminal, 
so  that  C = 7'5  centimetres.!  The  coefficient  of  self-induction 


* Lorentz,  Wiedemann’s  Annalen,  Vol.  VII.,  p.  161,  1879. 
t In  Hertz’s  original  Paper  the  capacity  of  the  spherical  terminal  ball 
-was  taken  as  15  units.  M.  Poincard  first  drew  attention  to  the  fact  that 
the  capacity  C in  the  above  formula  denotes  the  amount  of  electricity 
which  exists  at  one  end  of  an  oscillating  conductor  when  the  difference  of 
potential  between  the  two  ends  is  equal  to  unity.  Hence,  if  the  spheres 
are  far  apart,  the  difference  of  potential  between  each  of  them  and  sur- 
rounding space  is  +L  Therefore  the  charge  on  the  sphere  is  formed  by 
dividing  its  capacity,  i.c.,  its  radius  in  centimetres,  by  2.  Hence,  C in  the 

Above  formj.ila  is  ^ = 7’5. 
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was  that  of  a wire  of  length  1 = 150  centimetres  and  diameter 
= 1/2  centimetre. 

According  to  Neumann’s  formula, 


which  gives  in  the  case  considered 


L = 2 Z Aog  — - 0*75^  = 1,902  centimetres. 


d 


As,  however,  it  is  not  quite  certain  that  Neumann’s  formula 
is  applicable  to  an  open  circuit,  it  is  better  to  use  von  Helm- 
holtz’s more  general  formula,  containing  an  undetermined, 
constant  k,  according  to  which 


Putting  k = l,  this  reduces  to  Neumann’s  formula  ; for  k = 0 
it  reduces  to  that  of  Maxwell,  and  for  /i  = - 1 to  Weber’s.  The 
greatest  difference  in  the  values  of  L obtained  by  giving  these 
different  values  to  k would  not  exceed  a sixth  of  its  mean 
value,  and  therefore,  for  the  purposes  of  the  present  approxi- 
mation, it  is  enough  to  assume  that  k is  not  a large  positive 
or  negative  number;  for  if  the  number  1,902  does  not  give 
the  correct  value  of  the  coefficient  for  the  wire  150  centimetres 
in  length,  it  will  give  the  value  corresponding  to  a conductor 
not  differing  greatly  from  it  in  length. 

Taking  L = 1,902  centimetres,  we  have  tt  n/CL  = 531  centi- 
metres, which  represents  the  distance  traversed  by  light  during 
the  oscillation,  or,  according  to  Maxwell’s  theory,  the  length 
of  an  electromagnetic  ether  wave.  The  value  of  T is  then 
found  to  be  1-26  hundred-millionths  of  a second,  which  is  of 
the  same  order  as  the  observed  results. 

The  ratio  of  damping  is  then  considered.  In  order  that 
oscillations  may  be  possible,  the  resistance  of  the  open  circuit 
must  be  less  than  2 v Jh/C.  Fcr  the  exciting  circuit  used  this 
gives  676  ohms  as  the  upper  limit  of  resistance.  If  the  actual 
resistance,  r,  is  sensibly  below  this  limit,  the  ratio  of  damping 


will  be  The  amplitude  will  therefore  be  reduced  in  the 

ratio  1:2-71  in 
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oscillations.  We  have,  unfortunately,  no  means  of  deter- 
mining the  resistance  of  the  air  space  traversed  by  the  spark, 
but  as  the  resistance  of  a strong  electric  arc  is  never  less  than 
a few  ohms  we  shall  be  justified  in  assuming  this  as  the 
minimum  limit.  From  this  it  would  follow  that  the  number 
of  oscillations  due  to  a single  impulse  must  be  reckoned  in 
tens,  and  not  in  hundreds  or  thousands,  which  is  in  accordance 
with  the  character  of  the  experimental  results,  and  agrees  with 
results  observed  in  the  case  of  the  oscillatory  Leyden  jar 
discharge.  In  the  case  of  closed  metallic  circuits,  on  the 
other  hand,  theory  indicates  that  the  number  of  oscillations 
before  equilibrium  is  attained  must  be  reckoned  by  thousands. 

Hertz  compares,  lastly,  the  order  of  the  inductive  actions  of 
these  oscillations  according  to  theory  with  that  of  the  effects 
actually  observed.  To  do  this  it  must  be  noted  that  the 
maximum  E.M.F.  induced  by  the  oscillation  in  its  own  circuit 
is  approximately  equal  to  the  maximum  potential  difference 
at  its  extremities ; for  if  there  were  no  damping  these  quanti- 
ties would  be  identical,  since  at  any  moment  the  potential 
'difference  at  the  extremities  and  the  E.M.F.  of  induction 
would  be  in  equilibrium.  In  the  experiments  under  con- 
sideration the  potential  difference  at  the  extremities  was  such 
as  to  give  a spark  7 to  8 millimetres  in  length,  which  must 
therefore  represent  the  maximum  inductive  action  excited  in 
its  own  circuit  by  the  oscillation.  Again,  at  any  instant  the 
induced  E.M.F.  in  the  micrometer  circuit  must  be  to  that 
in  the  exciting  conductor  in  the  same  ratio  as  that  of  the 
coefficient  of  mutual  induction  M of  the  two  circuits  to  the 
coefficient  of  self-induction  L of  the  exciting  circuit.  The 
value  of  M for  the  case  considered  is  easily  calculated  from  the 
ordinary  formulae,  and  it  is  found  to  lie  between  one-ninth 
and  one-twelth  of  L.  This  would  only  give  sparks  of  from  J 
to  f millimetre  in  length,  so  that  according  to  theory  visible 
sparks  ought  in  any  case  to  be  obtained ; but,  on  the  other 
hand,  sparks  several  millimetres  in  length,  as  were  obtained 
in  the  experiments  previously  described,  can  only  be  explained 
on  the  assumption  that  the  successive  inductive  actions  pro- 
duce an  accumulative  effect ; so  that  theory  indicates  the 
.necessity  of  the  existence  of  the  resonant  effects  actually 
. observed. 
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Hertz  was  at  first  inclined  to  suppose  that  as  the  micro- 
meter circuit  was  only  broken  by  the  extremely  short  air  space 
limited  by  the  maximum  sparking  distance  under  the  condi- 
tions of  the  experiment,  it  might  therefore  be  treated  as  a 
closed  circuit,  and  only  the  total  induction  considered.  The 
ordinary  methods  of  electro-dynamics  give  the  means  of  com- 
pletely determining  the  total  inductive  effect  of  a current 
element  on  a closed  circuit,  and  would,  therefore,  in  this  case 
have  sufficed  for  the  investigation  of  the  phenomena  observed. 
He  found,  however,  that  the  treatment  of  the  micrometer 
circuit  as  a closed  circuit  led  to  incorrect  results,  so  that  it, 
as  well  as  tlie  primary,  had  to  be  treated  as  an  open  circuit,, 
and  therefore  a knowledge  of  the  total  induction  was  insuffi- 
cient, and  it  became  necessary  to  consider  the  value  both  of 
the  E.M.F.  of  induction  and  of  the  electrostatic  E.M.F.  due  to- 
the  charged  extremities  of  the  exciting  circuit  at  each  point  of 
the  micrometer  circuit. 

The  investigations  to  which  these  considerations  led  are 
described  by  Hertz  in  a Paper,  “ On  the  Action  of  a Rectilinear 
Electdcal  Oscillation  upon  a Circuit  in  its  Vicinity,”  published 
in  Wiedemann’s  Annalen,  Vol.  XXXIV..  p.  155,  1888. 

In  what  follows  the  exciting  circuit  will  be  spoken  of  as  the 
primary  and  the  micrometer  circuit  as  ihe  secondary.  Hertz 
points  out  that  the  reason  that  electrostolic  effect  cannot  be 
neglected  is  to  be  found  in  the  extreme  rapidity  with  which 
the  electrostatic  forces  change  their  sign.  If  the  electrostatic 
alternations  in  the  primary  were  comparatively  slow  they 
might  attain  a very  high  intensity  without  giving  rise  to  a 
spark  in  the  secondary,  since  the  electrostatic  distribution  on 
the  secondary  would  vary  so  as  to  remain  in  equilibrium  with 
the  external  E.M.F.  This,  however,  is  impossible,  because  the 
variations  in  direction  follow  each  other  too  rapidly  for  the 
distribution  to  follow  them. 

In  the  present  investigations  the  primary  circuit  consisted  of 
a straight  copper  wire  5 millimetres  in  diameter,  carrying  at  its 
extremities  hollow  zinc  spheres  30  centimetres  in  diameter,. 
The  centres  of  the  spheres  were  one  m.etre  apart,  and  at  the 
middle  of  the  wire  was  an  air  space  J centimetre  in  length. 
The  wire  was  ^daced  in  a horizontal  position,  and  the  observa- 
tions were  all  made  at  points  near  to  the  horizontal  plane- 
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through  it,  which,  however,  did  not  of  course  affect  their 
generality,  as  the  same  effects  would  necessarily  be  produced 
in  any  plane  through  the  horizontal  wire.  The  secondary 
circuit  consisted  of  a circle  of  35  centimetres  radius,  of  copper 
wire  2 millimetres  in  diameter,  the  circle  being  broken  by 
an  air  space  capable  of  variation  by  means  of  a micrometer 
screw.* 

The  circular  form  was  selected  for  the  secondary  circuit 
because  the  former  investigations  had  shown  that  the  sparking 
distance  was  not  the  same  at  all  points  of  the  secondary,  even 
when  the  conductor  as  a whole  remained  unchanged  in  posi- 
tion, and  wdth  a circular  circuit  it  was  easier  to  bring  the  air 
space  to  any  part  than  if  any  other  form  had  been  used.  To 
attain  this  object  the  circle  was  made  movable  about  an  axis 
passing  through  its  centre  perpendicular  to  its  plane. 

The  circuits  of  the  dimensions  stated  were  very  nearly  in 
unison,  and  they  were  further  adjusted  by  means  of  little 
strips  of  metal  soldered  to  the  extremities,  and  varied  in 
length  until  the  maximum  sparking  distance  was  obtained. 

We  shall  follow  Hertz  in  first  considering  the  subject 
theoretically,  and  then  examining  how  far  the  experimental 
results  are  in  accordance  with  the  theoretical  conclusions.  It 
will  be  assumed  that  the  E.M.F.  at  every  point  is  a simple 
harmonic  function  of  the  time,  but  that  it  does  not  undergo 
reversal  in  direction,  and  it  v;ill  further  be  assumed  that  the 
oscillations  are  at  any  given  moment  everywhere  in  the  same 
phase.  This  will  certainly  be  the  case  in  the  immediate  neigh- 
bourhood of  the  primary,  and  for  the  present  we  shall  confine 
our  attention  to  such  points.  Let  s be  the  distance  of  a point 
measured  along  the  circuit  from  the  air  space  of  the  secondary, 
and  F the  component  E.M.F.  at  that  point  along  the  circular 
arc  d s.  Then  F is  a function  of  s,  which  assumes  its  original 
value  after  passing  once  round  the  circle  of  circumference  S. 
It  may,  therefore,  be  expanded  in  the  form 

A -o  27rs  . . -r,,  . 2Trs 

F = A -t-  B cos  - - + + B sm  + . . . . c , 

b b 


* This  small  circular  detector  circuit  may  be  called  an  electro -magnetiG 
eye,  because  it  enables  us  to  see  the  electro-magnetic  disturbance  and  to 
localise  it. 
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The  higher  terms  of  the  series  may  be  neglected,  as  the  only 
result  of  so  doing  will  be  that  the  approximate  theory  will 
give  an  absolute  disappearance  of  sparks  where  really  the 
disappearance  is  not  quite  complete,  and  indeed  the  experi- 
ments are  not  delicate  enough  to  enable  us  to  compare  their 
results  with  theory  beyond  a first  approximation. 

The  force  A acts  in  the  same  direction  and  is  of  constant 
amount  at  all  points  of  the  circle,  and  therefore  it  must  be 
independent  of  the  electrostatic  E.M.F.,  as  the  integral  of  the 
latter  round  the  circle  is  zero.  A,  then,  represents  the  total 
E.M.F.  of  induction,  which  is  measured  by  the  rate  of  varia- 
tion of  the  number  of  magnetic  lines  of  force  which  pass 
through  the  circle.  If  the  electro-magnetic  field  containing 
the  circle  is  assumed  to  be  uniform,  A will  therefore  be 
proportional  to  the  component  of  the  magnetic  induction 
perpendicular  to  the  plane  of  the  secondary.  It  will  therefore 
vanish  when  the  direction  of  the  magnetic  induction  lies  in 
the  plane  of  the  secondary.  A will  consist  of  an  oscillation, 
the  intensity  of  which  is  independent  of  the  position  of  the 
air  space  in  the  circle,  and  the  corresponding  sparking  dis- 
tance will  be  called  a. 


27r  s 

The  term  B'  sin  — ^ can  have  no  effect  in  exciting  the  funda- 
IS 


mental  vibration  of  the  secondary,  since  it  is  symmetrical  on 
opposite  sides  of  the  air  space. 

^TT  S 

The  term  B cos  will  give  a force  acting  in  the  same 

iS 

direction  in  the  two  quadrants  opposed  to  the  air  space,  and 
will  excite  the  fundamental  vibration.  In  the  two  quadrants 
adjacent  to  the  air  space  it  will  give  a force  in  the  opposite 
direction,  hut  its  effect  will  be  less  than  that  of  the  former 
one ; for  the  current  is  zero  at  the  extremities  of  the  circuit, 
and  therefore  the  electricity  cannot  move  so  freely  as  near  the 
centre.  This  corresponds  to  the  fact  that  if  a string  fastened 
at  each  end  has  its  central  portion  and  ends  acted  on  respec- 
tively by  oppositely-directed  forces,  its  motion  will  be  that 
due  to  the  force  at  the  central  portion,  which  will  excite  the 
fundamental  vibration  if  its  oscillations  are  in  unison  with  the 
latter.  The  intensity  of  the  vibration  will  be  proportional  to 
B.  Let  E be  the  total  E.M.F.  in  the  uniform  field  of  the 
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eecondary,  </>  the  angle  between  its  direction  and  the  plane  of 
the  latter,  and  9 the  angle  which  its  projection  on  this  plane 
makes  with  the  radius  drawn  to  the  air  space.  Then  we  shall 
have,  approximately, 

-»), 

and,  therefore,  B = - E cos  </>  sin  9. 

B,  therefore,  is  a function  simply  of  the  total  E.M.F.  due 
both  to  the  electrostatic  and  electro-dynamic  actions.  It  will 
vanish  when  (^  = 90° — that  is  to  say,  when  the  total  E.M.F.  is 
perpendicular  to  the  plane  of  the  circle,  whatever  be  the  posi- 
tion of  the  air  space  on  the  circle.  B will  also  vanish  when 
^ = 0 — that  is  to  say,  when  the  projection  of  the  E.M.F.  on 
the  plane  of  the  circle  coincides  with  the  radius  through  the 
air  space.  If  the  position  of  the  air  space  on  the  circle  is 
varied,  the  angle  9 will  vary,  and,  therefore,  also  the  intensity 
of  the  vibration  and  the  sparking  distance.  The  sparking 
distance  corresponding  to  the  second  term  of  the  expansion 
for  F can  therefore  be  represented  approximately  by  a formula 
of  the  form  (I  sin  9. 

Now,  the  oscillations  giving  rise  to  sparks  of  lengths  a and 
P sin  9 respectively  are  in  the  same  phase.  The  resulting 
oscillations  will  therefore  be  in  the  same  phase,  and  their 
amplitudes  must  be  added  together.  The  sparking  distance 
being  approximately  proportional  to  the  maximum  total 
amplitude  may  therefore  also  be  obtained  by  adding  the 
sparking  distances  due  to  the  two  oscillations  respectively. 
The  sparking  distance  will  therefore  be  given  as  a function  of 
the  position  of  the  air  space  on  the  secondary  circuit  by  the 
•expression  a-p/3sin^.  Since  the  direction  of  the  oscillation 
in  the  air  space  does  not  come  into  consideration,  we  are  con- 
cerned only  with  the  absolute  value  of  this  expression  and  not 
with  its  sign.  The  determination  of  the  absolute  values  of 
the  quantities  a and  P would  involve  elaborate  theoretical 
investigations,  and  is,  moreover,  unnecessary  for  the  explanation 
of  the  experimental  results. 

Experiments  with  the  Secondary  Circuit  in  a Vertical  Plane. — 
When  the  circle  forming  the  secondary  circuit  was  placed 
with  its  plane  vertical,  anywhere  in  the  neighbourhood  of  the 
primary,  the  following  results  were  obtained. 


F = E cos 


, . /27r  s 

^sm(_ 
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The  sparks  disappeared  for  two  positions  of  the  air  space, 
separated  by  ISOdeg.,  namely,  those  in  which  it  lay  in  the 
horizontal  plane  through  the  primary  ; but  in  every  other 
position  sparks  of  greater  or  less  length  were  observed. 

From  this  it  followed  that  the  value  of  a must  have  been 
constantly  zero,  and  that  0 was  zero  when  the  air  space  was  in 
the  horizontal  plane  through  the  primary. 

The  electromagnetic  lines  of  force  must  therefore  have  been 
perpendicular  to  this  horizontal  plane,  and  therefore  consisted 
of  circles  with  their  centres  on  the  primary ; while  the  electro- 
static lines  of  force  must  have  been  entirely  in  the  horizontal 
plane,  and  therefore  this  system  of  lines  of  force  consisted  of 
curves  lying  in  planes  passing  through  the  primary.  Both  of 
these  results  are  in  agreement  with  theory. 

When  the  air  space  was  at  its  greatest  distance  from  the 
plane  the  sparking  distance  attained  a maximum  value  of 
from  2 to  3 millimetres.  The  sparks  were  shown  to  be  due  to 
the  fundamental  vibration  by  slightly  varying  the  secondary 
so  as  to  throw  it  out  of  unison  with  the  primary  when  the 
sparking  distance  was  diminished,  which  would  noc  have  been 
the  case  if  the  sparks  had  been  due  to  overtones.  Moreover, 
the  sparks  disappeared  when  the  secondary  was  cut  at  its 
points  of  intersection  with  the  horizontal  plane  through  the 
primary,  though  these  would  be  nodal  points  for  the  first 
overtone. 

When  the  air  space  was  kept  at  its  greatest  possible  distance 
from  the  horizontal  plane  through  the  primary,  and  turned 
about  a vertical  axis,  the  sparking  distance  attained  two 
maxima  at  the  points  for  which  = 0,  and  almost  dis- 
appeared at  the  points  for  which  ff)  = 90°. 

The  lower  half  of  Fig.  158  shows  the  different  positions  of 
minimum  sparking.  A A'  is  the  primary  conductor,  and  the 
lines  III  n represent  the  projections  of  the  secondary  circuit  on 
the  horizontal  plane.  The  arrows  perpendicular  to  these  give 
the  direction  of  the  resultant  lines  of  force.  As  this  did  not 
anywhere  vanish  in  passing  from  the  sphere  A to  the  sphere 
A',  it  could  not  change  its  sign. 

The  diagram  brings  out  the  two  following  points  : — 

1.  The  distribution  of  the  resultant  E.M.F.  in  the  vicinity 
of  the  rectilinear  vibration  is  very  similar  to  that  of  the  electro- 
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static  E.M.F.  due  to  the  action  of  its  two  extremities.  It 
should  be  specially  noted  that  near  the  centre  of  the  primary 
the  direction  is  that  of  the  electrostatic  E.M.F.,  showing  that 
it  is  more  powerful  than  the  electro-dynamic,  as  required  by 
theory. 

2.  The  lines  of  force  deviate  more  rapidly  from  the  line 
A A'  than  the  electrostatic  lines,  though  this  is  not  so  evident 
on  the  reduced  scale  of  the  diagram  as  in  the  author’s  original 
drawings  on  a much  larger  scale. 

It  is  due  to  the  components  of  the  electrostatic  E.M.F. 
parallel  to  kk'  being  weakened  by  the  E.M.F.  of  induction, 
while  the  perpendicular  components  remained  unaffected. 


Experiments  with  the  Secondary  Circuit  in  a Horizontal  Plane.. 
The  results  obtained  when  the  plane  of  the  secondary  was 
horizontal  can  best  be  explained  by  reference  to  the  upper  half 
of  the  diagram  in  Fig  158. 

In  the  position  I.,  with  the  centre  of  the  circle  in  the  line 
A A'  produced,  the  sparks  disappeared  when  the  air  space 
occupied  e'.ther  of  the  positions  or  h\,  while  two  equal  maxima 
of  the  sparking  aistance  were  obtained  at  a^  and  a\,  tlie  length 
of  the  spark  in  these  positions  being  2-5  millimetres.  Both 
these  results  are  in  accordance  with  theory. 

In  the  position  II.  the  circle  is  cut  by  the  electro-magnetic 
lines  of  force,  and  therefore  a does  not  vanish.  It  will,  how- 
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ever,  be  small,  and  we  should  expect  that  the  expression  a + /? 
sin  6 would  have  two  unequal  maxima,  yS  + a and  P — a,  both 
for  0 = 90°,  and  having  the  line  joining  them  perpendicular 
to  the  resultant  E.M.F.,  and  between  these  two  maxima  we 
should  expect  two  points  of  no  sparking  near  to  the  smaller 
maximum.  This  was  confirmed  by  the  observations. 

The  maximum  sparking  distances  were  3*5  millimetres  at 
^2  and  2 millimetres  at  a\.  Now,  with  the  air  space  at 
the  sphere  A being  positive,  the  resultant  E.M.F.  in  the  oppo- 
site portion  of  the  circle  will  repel  positive  electricity  from  A, 
and  therefore  tend  to  make  it  flow  round  the  circle  clockwise. 
Between  the  two  spheres  the  electrostatic  E.M.F.  acts  from  A 
towards  A',  and  the  opposite  E.M.F.  of  induction  in  the  neigh- 
bourhood of  the  primary  acts  from  A'  to  A,  parallel  to  the 
former,  and,  acting  more  strongly  on  the  nearer  than  on  the 
further  portion  of  the  secondary,  tends  to  cause  a current  in 
same  direction  as  that  due  to  the  former,  namely,  in  a clock- 
wise direction.  Thus  the  resultant  E.M.F.  is  the  sum  of  the 
two  as  required  by  theory,  and  in  the  same  way  it  is  easily 
seen  that  when  the  air  space  is  at  the  resultant  E.M.F.  is 
equal  tc  their  difference. 

As  the  position  III.  is  gradually  approached  the  maximum 
disappears,  and  the  single  maximum  sparking  distance  was 
found  to  be  four  millimetres  in  length,  having  opposite  to  it  a 
point  of  disappearance  a'^.  In  this  case  clearly  a = /?,  and  the 
sparking  distance  is  given  by  the  expression  a(l  -f  sin  6).  The 
line  U3  a's  is  again  perpendicular  to  the  resultant  E.M.F. 

As  the  circle  approaches  further  towards  the  centre  of  A A\ 
a will  become  greater  than  p,  and  the  expression  a -f  ^ sin  0 
will  not  vanish  for  any  value  of  0,  but  will  have  a maximum 
a + p and  a minimum  a-  P;  and  in  the  experiments  it  was 
found  that  the  sparks  never  entirely  disappeared,  but  varied 
between  a maximum  and  a minimum,  as  indicated  by  theory. 

In  the  position  IV.  a maximum  sparking  distance  of  5-5 
millimetres  was  observed  at  and  a minimum  of  1*5  milli- 
metre at  a\. 

In  the  position  V.  there  was  a maximum  sparking  distance 
of  6 millimetres  at  %,  and  a minimum  of  2*5  millimetres  at  a'^. 
In  these  experiments  the  air  space  should  be  screened  off  from 
the  primary  in  the  latter  positions  as  well  as  in  the  earlier 
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ones,  in  which  it  is  unavoidable,  as  otherwise  the  results  would 
not  be  comparable. 

In  passing  from  the  position  III.  to  the  position  V.  the  line 
a rapidly  turned  from  its  position  of  parallelism  to  the 
primary  circuit  into  a position  perpendicular  to  it.  In  the 
latter  positions  the  sparking  was  essentially  due  to  the  induc- 
tive action,  and  therefore  Hertz  was  justified  in  his  previous 
experiments  in  assuming  the  effect  in  these  positions  to  be  due 
to  induction. 

Even  in  these  positions,  however,  the  sparking  is  not  totally 
independent  of  electrostatic  action,  except  when  the  air  space 
is  half-way  between  the  maximum  and  minimum  positions,  and 
therefore  (3  sin  9 = 0. 

Other  Positio7is  of  the  Secondary  Circuit. — Hertz  made 
numerous  observations  with  the  secondary  circuit  in  other 
positions,  but  in  no  case  were  any  phenomena  observed  whicli 
were  not  completely  in  accordance  with  theory.  As  an 
example  of  these  consider  the  following  experiment : — 

The  secondary  was  first  placed  in  the  horizontal  plane  in  the 
position  V.  (Fig.  158),  and  the  air  space  was  in  the  position  a. 
relatively  to  the  primary.  The  circle  was  then  turned  about  a 
horizontal  axis  through  its  centre  and  parallel  to  the  primary, 
so  as  to  raise  the  air  space  above  the  horizontal  plane.  During 
this  rotation  9 remained  equal  to  90deg.,  and  the  value  of  P 
remained  nearly  constant,  but  a varied  approximately  in  the 
same  ratio  as  cos  "T",  "F  being  the  angle  between  the  plane  of  the 
circle  and  the  horizontal,  for  a is  proportional  to  the  number  of 
magnetic  lines  of  force  passing  through  the  circle.  Let  be 
the  value  of  a in  the  initial  position,  then  in  the  other  postions 
its  value  w'ould  be  cos  and  therefore  the  sparking  dis- 
tance should  be  given  by  the  expression  cos  A^  + P,m  which 
oq  was  known  to  be  greater  than  p.  This  was  confirmed  by 
observation,  for  it  was  found  that  as  the  air  space  increased 
its  height  above  the  horizontal  plane  the  sparking  distance 
diminished  from  6 millimetres  down  to  2 millimetres,  its  value 
when  the  air  space  was  at  its  greatest  distance  above  the  hori- 
zontal plane.  During  the  rotation  through  the  next  quadrant 
the  sparking  distance  diminished  almost  to  zero,  and  then 
increased  to  the  smaller  maximum  of  2-5  millimetres,  which  it 
attained  when  the  circle  had  turned  through  IbOdeg.,  and  was 
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therefore  again  horizontal.  Similar  results  were  obtained  in 
the  opposite  order  as  the  circle  was  rotated  from  lOSdeg.  to 
360deg.  When  the  circle  was  kept  with  the  air  space  at  its 
maximum  height  above  the  horizontal  plane,  and  then  raised 
-or  lowered  bodily  without  rotation,  the  sparking  distance  was 
found  to  diminish  in  the  former  case  and  to  increase  in  the 
latter — results  completely  in  accordance  with  theory. 

Forces  at  Greater  Distances. — Experiments  with  the  secondary 
at  greater  distances  from  the  primary  are  of  great  importance, 
as  the  distribution  of  E.M.F.  in  the  field  of  an  open  circuit  is 
very  different  according  to  different  theories  of  electro-dynamic 
action,  and  the  results  may,  therefore,  serve  to  eliminate  some 
of  them  as  untenable.  In  making  these  experiments,  how- 
ever, an  unexpected  difficulty  was  encountered,  as  it  was  found 
that  at  distances  of  from  1 to  1-5  metre  from  the  primary,  the 
maximum  and  minimum,  except  in  certain  positions,  became 
indistinctly  defined  ; but  when  the  distance  was  increased  to 
upwards  of  two  metres,  though  the  sparks  were  then  very 
small,  the  maximum  and  minimum  were  found  to  be  very 
sharply  marked  when  the  sparks  were  observed  in  the  dark. 
The  positions  of  maximum  and  minimum  were  found  to  occur 
with  the  circle  in  planes  at  right  angles  to  each  other.  At 
considerable  distances  the  sparking  diminished  very  slowly  as 
the  distance  was  increased.  Hertz  was  not  able  to  determine 
an  upper  limit  to  the  distance  at  which  sensible  effects  took 
place,  but,  in  a room  14  metres  by  12,  sparks  were  distinctly 
observed  when  the  primary  was  placed  in  one  corner  of  the 
room,  wherever  the  secondary  was  placed.  When,  however, 
the  primary  was  slightly  displaced  no  effects  could  be  observed, 
even  when  the  secondary  was  brought  considerably  nearer. 
The  interposition  of  solid  screens  between  the  two  circuits 
greatly  diminished  the  effect. 

Hertz  mapped  out  the  distribution  of  force  throughout  the 
room  by  means  of  chalk  lines  on  the  floor,  putting  stars  at  the 
points  where  the  direction  of  the  E.M.F.  became  indeter- 
minate. A portion  of  the  diagram  obtained  in  this  manner  is 
shown  on  a reduced  scale  in  Fig.  159,  with  respect  to  which 
the  following  points  are  noteworthy  ; — 

1.  At  distances  beyond  three  metres  the  E.M.F.  is  every- 
v>^here  parallel  to  the  primary  oscillation.  Withii]  this  region, 
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therefore,  the  electrostatic  E.M.F.  is  negligible  in  comparison 
with  the  E.M.F.  of  induction.  Now  all  the  theories  of  the 
mutual  action  of  current  elements  agree  in  giving  an  E.M.F. 
of  induction  inversely  proportional  to  the  distance  ; while  the 
electrostatic  E.M.F.,  being  due  to  the  differential  action  of 
the  two  extremities  of  the  primary,  is  approximately  inversely 
proportional  to  the  cube  of  the  distance.  Some  of  these 
theories,  however,  are  not  in  accordance  with  the  experi- 
mental result  that  the  effect  diminishes  much  more  rapidly 
in  the  direction  of  the  primary  oscillation  than  in  a direc- 
tion at  right  angles  to  it,  induced  sparks  being  observed  at 
a distance  exceeding  12  metres  in  the  latter  direction,  while 
they  disappeared  at  a distance  of  about  four  metres  in  the 
former  direction. 


Fig.  159. 

2.  That,  as  already  prove^l,  for  distances  less  than  one 
metre  the  distribution  of  E.M.F.  is  practically  that  of  the 
electrostatic  E.M.F. 

3.  There  are  two  straight  lines  at  all  points  of  which  the 
direction  of  the  E.M.F.  is  determinate,  namely,  the  line  in 
which  the  primary  oscillation  takes  place,  and  the  perpendicular 
to  the  primary  through  its  middle  point.  Along  the  latter  the 
E.M.F.  does  not  vanish  at  any  point : the  sparking  diminishes 
gradually  as  the  distance  is  increased.  Tins,  again,  is  incon- 
sistent with  some  of  the  theories  of  mutual  action  of  current 
elements,  according  to  which  it  should  vanish  at  a certain 
definite  distance.  A very  important  result  of  the  investigation 
is  the  demonstration  of  the  existence  of  regions  within  which 
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the  direction  of  the  E.M.F.  becomes  indeterminate.  These 
regions  form  two  rings  encircling  the  primary  circuit.  Since 
the  E.M.F.  within  them  acts  very  nearly  equally  in  every 
direction,  it  must  assume  different  directions  in  succession,  for, 
of  course,  it  cannot  act  in  different  directions  simultaneously. 

The  observations,  therefore,  lead  to  the  conclusion  that 
within  these  regions  the  magnitude  of  the  E.M.F.  remains 
very  nearly  constant,  while  its  direction  varies  through  all 
the  points  of  the  compass  at  each  oscillation.  Hertz  stated 
that  he  was  unable  to  explain  this  result,  as  also  the 
existence  of  overtones,  by  means  of  the  simplified  theory  in 
which  the  higher  terms  of  the  expansion  of  F are  neglected, 
and  he  considers  that  no  theory  of  simple  action  at  a distance 
is  capable  of  explaining  it.  If,  however,  the  electrostatic 
E.M.F.  and  the  E.M.F.  of  induction  are  propagated  through 
space  with  unequal  velocities,  it  admits  of  very  simple  explana- 
tion. For  within  these  annular  regions  the  two  E.M.F.s  are 
at  right  angles  and  of  the  same  order  of  magnitude  ; they  will, 
therefore,  in  consequence  of  the  distance  traversed,  differ  in 
phase,  and  the  direction  of  the  resultant  will  turn  through  all 
the  points  of  the  compass  at  each  oscillation. 

This  phenomenon  appeared  to  him  to  be  the  first  indication 
which  had  been  observed  of  a finite  rate  of  propagation  through 
space  of  electrical  actions,  for,  if  there  is  a difference  in  the 
rate  of  propagation  of  the  electrostatic  and  electro-dynamic 
E.M.F.,  one  at  least  of  them  must  be  definite. 

At  the  end  of  the  Paper  in  which  the  preceding  experiments 
are  described.  Hertz  describes  some  observations  which  he 
made  on  the  conditions  at  the  primary  sparking  point 
which  affect  the  production  of  sparks  in  the  secondary  circuit. 
He  found  that  illuminating  the  primary  spark  diminished 
its  power  of  exciting  rapid  oscillations,  the  sparks  in  the 
secondary  being  observed  to  cease  when  a piece  of  magnesium 
wire  was  burnt  or  an  arc  lamp  lighted  near  the  primary 
point.  The  observed  effect  on  the  primary  sparks  is  that 
they  are  no  longer  accompanied  by  a sharp  crackling  sound 
as  before.  The  effect  of  a second  discharge  is  especially  note- 
worthy, and  it  was  found  that  the  secondary  sparks  could  be 
made  to  disappear  by  bringing  an  insulated  conductor  close 
to  the  opposed  surfaces  of  the  spheres  forming  the  terminals 


DNYAMICAL  TBEOBY  OF  INDUCTION. 


449 


at  the  primary  air  space,  even  when  no  visible  sparking  took 
place  between  the  latter  and  the  insulated  conductor.  The 
secondary  sparking  could  also  be  stopped  by  placing  a fine 
point  close  to  the  primary  air  space,  or  by  touching  one  of 
the  opposed  surfaces  of  the  terminals  with  a piece  of  sealing- 
wax,  glass,  or  mica.  Hertz  states  that  further  experiments 
led  him  to  conclude  that,  even  in  these  cases,  the  effect  is  due 
to  light  too  feeble  to  be  perceived  by  the  eye,  arising  from  a 
side  discharge.  He  points  out  that  these  effects  afford  another 
example  of  the  effects  of  light  on  electric  discharges,  which 
have  been  observed  by  E.  Wiedemann,  H.  Hebert,  and  W. 
Hallwachs. 

Hertz’s  next  Paper  in  order  of  publication  in  Wiedemann’s 
Annalen  is  “ On  Some  Induction  Phenomena  Arising  from 
Electrical  Actions  in  Dielectrics  ” (Vol.  XXXIV.,  p.  273),  and 
contains  an  account  of  some  researches  which  were  under- 
taken with  a view  of  obtaining  direct  experimental  confirma- 
tion of  the  assumption  involved  in  the  most  suggestive  theory 
of  electrical  actions,  viz.,  that  of  Faraday  and  Maxwell,  that 
the  well-known  electrostatic  phenomena  observed  in  dielectrics 
are  accompanied  by  corresponding  electro-dynamic  actions. 
The  method  of  observation  consisted  in  placing  a secondary 
conductor  adjusted  to  unison,  as  regards  electrical  oscillations, 
with  the  primary,  as  near  as  possible  to  the  former,  and  in 
such  a relative  position  that  the  sparks  in  the  primary  pro- 
duced no  sparking  in  the  secondary.  As  the  equilibrium 
could  be  disturbed  and  sparking  induced  in  the  secondary  by 
the  approach  of  conductors,  it  formed  a kind  of  induction 
balance ; but  the  point  of  special  interest  in  connection  with 
it  was  that  a similar  effect  was  produced  when  the  conductors 
were  replaced  by  insulators,  provided  the  latter  were  of  com- 
paratively large  size.  The  observed  rapidity  of  the  oscillations 
induced  in  the  dielectrics  showed  that  the  quantities  of  elec- 
tricity in  motion  under  the  influence  of  dielectric  polarisation 
were  of  the  same  order  of  magnitude  as  in  the  case  of  metallic 
conductors. 

The  apparatus  employed  is  shown  diagrammatically  in 
Fig.  160,  and  was  supported  on  a light  wooden  framework,  not 
shown  in  the  illustration.  The  primary  conductor  consisted 
of  two  brass  plates,  A A',  with  sides  40  centimetres  in  length, 
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joined  by  a copper  wire  70  centimetres  long  and  half  a centi- 
metre in  diameter,  containing  an  air  space  of  three-quarters  of 
a centimetre,  with  terminals  formed  of  polished  brass  spheres. 
When  placed  in  connection  with  a powerful  induction  coil, 
oscillations  are  set  up,  the  period  of  which,  determined  by  the 
dimensions  of  the  primary,  can  be  determined  to  within  a 
hundred-millionth  of  a second.  The  secondary  conductor  con- 
sisted of  a circle,  35  centimetres  in  radius,  of  copper  wire  two 
millimetres  in  diameter,  containing  an  air  space,  the  length 
of  which  could  be  varied  by  means  of  a screw  from  a few 
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Fig.  160. 

hundredths  of  a millimetre  up  to  several  millimetres.  The 
dimensions  stated  were  such  as  to  bring  the  two  conductors 
into  unison,  and  secondary  sparks  up  to  six  or  seven  milli- 
metres in  length  could  be  obtained. 

The  circle  was  movable  about  an  axis  through  its  centre 
perpendicular  to  its  plane,  to  enable  the  position  of  the  air 
space  to  be  varied.  The  axis  was  fixed  in  the  position  m n in 
the  plane  of  A and  A',  and  half-way  between  them.  The 
centre  of  the  circle  was  at  a distance  of  12  centimetres  from 
the  nearest  points  of  A and  k\ 
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When  / was  in  either  of  the  positions  a or  a'  lying  in  the 
plane  of  A A'  no  sparking  occurred  in  the  secondary,  while 
maximum  sparking  took  place  at  h and  h'  90deg.  from  the 
former  positions.  The  E.M.F.  giving  rise  to  the  secondary 
sparks  is,  as  in  previous  experiments,  partly  electrostatic  and 
partly  electro-magnetic,  and  the  former  being  the  greater  will 
determine  the  sign  of  the  resultant  E.M.F.  The  oscillations 
must,  for  the  reason  previously  explained,  be  considered  as 
produced  in  the  part  of  the  secondary  most  remote  from  the 
air  space.  Assuming  the  E.M.F.  and  the  amplitude  of  the 
resulting  oscillation  to  be  positive  when  / is  in  the  position  F, 
they  will  both  be  negative  when  / is  at  h. 

When  the  circle  was  slightly  lowered  in  its  own  plane  the 
sparking  distance  was  increased  at  F and  diminished  at  6,  and 
the  null  points  lay  at  a certain  distance  below  a and  a\  The 
electrostatic  E.M.F.  is  scarcely  affected  by  such  a displacement, 
but  the  integral  of  the  E.M.F.  of  induction  taken  round  the 
circle  is  no  longer  zero,  and  therefore  gives  rise  to  an  oscil- 
lation which  will  be  of  positive  sign  whatever  be  the  position 
of/,  for  the  direction  of  the  resultant  E.M.F.  of  induction 
is  opposite  to  that  of  the  electrostatic  E.M.F.  in  the  upper 
half  of  the  circle,  and  coincides  with  it  in  the  lower  half,  where 
the  electrostatic  E.M.F.  has  been  assumed  to  be  positive.  Since 
the  new  oscillation  so  produced  is  in  the  same  phase  as  the 
previously  existing  one,  their  amplitudes  must  be  added 
to  give  the  resultant  amplitude,  which  explains  the  pheno- 
mena. 

Effects  of  the  Approach  of  Conductors. — In  making  these 
observations  it  was  found  necessary  to  remove  all  conductors  to 
a considerable  distance  from  the  apparatus,  in  order  to  obtain 
a complete  disappearance  of  sparking  at  the  points  a and  a'. 
Even  the  neighbourhood  of  the  observer  was  sufficient  to  set 
up  sparking  when  the  air  space  / was  in  either  of  these  posi- 
tions, and  the  sparks  had  therefore  to  be  observed  from  a 
distance.  The  conductors  used  for  the  experiments  were  of 
the  form  shown  at  C (Fig.  160),  and  consisted  of  thin  metal 
foil.  The  objects  kept  in  view  in  selecting  the  material  and 
dimensions  were  to  obtain  a conductor  which  would  give  a 
moderately  large  effect  and  having  an  oscillation  period  less 
than  that  of  the  primary. 
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When  the  conductor  C was  brought  near  to  A A',  it  was 
found  that  the  sparking  distance  decreased  at  h and  increased 
at  h\  and  the  null  points  were  displaced  upwards — that  is,  in 
the  direction  of  C. 

From  the  results  of  experiments  already  described  it  is 
evident  that  the  effect  of  displacing  A A'  upwards  would  be 
the  same,  qualitatively,  as  that  of  a current  in  the  same 
direction  as  that  in  A A'  directly  above  it.  The  effect  pro- 
duced by  the  approach  of  C was  the  reverse  of  this,  and  could 
be  explained  by  an  inductive  action,  supposing  there  were  a 
current  in  C in  the  opposite  direction  to  that  in  A A',  which 
is  exactly  what  must  occur  ; for  the  electrostatic  E.M.F.  would 
give  rise  to  such  a current,  and  since  the  oscillations  in  C are 
more  rapid  than  those  of  the  E.M.F. , the  current  must  be  in 
the  same  phase  as  the  inducing  E.M.F.  The  truth  of  this 
explanation  was  confirmed  by  the  following  experiments. 
The  horizontal  plates  of  the  conductor  C being  left  in  the  same 
position  as  before,  the  vertical  plate  was  removed,  and  succes- 
sively replaced  by  wires  of  increasing  length  and  fineness,  in 
order  to  lengthen  the  oscillation  period  of  C.  The  effect  of 
this  was  to  displace  the  null  points  more  and  more  in  an 
upward  direction,  while  at  the  same  time  they  became  less 
sharply  defined,  a minimum  sparking  taking  the  place  of  the 
previous  absolute  disappearance.  The  sparking  distance  at  the 
highest  point  had  previously  been  much  less  than  at  the  lowest 
point,  hut  after  the  disappearance  of  the  null  points  it  began 
to  increase.  At  a certain  stage  the  sparking  distance  at  the 
two  positions  became  equal,  and  then  no  definite  minimum 
points  could  be  found,  but  sparking  took  place  freely  at  all 
positions  of/.  Beyond  this  stage  the  sparking  distance  at  the 
lowest  point  diminished,  and  very  soon  two  minimum  points 
made  their  appearance  close  to  it,  not  clearly  defined  at  first, 
but  gradually  becoming  more  distinct,  and  at  the  same  time 
approaching  the  points  a a' , with  which  they  ultimately  coin- 
cided, when  the  minimum  points  again  became  absolute  null 
points.  These  results  are  in  agreement  with  the  conclusion 
drawn  from  the  former  observations,  for  as  the  oscillation 
period  of  C approaches  that  of  A A'  the  intensity  of  the 
current  in  the  former  increases,  but  a difference  of  phase 
arises  between  it  and  the  existing  E.M.F.  When  the  two 
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are  in  unison  the  current  in  C attains  its  maximum,  and, 
as  in  other  cases  of  resonance,  the  difference  of  phase  gives 
rise  to  a slightly  damped  oscillation,  having  a period  of  about 
a quarter  that  of  the  original  one,  which  makes  any  inter- 
ference between  the  oscillations  excited  in  the  circle  B by  A A' 
and  C respectively  impossible.  These  conditions  clearly  corre- 
spond to  the  stage  at  which  the  sparking  distances  at  h and 
V were  equal.  When  the  oscillation  period  of  C becomes 
decidedly  greater  than  that  of  A A',  the  amplitude  of  the 
oscillation  in  the  former  will  again  diminish,  so  that  the 
difference  in  phase  between  it  and  the  exciting  E.M.F.  will 
approach  half  of  the  original  period.  The  current  in  C will 
therefore  always  be  in  the  same  direction  as  that  in  A A',  so 
that  interference  between  the  two  oscillations  excited  in  B will 
again  become  possible,  and  the  effect  of  C will  then  be  opposite 
to  its  original  effect.  When  the  conductor  C was  made  to 
approach  A A'  the  sparks  in  B became  much  smaller,  which 
is  explained  by  the  fact  that  its  effect  will  be  to  increase  the 
oscillation  period  of  A A',  and  therefore  to  throw  it  out  of 
unison  with  B. 

Effects  of  the  Approach  of  Dielectrics. — A very  rough  estimate 
shows  that  when  a dielectric  of  large  mass  is  brought  near 
to  the  apparatus  the  quantities  of  electricity  set  in  motion  by 
dielectric  polarisation  are  at  least  as  large  as  in  metallic  wires 
or  thin  rods.  If,  therefore,  the  action  of  the  apparatus  were 
unaffected  by  the  approach  of  such  masses,  it  would  show  that, 
in  contradiction  to  the  theories  of  Faraday  and  Maxwell, 
no  electro-dynamic  actions  are  called  into  play  by  means  of 
dielectric  polarisation,  or  as  Maxwell  calls  it,  electric  displace- 
ment. The  experiments,  however,  showed  an  effect  similar  to 
that  which  would  be  produced  if  the  dielectric  were  replaced 
by  a conductor  with  a very  small  oscillation  period.  In  the 
first  experiment  made,  the  mass  of  dielectric  consisted  of  a 
pile  of  books,  1*5  metre  long,  0-5  metre  broad,  and  1 metre 
high,  placed  under  the  plates  A A'.  Its  effect  wns  to  displace 
the  null  points  through  about  lOdeg.  towards  the  pile.  A 
block  of  asphalte  (D,  in  Fig.  IGO),  weighing  800  kilogrammes, 
and  measuring  1-4  metre  in  length,  0-4  metre  in  breadth,  and 
0'6  metre  in  height,  was  then  used  in  place  of  the  books,  the 
plates  being  allowed  to  rest  upon  it. 
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The  following  results  were  then  obtained : — 

1.  The  spark  at  the  highest  point  of  the  circle  was  now 
decidedly  stronger  than  that  at  the  lowest  point,  which  was- 
nearer  to  the  asphalte. 

2.  The  null  points  were  displaced  through  about  23deg. 
downwards — that  is,  in  the  direction  of  the  block — and  at 
the  same  time  were  transformed  into  mere  points  of  mini- 
mum sparking,  a complete  disappearance  being  no  longer 
obtainable. 

3.  When  the  plates  A A'  rested  on  the  asphalte  block  the 
oscillation  period  of  the  primary  was  increased,  as  shown  by 
the  fact  that  the  period  of  B had  to  be  slightly  increased  in 
order  to  obtain  the  maximum  sparking  distance. 

4.  When  the  apparatus  was  moved  gradually  away  from  the 
block  its  action  steadily  diminished  without  changing  its 
character. 

5.  The  action  of  the  block  could  be  compensated  by  bringing 
the  conductor  C over  the  plates  A A'  while  they  rested  on  the 
block,  the  null  points  being  brought  back  to  a and  a'  when  C 
was  at  a height  of  11  centimetres  above  the  plates.  When  the 
upper  surface  of  the  asphalte  was  5 centimetres  below  the 
plates,  compensation  was  obtained  when  C was  placed  at  a 
height  of  17  centimetres  above  them,  showing  that  the  action 
of  the  dielectric  was  of  the  order  of  magnitude  which  had  been 
anticipated. 

The  asphalte  contained  about  5 per  cent,  of  aluminium 
and  iron  compounds,  40  per  cent,  of  calcium  compounds,  and 
17  per  cent,  of  quartz  sand.  In  order  to  make  sure  that  the 
observed  effects  were  not  due  to  the  conductivity  of  some  of 
these  substances  a number  of  further  experiments  were 
made. 

In  the  first  place,  the  asphalte  was  replaced  by  a mass  of 
the  same  dimensions  of  the  so-called  artificial  pitch  prepared 
from  coal,  and  effects  of  a similar  kind  were  observed,  but 
slightly  weaker,  the  greatest  displacement  of  the  null  points 
amounting  to  lOdeg.  Unfortunately  this  pitch  contains  free 
carbon,  the  amount  of  which  it  is  difficult  to  determine,  and 
this  would  have  some  conductivity. 

The  experiments  were  then  repeated  with  a conductor,  C,  of 
half  the  linear  dimensions  of  the  former  one,  and  smaller  blocks 
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of  various  substances,  on  account  of  the  great  cost  of  obtaining 
large  blocks  of  pure  materials.  The  substances  used  were 
asphalte,  coal-pitch,  paper,  wood,  sandstone,  sulphur,  paraffin, 
and  also  a fluid  dielectric,  namely,  petroleum.  With  the 
smaller  apparatus  it  was  not  possible  to  obtain  quantitative 
results  of  the  same  accuracy  as  before,  but  the  effects  were  of 
an  exactly  similar  character,  and  left  little  room  for  doubt  of 
the  reality  of  the  action  of  the  dielectric. 

The  results  might  possibly  be  supposed  to  be  due  to  a change 
in  the  distribution  of  the  electrostatic  E.M.F.  in  the  neighbour- 
hood of  the  dielectric,  but,  in  the  first  place.  Hertz  stated 
that  he  was  unable  to  explain  the  details  of  the  observations 
on  this  hypothesis,  and  in  the  second  place  it  is  disproved  by 
the  following  experiment ; — 

The  smaller  apparatus  was  placed  with  the  line  r s on  the 
upper  near  corner  of  one  of  the  large  blocks,  in  which  position 
the  dielectric  was  bounded  by  the  plane  of  the  plates  A A'  and 
the  perpendicular  plane  through  r s,  both  of  which  are  equi- 
potential  surfaces,  so  that  if  the  action  were  electrostatic  no 
effect  should  be  produced  by  the  dielectric.  It  was  found, 
however,  to  produce  the  same  effect  as  in  other  positions.  It 
might  also  be  supposed  that  the  effects  were  due  to  a slight 
conductivity,  but  this  could  hardly  be  the  case  with  such 
good  insulators  as  sulphur  and  paraffin.  Suppose,  moreover, 
that  the  conductivity  of  the  dielectric  is  sufficient  to  discharge 
the  plate  A in  the  ten-thousanth  of  a second,  but  not  much 
more  rapidly;  then,  during  one  oscillation,  the  plates  would 
loose  only  the  ten-thousandth  part  of  their  charge,  and  the 
conduction  current  in  the  substance  experimented  on  would 
not  exceed  the  ten-thousandth  part  of  the  primary  current  in 
A A',  so  that  the  effect  would  be  quite  insensible. 

It  is  thus  shown  in  the  experiments  described  above  that 
when  variable  electrical  forces  act  in  the  interior  of  dielec- 
trics of  specific  inductive  capacity  not  equal  to  unity  the 
corresponding  electric  displacements  produce  electro-dynamic 
effects.  In  a Paper,  “ On  the  Velocity  of  Propagation  of  Electro- 
Dynamic  Actions,”  in  Wiedemann’s  Amialen,  Vol.  XXXIV., 
p.  551,  Hertz  showed  that  similar  actions  take  place  in  the 
air,  which  proves,  as  was  previously  pointed  out,  that  electro- 
dynamic action  must  be  propagated  with  a finite  velocity. 
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The  method  of  investigation  was  to  excite  electrical  oscilla- 
tions in  a rectilinear  conductor  in  the  same  manner  as  in 
former  experiments,  and  then  to  produce  effects  in  a secondary 
conductor  by  exciting  electrical  oscillations  in  it  by  means  of 
those  in  the  rectilinear  conductor,  and  at  the  same  time  by  the 
primary  conductor  acting  through  the  intervening  space.  This 
distance  was  gradually  increased,  when  it  was  found  that  the 
phase  of  the  vibrations  at  a distance  from  the  primary  lagged 
behind  those  in  its  immediate  neighbourhood,  showing  that 
the  action  is  propagated  with  a finite  velocity  which  was  found 
to  be  greater  than  the  velocity  of  propagation  of  electrical 
waves  in  wires  in  the  ratio  of  about  45  to  28,  so  that  the  former 
is  of  the  same  order  as  the  velocity  of  light.  Hertz  was 
unable  to  obtain  any  evidence  with  respect  to  the  velocity 
of  propagation  of  electrostatic  actions. 


The  primary  conductor  A A'  (Fig.  161)  consisted  of  a pair 
of  square  brass  plates  with  sides  40  centimetres *in  length,  con- 
nected by  a copper  wire  GO  centimetres  in  length,  at  the  middle 
point  of  which  was  an  air  space,  across  which  sparks  were 
made  to  pass  by  means  of  powerful  discharges  from  the  induc- 
tion coil  J.  The  conductor  was  fixed  at  a height  of  1*5  metre 
above  the  base-plate  of  the  coil,  with  its  plates  vertical,  and 
the  connecting  wire  horizontal.  A straight  line,  ?'s,  drawn 
horizontally  through  the  air  space  of  the  primary,  and  perpen- 
dicular to  the  direction  of  the  primary  oscillation,  will  be  called 
“ the  base-line  ; ” and  a point  in  this,  situated  at  a distance  of 
45  centimetres  from  the  air  space,  will  be  referred  to  as  “ the 
null  point.” 
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The  experiments  were  made  in  a large  lecture-room,  with 
nothing  near  the  base-line  for  a^  distance  of  12  metres  from 
the  primary  conductor.  The  room  was  darkened  during  the 
experiments. 

The  secondary  conductor  consisted  either  of  a circular  wire, 
0,  of  35  centimetres  radius,  or  of  a square  of  wire,  B,  with 
sides  60  centimetres  long.  The  primary  and  secondary  air 
spaces  were  both  capable  of  adjustment  by  means  of  micro- 
meter screws.  Both  the  secondary  conductors  were  in  unison 
with  the  primary,  the  (half)  vibration  period  of  each  being  one 
hundred- millionth  of  a second,  as  calculated  from  the  capacity 
and  coefficient  of  self-induction.  It  is  doubtful  whether  the 
ordinary  theory  of  electrical  oscillations  would  lead  to  accurate 
results  under  the  conditions  of  these  experiments,  but  as  it 
gives  correct  numerical  results  in  the  case  of  Leyden  jar  dis- 
charges, it  may  be  expected  to  be  correct  as  far  as  the  order 
of  the  results  is  concerned.  When  the  centre  of  the  secondary 
lies  in  the  base-line,  and  its  plane  coincides  with  the  vertical 
plane  through  the  base-line,  no  sparks  are  observed  in  the 
secondary,  the  E.M.F.  being  everywhere  perpendicular  to  the 
direction  of  the  secondary.  This  will  be  referred  to  as  “ the 
first  principal  position”  of  the  secondary.  When  the  plane  of 
the  secondary  is  vertical  and  perpendicular  to  the  base-line,  the 
centre  still  lying  in  the  base-line,  the  secondary  will  be  said  to 
be  in  its  “ second  principal  position.”  Sparking  then  occurs 
in  the  secondary  when  its  air  space  is  either  above  or  below 
the  horizontal  plane  through  the  base-line,  but  not  when  it  is 
in  this  plane.  As  the  distance  from  the  primary  was  increased, 
the  sparking  distance  was  observed  to  decrease,  rapidly  at  first, 
but  ultimately  very  slowly.  Sparks  were  observed  throughout 
the  whole  distance  of  12  metres  available  for  the  experiments. 
The  sparking  in  this  position  is  due  essentially  to  the  E.M.F. 
produced  in  the  portion  of  the  secondary  remote  from  the  air 
space.  The  total  E.M.F.  is  partly  electrostatic  and  partly 
electro-dynamic,  and  the  experiments  show  beyond  the  possi- 
bility of  doubt  that  the  former  is  greater,  and  therefore  deter- 
mines the  direction  of  the  total  E.M.F.  close  to  the  primary, 
while  at  greater  distances  it  is  the  electro -dynamic  E.M.F. 
which  is  the  greater. 

The  plane  of  the  secondary  was  then  turned  into  the  hori- 
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zontal,  its  centre  still  lying  in  the  base-line.  This  may  be 
called  “the  third  principal  |)osition.”  When  the  centre  of  the 
circular  secondary  conductor  was  kept  fixed  at  the  null  point, 
and  the  air  space  was  made  to  travel  round  the  circle,  vigorous 
sparking  was  observed  in  all  positions.  The  sparking  distance 
attained  its  maximum  length  of  about  six  millimetres  when  its 
air  space  was  nearest  to  that  of  the  primary,  and  its  minimum 
length  of  about  three  millimetres  when  the  distance  between 
the  two  air  spaces  was  greatest.  If  the  secondary  had  been 
influenced  by  the  electrostatic  force,  sparking  would  only  be 
expected  when  the  air  space  was  close  to  the  base-line,  and  a 
cessation  of  sparks  in  the  intermediate  positions.  The  direction 
of  the  oscillation  would,  moreover,  be  determined  by  the  direc- 
tion of  the  E.M.F.  in  the  portion  of  the  secondary  furthest 
from  the  air  space.  There  is,  however,  superposed  upon  the 
electrostatically  excited  oscillation  a second  oscillation,  due  to 
the  E.M.F.  of  induction,  which  produces  a considerable  effect,, 
since  its  integral  round  the  circle  (considered  as  a closed  circuit) 
does  not  vanish;  and  the  direction  of  this  integral  E.M.F.  is 
independent  of  the  position  of  the  air  space,  opposing  the 
electrostatic  E.M.F.  in  the  portion  of  the  secondary  next  to 
AAb  and  assisting  it  in  the  portion  furthest  from  A A',  as 
explained  previously. 

The  electrostatic  and  electro-dynamic  E.M.F. s,  therefore, 
act  in  the  same  direction  when  the  air  space  is  turned  towards 
the  primary  conductors,  and  in  opposite  directions  when  the 
air  space  is  turned  away  from  the  primary.  In  the  latter 
position  it  is  the  E.M.F.  of  induction  which  is  the  more 
powerful,  as  is  shown  by  the  fact  that  there  is  no  disap- 
pearance of  sparking  in  any  position  of  the  air  space,  for  when 
this  is  90deg.  to  the  right  or  left  of  the  base-line  it  coincides 
with  a node  with  respect  to  the  electrostatic  E.M.F.  In  these 
positions  the  inductive  action  in  the  neighbourhood  of  the 
primary  can  be  observed  independently  of  the  electrostatic 
action. 

Waves  m Rectilinear  Wires. — In  order  to  produce  in  a wire 
by  means  of  the  primary  oscillations  a series  of  advancing 
waves  of  the  character  required  for  these  experiments,  the 
following  arrangements  were  made  ; — Behind  the  plate  A was 
placed  a plate,  P,  of  equal  size.  A copper  wire  one  millimetre 
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in  diameter  connected  P to  the  point  M of  the  base-line. 
From  M the  wire  was  continued  in  a curve  about  a metre  in 
length  to  the  point  N,  situated  about  30  centimetres  above  the 
air  space,  and  was  then  further  continued  in  a straight  line 
parallel  to  the  base-line  for  such  a distance  as  to  obviate  all 
danger  of  disturbance  from  reflected  waves.  In  the  present 
series  of  experiments  the  wire  passed  through  a ^vindow,  and 
after  being  carried  to  a distance  of  about  60  metres,  was  put 
to  earth,  and  a special  series  of  experiments  showed  that  this 
length  was  sufficient.  When  a wire,  bent  so  as  to  form  a 
nearly  closed  circuit  with  a small  air  space,  was  brought  near 
to  this  straight  wire,  a series  of  fine  sparks  was  seen  to 
accompany  the  discharges  of  the  induction  coil.  Their 
intensity  could  be  varied  by  varying  the  distance  between  the 
plates  P and  A.  The  waves  in  the  rectilinear  wire  were  of  the 
same  period  as  that  of  the  primary  oscillations,  as  was  proved 
by  their  being  shown  to  be  in  unison  with  each  of  the  two 
secondary  conductors  previously  described.  The  existence  of 
stationary  waves  showed  that  the  waves  in  the  rectilinear  wire 
yvere  of  a steady  character  in  space  as  well  as  in  time.  The 
nodal  points  were  determined  in  the  following  manner  : — The 
further  end  of  the  wire  was  left  free,  and  the  secondary  con- 
ductor was  brought  near  to  it  in  such  a position  that  the  wire 
lay  in  its  plane,  and  had  the  air  space  turned  towards  it.  As 
the  secondary  was  moved  along  the  wire,  points  of  no  sparking 
were  observed  to  recur  periodically.  The  distance  from  the 
point  n to  the  first  of  these  was  measured,  and  the  length  of 
the  wire  made  equal  to  a multiple  of  this  distance.  The 
experiments  were  then  repeated,  and  it  was  found  that  the 
nodal  points  occurred  at  approximately  equal  intervals  along 
the  wire. 

The  nodes  could  also  be  distinguished  from  the  loops  in 
other  ways.  The  secondary  conductor  was  brought  near  to 
the  wire,  with  its  plane  perpendicular  to  it,  and  with  its  air 
space  neither  directed  completely  towards  the  wire  nor  com- 
pletely away  from  it,  but  in  an  intermediate  position,  so 
as  to  produce  E.M.F.s  perpendicular  to  the  wire.  Bparks 
were  then  observed  at  the  nodes,  while  they  disappeared 
at  the  loops.  When  sparks  were  taken  from  the  rectilinear 
wire  by  means  of  an  insulated  conductor,  they  were  found 
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to  be  stronger  at  the  nodes  than  at  the  loops  ; the  difference, 
however,  was  small,  and  was,  indeed,  scarcely  distinguishable 
unless  the  position  of  the  nodes  and  loops  was  previously 
known.  The  reason  that  this  and  other  similar  methods  do 
not  give  a well-defined  result  lies  in  the  fact  that  irregular 
oscillations  are  superposed  upon  the  waves  considered ; the 
regular  waves,  however,  can  be  picked  out  by  means  of  the 
secondary,  just  as  definite  notes  are  picked  out  by  means  of  a 
Helmholtz  resonator.  If  the  wire  is  severed  at  a node,  no 
effect  is  produced  upon  the  waves  in  the  portion  of  wire  next 
to  the  origin ; but  if  the  severed  portion  of  wire  is  left  in  its 
place  the  waves  continue  to  be  propagated  through  it,  though 
with  somewhat  diminished  strength. 

The  possibility  of  measuring  the  wave-lengths  leads  to 
various  applications.  If  the  copper  wire  hitherto  used  is 
replaced  by  one  of  different  diameter,  or  by  a wire  of  some 
other  metal,  the  nodal  points  retain  their  position  unchanged. 
It  follows  from  this  that  the  velocity  of  propagation  in  a wire 
has  a definite  value  independent  of  its  dimensions  and  material. 
Hertz  states  that  even  iron  wires  offer  no  exception  to  this, 
showing  that  the  magnetic  susceptibility  of  iron  does  not  play 
any  part  in  the  case  of  such  rapid  motions.  This  conclusion 
is  not,  however,  confirmed  by  the  researches  of  Prof.  J. 
Trowbridge,  and  investigations,  referred  to  on  page  431,  show 
that  the  magnetisability  of  the  iron  does  exert  an  influence 
sensible  though  small.  It  would  be  interesting  to  investi- 
gate the  behaviour  of  electrolytes  in  this  respect.  In  their 
case  we  should  expect  a smaller  velocity  of  propagation, 
because  the  electrical  motions  are  accompanied  by  motions  of 
the  molecules  carrying  the  electric  charges.  It  was  found 
that  no  propagation  of  the  waves  took  place  through  a tube 
10  millimetres  in  diameter,  filled  with  a solution  of  sulphate 
of  copper ; but  this  may  have  been  due  to  the  resistance  being 
too  high.  By  the  measurement  of  wave-lengths  the  relative 
vibration  periods  of  different  primary  conductors  can  be  deter- 
mined, and  it  therefore  becomes  possible  to  compare  in  this 
manner  the  vibration  periods  of  plates,  spheres,  ellipsoids,  &c. 

In  the  experiments  made  by  Hertz,  nodes  'were  very  dis- 
tinctly produced  when  the  wire  was  severed  at  a distance  of 
•either  8 metres  or  5-5  metres  from  the  null  point  of  the  base- 
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line.  In  the  first  case  the  nodes  occurred  at  distances  from  the 
null  point  of  - 0-2  metre,  2-3  metres,  5 A metres,  and  8 metres, 
and  in  the  latter  case  at  distances  of  -0-1  metre,  2-8  metres, 
and  5*5  metres.  It  appears,  therefore,  that  the  (half)  wave- 
length in  a free  wire  cannot  differ  much  from  2’8  metres.  The 
fact  that  the  wave-lengths  nearest  to  P were  somewhat  smaller 
was  to  be  expected  from  the  influence  of  the  plates  and  of  the 
curvature  of  the  wire.  This  wave-length,  with  a period  of  one 
hundred-millionth  of  a second,  gives  280,000  kilometres  per 
second  for  the  velocity  of  propagation  of  electrical  waves  in 
wires.  Fizeau  and  Gounelle  (Poggendorff’s  Annalen,  Vol. 
LXXX.,  p.  158,  1850)  obtained  for  the  velocity  in  iron  wires 
100,000  kilometres  per  second,  and  180,000  in  copper  wires. 
W.  Siemens  (Poggendorff’s  Annalen,  Vol.  CLVII.,  p.  309, 
1876),  by  the  aid  of  Leyden  jar  discharges,  obtained  a velocity 
of  from  200,000  to  260,000  kilometres  per  second  in  iron 
wires.  Hertz’s  result  is  very  nearly  the  same  as  the  velocity 
of  light.  Space  will  not  allow  us  to  fully  discuss  the  causes 
which  led  to  certain  discrepancies  in  Hertz’s  earlier  results. 
Suffice  it  to  say  that  he  subsequently  found  that  the  velocity 
of  propagation  of  an  electromagnetic  disturbance  along  a wire 
was  the  same  as  in  free  space,  viz.,  the  velocity  of  light.  The 
apparent  difference  between  the  velocity  of  long  and  short 
waves  was  afterwards  explained  by  Hertz  himself,  and  the 
causes  of  this  were  made  clear  by  the  experiments  conducted 
in  the  large  hall  of  the  Phone  waterworks  by  MM.  Sarasin 
and  de  la  Kive.  From  these  experiments  it  became  clear 
that  the  interference  due  to  surrounding  objects  was  the  cause 
of  the  apparent  difference  between  the  velocities  of  long  and 
short  waves,  but  that  in  a sufficiently  large  space  this 
difference  disappeared,  and  the  velocity  of  both  long  and 
short  electromagnetic  waves  was  the  same.  The  reader  may 
consult  with  advantage  on  this  point  the  notes  and  text  of 
the  full  translation  of  Hertz’s  electrical  Papers  made  by  Mr. 
D.  E.  Jones.* 

Interference  of  the  Direct  Actions  with  those  transmitted 
throiKjh  the  Wire. — If  the  square  circuit  B is  placed  at  the 
null  point  in  the  second  principal  position,  Avith  the  air  space 

* “ Electric  Waves.”  Authorised  English  translation  of  Hertz’s  Papers, 
by  D.  E.  Jones, 
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at  its  highest  point,  it  will  be  unaffected  by  the  waves  in  the 
wire,  hut  the  direct  action  when  in  this  position  was  found  to 
produce  sparks  2 millimetres  in  length.  B was  then  turned 
about  a vertical  axis  into  the  first  principal  position,  in  which 
there  would  be  no  direct  action  of  the  primary  oscillation,  but 
the  waves  in  the  wire  gave  rise  to  sparks,  and  by  bringing  P 
near  enough  to  A a sparking  distance  of  2 millimetres  could 
be  obtained.  In  the  intermediate  positions  sparks  were  pro- 
duced in  both  these  ways,  and  it  would  therefore  be  possible 
to  get  a difference  of  phase,  such  that  one  should  either 
increase  or  diminish  the  effect  of  the  other.  Phenomena  of 
this  nature  were,  indeed,  observed.  When  the  plane  of  B was 
in  such  a position  that  the  normal  drawn  towards  A A'  was 
directed  away  from  that  side  of  the  primary  conductor  on 
which  P was  placed,  there  was  more  sparking  than  even  in 
th3  principal  position ; but  if  the  normal  were  directed 
towards  P the  sparks  disappeared,  and  only  reappeared  when 
the  air  space  was  made  smaller.  When  the  air  space  was  at 
the  lowest  point  of  B,  the  other  conditions  remaining  the 
same,  the  sparks  disappeared  when  the  normal  was  turned 
away  from  P.  Further  variations  of  the  experiment  gave 
results  in  accordance  with  these. 

It  is  easily  seen  that  these  phenomena  were  exactly  what 
were  to  be  expected.  To  fix  the  ideas,  suppose  the  air  space 
to  be  at  the  highest  point,  and  the  normal  directed  towards  P, 
as  in  Fig.  161.  Consider  what  happens  at  the  moment  that 
the  plate  A has  its  greatest  positive  charge.  The  electrostatic, 
and  therefore  the  total,  E.M.F.  is  directed  from  A towards  A'. 
The  oscillation  to  which  this  gives  rise  in  B is  determined  by 
the  direction  of  the  E.M.F.  in  the  lower  portion  of  B.  There- 
fore positive  electricity  will  flow  towards  A'  in  the  lower 
portion,  and  away  from  A'  in  the  upper  portion. 

Consider  next  the  action  of  the  waves.  As  long  as  A is 
positively  charged,  positive  electricity  will  flow  from  the  plate 
P.  This  current  is  at  the  moment  considered  at  its  maximum 
value  at  the  middle  point  of  the  first  half  wave-length.  A 
quarter  of  a wave-length  farther  from  the  origin — that  is  to 
say,  in  the  neighbourhood  of  the  null  point — it  first  changes 
its  direction.  The  E.M.F.  of  induction  will  here,  therefore, 
impel  positive  electricity  towards  the  origin.  A current  will 
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therefore  flow  round  B towards  A'  in  the  upper  portion  and 
away  from  A'  in  the  lower  portion.  The  electrostatic  and 
electro-dynamic  E.M.F.s  are  therefore  in  opposite  phases  and 
oppose  each  other’s  action.  If  the  secondary  circuit  is  rotated 
through  90deg.,  through  the  first  principal  position,  the  direct 
action  changes  its  sign,  but  not  so  the  action  of  the  waves,  so 
that  they  now  tend  to  strengthen  each  other.  The  same 
reasoning  holds  when  the  air  space  is  at  the  lowest  point  of  B. 

Greater  lengths  of  wire  were  then  included  between  m and  n, 
and  it  was  found  that  the  interference  became  gradually  less 
marked,  until  within  a length  of  2-5  metres  it  disappeared 
entirely,  the  sparks  being  of  equal  length  whether  the  normal 
were  directed  towards  or  away  from  P.  When  the  length  of 
wire  between  m and  n was  further  increased,  the  distinction 
between  the  different  quadrants  reappeared,  and  with  a length 
of  4 metres  the  disappearance  of  the  sparks  was  fairly  sharp. 
The  disappearance,  however,  then  took  place  (with  the  air  space 
at  the  highest  point)  when  the  normal  was  directed  away  from 
P,  the  opposite  direction  to  that  in  which  the  disappearance  pre- 
viously took  place.  With  a still  further  increase  in  the  length 
of  the  wire  the  interference  reappeared,  and  returned  to  its 
original  direction  with  a length  of  6 metres.  These  phenomena 
are  clearly  to  be  explained  by  the  retardation  of  the  waves  in 
the  wire,  and  show  that  here  again  the  direction  of  motion  in 
the  advancing  waves  changes  its  signs  at  intervals  of  about 
2*8  metres. 

To  obtain  interference  phenomena  with  the  secondary  circuit 
C in  the  third  principal  position,  the  rectilinear  wire  must  be 
removed  from  its  original  position  and  placed  in  the  horizontal 
plane  through  C either  on  the  side  of  the  plate  A or  of  the 
plate  A'.  Practically  it  is  sufficient  to  stretch  the  wire 
loosely,  and  to  fix  it  by  means  of  an  insulated  clamp  on  each 
side  of  C alternately.  It  was  found  that  when  the  wire  was 
on  the  same  side  as  the  plate  P the  waves  in  it  diminished 
the  previous  sparking,  and  when  on  the  opposite  side  the 
sparking  was  increased,  both  results  being  unaffected  by  the 
position  of  the  air  space  in  the  secondary  circuit.  Now  it  has 
been  already  pointed  out  that  at  the  moment  when  the  plate  A 
has  its  maximum  positive  charge,  and  at  which,  therefore,  the 
primary  current  begins  to  flow  from  A,  the  current  at  the  first 
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node  of  the  rectilinear  wire  begins  to  flow  away  from  the 
origin.  The  two  currents,  therefore,  flow  round  C in  the 
same  direction  w^hen  C lies  between  the  rectilinear  wire  and  A, 
and  in  opposite  directions  when  the  wire  and  A are  on  the 
same  side  of  C.  The  fact  that  the  position  of  the  air  space  is 
indifferent  confirms  the  conclusion  formerly  arrived  at  that 
the  direction  of  oscillation  is  that  due  to  the  electro-dynamic 
E.M.F.  These  interferences  are  also  changed  in  direction 
when  the  wire  m n,  1 metre  in  length,  is  replaced  by  a wire  4 
metres  in  length. 

Hertz  also  succeeded  in  obtaining  interference  phenomena 
when  the  centre  of  the  secondary  circuit  was  not  in  the  base- 
line, but  these  results  were  of  no  special  importance,  except 
that  they  confirmed  the  previous  conclusions. 

Interference  Phenomena  at  Various  Distances. — Interference 
may  be  produced  wfith  the  secondary  at  greater  distances  than 
that  of  the  null  point ; but  care  must  then  be  taken  that  the 
action  of  the  waves  in  the  wire  is  of  about  the  same  magnitude 
as  the  direct  action  of  the  primary  circuit  through  the  air. 
This  can  be  effected  by  increasing  the  distance  between  P 
and  A. 

Now,  if  the  velocity  of  propagation  of  the  electro-dynamie 
disturbances  through  the  air  is  infinite,  the  interference  will 
change  its  sign  at  every  half-wave  length  in  the  wire — that  is 
to  say,  at  intervals  of  about  2-8  metres.  If  the  velocities  of 
propagation  through  the  air  and  through  the  wire  are  equal,, 
the  interference  wall  be  in  the  same  direction  at  all  distances. 
Finally,  if  the  velocity  of  propagation  through  the  air  is  finite, 
but  different  from  the  velocity  in  the  wire,  the  interference  will 
change  in  sign  at  intervals  greater  than  2-8  metres. 

The  interferences  first  investigated  were  those  which  occurred 
when  the  secondary  circuit  was  rotated  from  the  first  into  the 
second  principal  position,  the  air  space  being  at  the  highest 
point.  The  distance  of  the  secondary  from  the  null  point  was 
increased  by  half-metre  stages  from  0 up  to  8 metres,  and 
at  each  of  these  positions  an  observation  was  made  of  the 
effects  of  directing  the  normal  towards  and  away  from  P 
respectively.  The  points  at  which  no  difference  in  the 
sparking  was  observed  in  the  two  positions  of  the  normal 
are  marked  0 in  Table  I.  Those  in  which  the  sparking 
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was  least,  showing  the  existence  of  interference,  when  the 
normal  was  directed  towards  P,  are  marked  + , and  those  in 
which  the  sparking  was  least  when  the  normal  was  directed 
away  from  P are  marked  — . The  experiments  were  repeated 
with  different  lengths  of  wire  m n,  varying  by  steps  of  half  a 
metre  from  1 metre  up  to  6 metres.  The  first  horizontal  line 
in  the  table  gives  the  distance,  in  metres,  of  the  centre  of  the 
secondary  circuit  from  the  null  point,  while  the  first  vertical 
line  gives  the  lengths  of  the  wire  m n,  also  in  metres. 
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An  inspection  of  the  table  shows,  in  the  first  place,  that  the 
changes  of  sign  take  place  at  longer  intervals  than  2-8  metres  ; 
and,  in  the  second  place,  that  the  change  of  phase  is  more 
rapid  in  the  neighbourhood  of  the  origin,  than  at  a distance 
from  it.  As  a variation  in  the  velocity  of  propagation  is  very 
unlikely,  this  is  probably  due  to  the  fact  indicated  by  theory 
that  the  electrostatic  E.M.F.,  which  is  more  powerful  than  the 
electro-dynamic  E.M.F.  in  the  neighbourhoo-i  of  the  primary 
oscillation,  has  a greater  velocity  of  propagation  than  the 
latter. 

In  order  to  obtain  a definite  proof  of  the  existence  of  similar 
phenomena  at  greater  distances.  Hertz  continued  the  observa- 
tions, in  the  case  of  three  of  the  lengths  m n,  up  to  a distance 
of  12  metres,  and  the  result  is  given  in  Table  II. 

If  we  make  the  assumption  that  at  the  greater  distance  it  is 
only  the  E.M.F.  of  induction  which  produces  any  effect,  the 
experiments  would  show  that  the  interference  of  the  waves 
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exoited  by  the  E.M.F.  of  induction  with  the  original  waves  in 
the  wire  changes  its  sign  only  at  intervals  of  about  7 metres. 
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In  order  to  investigate  the  E.M.F.  of  induction  close  to  the 
primary  oscillation,  where  the  results  are  of  special  importance, 
Hertz  made  use  of  the  interferences  which  were  obtained 
when  the  secondary  circuit  was  in  the  third  principal  position, 
and  the  air  space  was  rotated  through  90deg.  from  the  base-line. 
The  direction  of  the  interference  at  the  null  point,  which  has 
already  been  considered,  was  taken  as  negative,  the  interference 
being  considered  positive  when  it  was  produced  by  the  passage 
of  waves  on  the  side  of  0 remote  from  P,  which  make  the  signs 
correspond  with  those  of  the  previous  experiments.  It  must  be 
borne  in  mind  that  the  direction  of  the  resultant  E.M.F.  at  the 
null  point  is  opposed  to  that  of  the  E.M.F.  of  induction,  and 
therefore  the  first  table  would  have  begun  with  a negative  sign 
if  the  electrostatic  E.M.F.  could  have  been  eliminated.  The 
present  experiments  showed  that  up  to  a distance  of  3 metres 
interference  continued  to  occur,  and  always  of  the  same  sign  as 
at  the  null  point.  It  was  unfortunately  impossible  to  extend 
these  observations  to  a greater  distance  than  4 metres  on 


DYNAMICAL  THEORY  OF  INDUCTION, 


467 


account  of  the  feebleness  of  the  sparks,  but  the  results  obtained 
were  sufficient  to  give  distinct  evidence  of  a finite  velocity  of 
propagation  of  the  E.M.F.  of  induction.  These  observations, 
like  the  former  ones,  were  repeated  with  various  lengths  of 
the  wire  mn  in  order  to  exhibit  the  variation  in  phase,  and 
the  results  obtained  are  given  in  Table  III.,  which  shows 
that,  as  the  distance  increases,  the  phase  of  the  interference 
changes  in  such  a manner  that  a reversal  of  sign  takes  place 
at  intervals  of  from  7 to  8 metres.  This  result  is  further  con- 
firmed by  comparing  the  results  of  Table  III.  with  the  results 
for  greater  distances  given  in  Table  II.,  for  in  the  former 
series  the  effect  of  the  electrostatic  E.M.F.  is  eliminated, 
owing  to  the  special  position  of  the  secondary  circuit,  while 
in  the  latter  it  becomes  insensible  at  the  greater  distances 
owing  to  its  rapid  decrease  with  increa^sing  distance.  We 
should  therefore  expect  the  results  given  in  the  first  table  for 
distances  beyond  4 metres  to  follow  without  a break  the 
results  given  in  Table  III.  for  distances  up  to  4 metres.  This 
was  found  to  be  the  case,  as  is  evident  from  inspection  of 
Tables  II.  and  III. 

To  show  this  more  clearly,  the  signs  of  the  interference  of 
the  waves,  due  to  the  electro-dynamic  E.M.F.,  with  the  waves 
in  the  wire  are  collected  together  in  Table  IV.,  the  first  four 
columns  of  which  are  taken  from  Table  III.,  and  the  remain- 
ing columns  from  Table  II. 
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From  the  results  given  in  this  table  Hertz  drew  the 
following  conclusions : — 

1.  The  interference  does  not  change  its  sign  at  intervals  of 
2-8  metres.  The  electro-dynamic  actions  are  therefore  not 
propagated  with  an  infinite  velocity. 

2.  The  interference  is  not  in  the  same  phase  at  all  points. 
Therefore  the  electro-dynamic  actions  are  not  propagated 
through  air  with  the  same  velocity  as  electric  waves  in  wires. 
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3.  A gradual  retardation  of  the  waves  in  the  wire  has  the 
effect  of  displacing  a given  phase  of  the  interference  towards 
the  origin  of  the  waves.  The  velocity  of  propagation  through 
the  air  is  therefore  greater  than  through  a wire. 

4.  The  sign  of  the  interference  is  reversed  at  intervals  of 
7’5  metres,  and  therefore  in  traversing  this  distance  an  electro- 
dynamic  wave  gains  one  length  of  the  waves  in  the  wire. 

Thus,  while  the  former  travels  7-5  metres,  the  latter  travels 
7*5  - 2*8  = 4*7  metres,  and  therefore  the  ratio  of  the  velocities 
is  75  ; 47,  which  gives  for  the  half  wave-length  of  the  electro- 
dynamic action  2*8  x 75/47  = 4*5  metres.  Since  this  distance 
is  traversed  in  1*4  hundred-millionth  of  a second,  the  absolute 
velocity  of  propagation  through  the  air  must  be  320,000  kilo- 
metres per  second.  This  result  can  only  be  considered  reliable 
as  far  as  its  order  is  concerned ; but  its  true  value  can  hardly 
exceed  half  as  much  again,  or  be  less  than  two-thirds  of  this 
amount.  In  order  to  obtain  a more  accurate  determination  of 
the  true  value  it  will  be  necessary  to  determine  the  velocity  of 
electric  waves  in  wires  with  greater  exactness. 

It  does  not  necessarily  follow  from  the  fact  that  in  the  imme- 
diate neighbourhood  of  the  primary  oscillation  the  interference 
changes  its  sign  after  an  interval  of  2-8  metres,  that  the  velocity 
of  propagation  of  the  electrostatic  action  is  infinite,  for  such 
a conclusion  would  rest  upon  a single  change  of  sign,  which 
might,  moreover,  be  explained  independently  of  any  change  of 
phase,  by  a change  in  the  sign  of  the  amplitude  of  the  resultant 
force  at  a certain  distance  from  the  primary  oscillation.  Quite 
independently,  however,  of  any  knowledge  of  the  velocity  of 
propagation  of  electrostatic  actions,  there  exist  definite  proofs 
that  the  rates  of  propagation  of  electrostatic  and  electro- dynamic 
E.M.F.s  are  unequal. 

In  the  first  place,  the  total  force  does  not  vanish  at  any 
point  on  the  base  line.  Now,  near  the  primary  the  electro- 
static E.M.F.  is  the  greater,  while  the  electro-dynamic  E.M.F. 
is  the  greater  at  greater  distances.  There  must,  therefore,  be 
some  point  at  which  they  are  equal,  and  since  they  do  not 
balance  they  must  take  different  times  to  reach  this  point. 

In  the  second  place,  the  existence  of  points  at  which  the 
direction  of  the  resultant  E.M.F.  becomes  indeterminate  does 
not  seem  capable  of  explanation,  except  on  the  supposition 
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that  the  electrostatic  and  electro- dynamic  components  perpen- 
dicular to  each  other  are  in  appreciably  different  phases,  and, 
therefore,  do  not  compound  into  a rectilinear  oscillation  in  a 
fixed  direction.  The  fact  that  the  two  components  of  the 
resultant  are  propagated  with  different  velocities  is  of  con- 
siderable importance,  in  that  it  gives  an  independent  proof 
that  one  of  them  at  any  rate  must  have  a finite  velocity  of 
propagation. 

Further  researches  of  Hertz  on  electrical  oscillations,  of 
which  accounts  have  been  published,  are  to  be  found  described 
in  a Paper,  “On  Electro-Dynamic  Waves  in  Air,  and  their 
Reflection,”  in  Wiedemann’s  Annalen,  Vol.  XXXIV.,  p.  609. 
The  author  had  been  endeavouring  to  find  a more  striking  and 
direct  proof  of  the  finite  velocity  of  propagation  of  electro - 
dynamic  waves  than  those  which  he  had  hitherto  given ; for, 
though  these  are  quite  sufficient  to  establish  the  fact,  they  can 
only  be  properly  appreciated  by  one  who  has  obtained  a grasp 
of  the  results  of  the  entire  series  of  researches. 

In  many  of  the  experiments  which  have  been  described. 
Hertz  had  noticed  the  appearance  of  sparks  at  points  in  the 
secondary  conductor  where  it  was  clear  from  geometrical  con- 
siderations that  they  could  not  be  due  to  direct  action,  and  it 
was  observed  that  this  occurred  chiefly  in  the  neighbourhood 
of  solid  obstacles.  It  was  found,  moreover,  that  in  most 
positions  of  a secondary  conductor  the  feeble  sparks  produced 
at  a great  distance  from  the  primary  became  considerably 
stronger  in  the  vicinity  of  a solid  wall,  but  disappeared  with 
considerable  suddenness  quite  close  to  the  wall.  The  most 
obvious  explanation  of  these  experiments  was  that  the  waves 
of  inductive  action  were  reflected  from  the  wall  and  interfered 
with  the  direct  waves,  especially  as  it  was  found  that  the 
phenomena  became  more  distinct  when  the  circumstances 
were  such  as  to  favour  reflection  to  the  greatest  possible 
extent.  Hertz  therefore  determined  upon  a thorough  investi- 
gation of  the  phenomena. 

The  experiments  were  made  in  the  Physical  Lecture  Theatre, 
which  is  15  metres  in  length,  14  metres  in  width,  and  6 metres 
in  height.  Two  rows  of  iron  columns,  running  parallel  to  the 
sides  of  the  room,  would  collectively  act  almost  like  a solid 
wall  towards  electro-dynamic  action,  so  that  the  available 
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width  of  the  room  was  only  8*5  metres.  All  pendant  gas- 
fittings  were  removed,  and  the  room  left  empty,  with  the 
exception  of  wooden  tables  and  forms,  which  would  not  exert 
any  appreciable  disturbing  effect.  The  end  wall,  from  which 
the  waves  were  to  be  reflected,  was  of  solid  sandstone,  with 
two  doors  in  it,  and  the  numerous  gas  pipes  attached  to  it 
gave  it,  to  a certain  extent,  the  character  of  a conducting 
surface,  and  this  was  increased  by  fastening  to  it  a sheet  of 
zinc  four  metres  high  and  two  metres  broad,  connected  by 
wires  to  the  gas  pipes  and  a neighbouring  water  pipe.  Special 
care  was  taken  to  provide  an  escape  for  the  electricity  at  the 
upper  and  lower  extremities  of  the  zinc  plate,  where  a certain 
accumulation  of  electricity  was  to  be  expected. 

The  primary  conductor  was  the  same  that  was  employed  in 
the  experiments  described  on  page  456,  Fig.  161,  and  was  placed 
at  a distance  of  13  metres  from  the  zinc  plate,  and,  therefore, 
two  metres  from  the  wall  at  the  other  end  of  the  room.  The 
conducting  wire  was  placed  vertically,  so  that  the  E.M.F.s  to 
be  considered  increased  and  diminished  in  a vertical  direction. 
The  centre  of  the  primary  conductor  was  2*5  metres  above  the 
floor  of  the  room,  which  left  a clear  space  for  the  observations 
above  the  tables  and  benches.  The  point  of  intersection  of  the 
reflecting  surface  with  the  perpendicular  from  the  centre  of  the 
primary  conductor  will  be  called  “ the  point  of  incidence,”  and 
the  experiments  were  limited  to  the  neighbourhood  of  this 
point,  as  the  investigation  of  waves  striking  the  wall  at  a con- 
siderable angle  would  be  complicated  by  the  differences  in  their 
polarisation.  The  plane  of  vibration  was  therefore  parallel  to 
the  reflecting  surface,  and  the  plane  of  the  waves  was  perpen- 
dicular to  it,  and  passed  through  the  point  of  incidence. 

The  secondary  conductor  consisted  of  the  circle  of  35  centi- 
metres radius,  which  has  been  already  described.  It  was 
movable  about  an  axis  through  its  centre  perpendicular  to  its 
plane,  and  the  axis  itself  was  movable  in  a horizontal  plane 
about  a vertical  axis.  In  most  of  the  experiments  the  secon- 
dary conductor  was  held  in  the  hand  by  its  insulating  wooden 
support,  as  this  was  the  most  convenient  way  of  bringing  it  into 
the  various  positions  required.  The  results  of  these  experi- 
ments, however,  had  to  be  checked  by  observations  made 
with  the  observer  at  a greater  distance  from  the  secondary,  as 
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the  neighbourhood  of  his  body  exerted  a slight  influence  upon 
the  phenomena.  The  sparks  were  distinct  enough  to  be 
observed  at  a distance  of  several  metres  when  the  room  was 
darkened,  but  when  the  room  remained  light  they  were 
practically  invisible  even  when  the  observer  was  quite  close  to 
the  secondary. 

When  the  centre  of  the  secondary  was  placed  in  the  line  of 
incidence,  and  with  its  plane  in  the  plane  of  vibration,  and  the 
air  space  was  turned  first  towards  the  reflecting  wall  and  then 
away  from  it,  a considerable  difference  was  generally  observed 
in  the  strength  of  the  sparks  in  the  two  positions.  At  a 
distance  of  about  0-8  metre  from  the  wall  the  sparks  were 
much  stronger  when  the  air  space  was  directed  towards  the 
wall,  and  its  length  could  be  adjusted  so  that,  while  there  was 


Fig.  162. 


a steady  stream  of  sparks  when  in  this  position,  they  disap- 
peared entirely  when  the  air  space  was  directed  away  from  the 
wall.  These  phenomena  were  reversed  at  a distance  of  3 metres, 
and  recurred,  as  in  the  first  case,  at  a distance  of  5*5  metres. 
At  a distance  of  8 metres  the  sparks  were  stronger  when  the 
air  space  was  turned  away  from  the  wall,  as  at  the  distance  of 
3 metres,  but  the  difference  was  not  so  well  marked.  When 
the  distance  was  increased  beyond  8 metres  no  further  reversal 
took  place,  owing  to  the  increase  in  the  direct  effect  of  the 
primary  oscillation  and  the  complicated  distribution  of  the 
E.M.F.  in  its  neighbourhood. 

The  positions  I.,  II.,  III.  and  IV.  (Fig.  1G2)  of  the  secondary 
circle  are  those  in  which  the  sparks  were  strongest,  the  distance 
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from  the  wall  being  shown  by  the  horizontal  scale  at  the  foot. 
When  the  secondary  circle  was  in  the  positions  V.,  VI.,  and 
VII.,  the  sparks  were  equally  strong  in  both  positions  of  the 
air  space,  and  quite  close  to  the  wall  the  difference  between 
the  sparking  in  the  two  positions  again  diminished.  Therefore 
the  points  A,  B,  C,  D in  the  diagram  may  in  a certain  sense  be 
regarded  as  nodes.  The  distance  between  two  of  these  points 
must  not,  however,  be  taken  as  the  half  wave-length,  for  if 
all  the  electrical  motions  changed  their  directions  on  passing 
through  one  of  these  points  the  phenomena  observed  in  the 
secondary  circuit  would  be  repeated  without  variation,  since 
the  direction  of  oscillation  in  the  air  space  is  indifferent. 

The  conclusion  to  be  drawn  from  the  experiments  is  that  in 
passing  any  one  of  these  points  part  of  the  action  is  reversed, 
while  another  part  is  not.  The  experimental  results,  however, 
warrant  the  assumption  that  twice  the  distance  between  two 
of  these  points  is  equal  to  the  half  wave-length,  and  when  this 
assumption  is  made  the  phenomena  can  be  fully  explained. 

For  suppose  a wave  of  E.M.F.,  with  oscillations  in  a vertical 
direction,  to  impinge  upon  the  wall,  and  to  be  reflected  with 
only  slightly  diminished  intensity,  thus  giving  rise  to  stationary 
waves.  If  the  wall  were  a perfect  conductor,  a node  would 
necessarily  be  formed  in  its  surface,  for  at  the  boundary  and 
in  the  interior  of  a perfect  conductor  the  E.M.F.  must  be 
infinitely  small.  The  wall  cannot,  however,  be  considered  as 
a perfect  conductor,  for  it  was  not  metallic  throughout,  and 
the  portion  which  was  metallic  was  not  of  any  great  extent. 
The  E.M.F.  would  therefore  have  a finite  value  at  its  surface, 
and  would  be  in  the  direction  of  the  impinging  waves.  The 
node,  which  in  the  case  of  perfect  conductivity  would  occur  at 
the  surface  of  the  wall,  would,  therefore,  actually  be  situated 
a little  behind  it,  as  shown  at  A in  the  diagram.  If,  then, 
twice  the  distance  A B — that  is  to  say,  the  distance  A C — is 
half  the  Avave-length,  the  steady  waves  will  be  as  represented 
by  the  continuous  lines  in  Fig.  162.  The  E.M.F.s  acting  on 
each  side  of  the  circles,  in  the  positions  I.,  IF,  III.,  and  IV., 
will,  therefore,  at  a given  moment  be  represented  in  magnitude 
and  direction  by  the  arrows  on  each  side  of  them  in  the 
diagram.  If,  therefore,  in  the  neighbourhood  of  a node,  the 
air  space  is  turned  towards  the  node,  the  strongest  E.M.F.  in 
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the  circle  will  act  under  more  favourable  conditions  against  a 
weaker  one  under  less  favourable  conditions.  If,  however,  the 
air  space  is  turned  away  from  the  node,  the  stronger  E.M.F. 
acts  under  less  favourable  conditions  against  a weaker  one 
under  more  favourable  conditions.  In  the  latter  case  the 
resultant  action  must  be  less  than  in  the  former,  whichever 
of  the  two  E.M.F.s  has  the  greater  effect,  which  explains  the 
change  of  sign  of  the  phenomenon  at  each  quarter  wave- 
length. 

This  explanation  is  further  confirmed  by  the  consideration 
that,  if  it  is  the  true  one,  the  change  of  sign  at  the  points  B 
and  D must  take  place  in  quite  a different  manner  from  that 
of  the  point  C.  The  E.M.F.s  acting  on  the  secondary  circle, 
in  the  positions  V.,  VI.,  and  VII.,  are  shown  by  the  corre- 
sponding arrows,  and  it  is  clear  that  in  the  positions  B and 

B,  if  the  air  space  is  turned  from  one  side  to  the  other,  the 
vibration  will  change  its  direction  round  the  circle,  and  there- 
fore the  sparking  must,  during  the  rotation,  vanish  either  once 
or  an  uneven  number  of  times.  In  the  position  C,  however, 
the  direction  of  vibration  remains  unaltered,  and  therefore  the 
sparks  must  disappear  an  even  number  of  times,  or  not  at  all. 

The  experiments  showed  that  at  B and  D the  sparking  dimi- 
nished as  the  air  space  receded  from  a,  vanished  at  the  highest 
point,  and  again  attained  its  original  value  at  the  point  (3.  At 

C,  on  the  other  hand,  the  sparking  continued  throughout  the 
rotation,  being  a little  stronger  at  the  highest  and  lowest 
points.  If,  then,  there  is  any  change  of  sign  in  the  position 
C,  it  must  occur  with  very  much  smaller  displacements  than 
in  the  other  positions,  so  that  in  any  case  there  is  a distinction 
such  as  is  required  between  this  and  the  other  two  cases. 

Another  very  direct  proof  of  the  truth  of  Hertz’s  repre- 
sentation of  the  nature  of  the  waves  was  obtained.  If  the 
secondary  circle  lies  in  the  plane  of  the  waves  instead  of  in 
the  plane  of  vibration,  the  E.M.F.  must  be  equal  at  all  points 
of  the  circle,  and  for  a given  position  of  the  air  space  the 
sparking  must  be  directly  proportional  to  its  intensity.  When 
the  experiment  was  made,  it  was  found,  as  expected,  that  at 
nil  distances  the  sparking  vanished  at  the  highest  and  lowest 
points  of  the  circle,  and  attained  a maximum  value  at  the 
points  in  the  horizontal  plane  through  the  point  of  incidence. 
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The  air  space  was  then  placed  at  such  a point  and  close  to 
the  wall,  and  was  then  moved  slowly  away  from  the  wall, 
when  it  w^as  found  that,  while  there  was  no  sparking  quite 
close  to  the  metal  plate,  it  began  at  a very  small  distance 
from  it,  rapidly  increased,  reached  a maximum  at  the  point 
B,  and  then  diminished  again.  At  C the  sparking  again 
became  excessively  feeble  and  increased  as  the  circle  was 
moved  still  further  away.  The  sparking  continued  steadily 
to  increase  after  this,  as  the  motion  of  the  circle  was  con- 
tinued in  the  same  direction,  owing,  as  before,  to  the  direct 
action  of  the  primary  oscillation. 

The  curves  shown  by  the  continuous  lines  in  Fig.  162  were 
obtained  from  the  results  of  these  experiments,  the  ordinates 
representing  the  intensity  of  the  sparks  at  the  distances  repre- 
sented by  the  corresponding  abscissae. 

The  existence  in  the  electrical  waves  of  nodes  at  A and  C, 
and  of  loops  at  B and  D,  is  fully  established  by  the  experi- 
ments which  have  been  described ; but  in  another  sense  the 
points  B and  D may  be  regarded  as  nodes,  for  they  are  the 
nodal  points  of  a stationary  wave  of  magnetic  induction  which, 
according  to  theory,  accompanies  the  electrical  wave  and  lags 
a quarter  wave-length  behind  it. 

This  can  easily  be  shown  to  follow  from  the  experiments,  for 
when  the  secondary  circle  is  placed  in  the  plane  of  vibration 
with  the  air  space  at  its  highest  point,  there  will  be  no  spark- 
ing if  the  E.M.F.  is  uniform  throughout  the  space  occupied  by 
the  secondary.  This  can  only  take  place  if  the  E.M.F.  varies 
from  point  to  point  of  the  circle,  and  if  its  integral  round  the 
circle  differs  from  zero.  This  integral  is  proportional  to  the 
number  of  magnetic  lines  of  force  passing  backwards  and  for- 
wards across  the  circle,  and  the  intensity  of  the  sparks  may  be 
considered  as  giving  a measure  of  the  magnetic  induction, 
which  is  perpendicular  to  the  plane  of  the  circle.  Now,  in  this 
position  vigorous  sparking  was  observed  close  to  the  "wall, 
diminishing  rapidly  to  zero  as  the  point  B was  approached, 
then  increasing  to  a maximum  at  C,  falling  to  a well-marked 
minimum  at  D,  and  finally  increasing  continuously  as  the 
secondary  approached  still  nearer  to  the  primary.  If  the 
intensities  of  these  sparks  are  taken  as  ordinates,  positive  and 
negative,  and  the  distances  from  the  wall  as  abscissae,  the 
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curve  shown  by  the  dotted  lines  in  Fig.  162  is  obtained,  which 
therefore  represents  the  magnetic  waves. 

The  phenomena  observed  in  the  first  series  of  experiments 
described  above  may  therefore  be  regarded  as  due  to  the 
resultant  electric  and  magnetic  actions.  The  former  changes 
sign  at  A and  C,  the  latter  at  B and  D,  so  that  at  each  of  these 
points  one  part  of  the  action  changes  sign,  while  the  other  does 
not,  and  therefore  the  resultant  action  which  is  their  product 
must  change  sign  at  each  of  these  points,  as  was  found  to  be 
the  case. 

When  the  secondary  circle  was  in  the  plane  of  vibration  the 
sparking  in  the  vicinity  of  the  wall  was  observed  to  be  a maxi- 
mum on  the  side  towards  the  wall  and  a minimum  at  the 
opposite  side,  and  as  the  circle  was  turned  from  one  position  to 
the  other  there  was  found  to  be  no  point  at  which  the  sparks 
disappeared.  As  the  distance  from  the  wall  was  increased,  the 
sparks  on  the  remote  side  gradually  became  weaker,  and 
vanished  at  a distance  of  1*08  metre  from  the  wall.  When 
the  circle  was  carried  further  in  the  same  direction  the  sparks 
appeared  again  on  the  side  remote  from  the  wall,  but  were 
always  weaker  than  on  the  side  next  to  it ; the  sparking,  how- 
ever, no  Ibnger  passed  from  a maximum  to  a minimum  merely, 
but  vanished  during  the  rotation  once  in  the  upper  and  once 
in  the  lower  half  of  the  circle.  The  two  null  points  gradually 
receded  from  their  original  coincident  positions  until  at  the 
point  B they  occurred  at  the  highest  and  lowest  points  of  the 
circle.  As  the  circle  was  moved  further  in  the  same  direction 
the  null  points  passed  over  to  the  side  next  to  the  wall,  and 
approached  each  other  again,  until,  when  the  centre  was  at  a 
distance  of  2-35  metres  from  the  wall,  the  two  null  points  were 
again  coincident.  B must  be  exactly  half-way  between  this 
point  and  the  similar  point  previously  observed,  which  gives 
1-72  metre  as  the  distance  of  B from  the  wall — a result  which 
agrees,  within  a few  centimetres,  with  that  obtained  by  direct 
observation.  Moving  further  in  the  direction  of  C,  the  spark- 
ing at  different  points  of  the  circle  became  more  nearly  ecpial, 
until  at  C it  was  exactly  so.  In  this  position  there  w^as  no  null 
point,  and  as  the  distance  was  further  increased  the  phenomena 
recurred  in  the  same  order  as  before. 

Hertz  found  that  the  position  of  C could  be  determined 
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within  a few  centimetres,  the  determinations  of  its  distance 
from  the  wall  varying  from  4*10  to  4’15  metres;  he  gives  its 
most  probable  value  as  4-12  metres.  The  point  B could  not  be 
observed  with  any  exactness,  the  direct  determinations  varying 
from  6 to  7‘5  metres  as  its  distance  from  the  wall.  It  could, 
however,  be  determined  indirectly,  for  the  distance  between  B 
and  C being  found  to  be  2*4  metres,  taking  this  as  the  true 
value,  A must  have  been  0*68  metre  behind  the  surface  of  the 
wall,  and  G-52  metres  in  front  of  it.  The  half  wave-length 
would  be  4*8  metres,  and  by  an  indirect  method  it  was  found 
to  be  4*5  metres,  so  that  the  two  results  agree  fairly  well. 
Taking  the  mean  of  these  as  the  true  value,  and  the  velocity 
of  light  as  the  velocity  of  propagation,  gives  as  the  vibration 
period  of  the  apparatus  1-55  hundred-millionth  of  a second, 
instead  of  1*4  hundred-millionth,  which  was  the  theoretically 
calculated  value. 

A second  series  of  experiments  was  made  with  smaller 
apparatus,  and  though  the  measurements  could  not  be  made 
with  as  much  exactness  as  those  already  described,  the  results 
showed  clearly  that  the  position  of  the  nodes  depends  only  on 
the  dimensions  of  the  conductors,  and  not  on  the  material  of 
the  wall. 

Hertz  states  that  after  some  practice  he  succeeded  in  obtain- 
ing indications  of  reflections  from  each  of  the  walls.  He  was 
also  able  to  obtain  distinct  evidence  of  reflection  from  one  of 
the  iron  columns  in  the  room,  and  of  the  existence  of  electro- 
dynamic shadows  on  the  side  of  the  column  remote  from  the 
primary. 

In  the  preceding  experiment  the  secondary  conductor  was 
always  placed  between  the  wall  and  the  primary  conductor — 
that  is  to  say,  in  a space  in  which  the  direct  and  reflected 
rays  were  travelling  in  opposite  directions,  and  gave  rise  to 
stationary  waves  by  their  interference. 

He  next  placed  the  primary  conductor  between  the  wall  and 
the  secondary,  so  that  the  latter  was  in  a space  in  which  the 
direct  and  reflected  waves  were  travelling  in  the  same  direction. 
This  would  necessarily  give  rise  to  a resultant  wave,  the  inten- 
sity of  which  would  depend  on  the  difference  in  phase  of  the 
two  interfering  waves.  In  order  to  obtain  distinct  results  it  was 
necessary  that  tne  two  waves  should  be  of  approximately  equal 
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intensities,  and  therefore  the  distance  of  the  primary  from  the 
wall  had  to  be  small  in  comparison  with  the  extent  of  the 
latter,  and  also  in  comparison  with  its  distance  from  the 
secondary. 

To  fulfil  these  conditions  the  secondary  was  placed  at  a dis- 
tance of  14  metres  from  the  reflecting  wall,  and,  therefore, 
about  1 metre  from  the  opposite  one,  with  its  plane  in  the  plane 
of  vibration,  and  its  air  space  directed  towards  the  nearest  wall, 
in  order  to  make  the  conditions  as  favourable  as  possible  for 
the  production  of  sparks.  The  primary  was  placed  parallel  to 
its  former  position,  and  at  a perpendicular  distance  of  about 
30  centimetres  from  the  centre  of  the  reflecting  metallic  plate- 
The  sparks  observed  in  the  secondary  were  then  very  feeble, 
and  the  air  space  was  increased  until  they  disappeared.  The 
primary  conductor  was  then  gradually  moved  away  from  the 
wall,  when  isolated  sparks  were  soon  observed  in  the  secondary, 
passing  into  a continuous  stream  when  the  primary  was  between 
1*5  and  2 metres  from  the  wall — that  is,  at  the  point  B.  This 
might  have  been  supposed  to  be  due  to  the  decrease  in  the 
distance  between  the  two  conductors,  except  that  as  the  primary 
conductor  was  moved  still  further  from  the  wall  the  sparking' 
again  diminished,  and  disappeared  when  the  primary  was  at 
the  point  C.  After  passing  this  point  the  sparking  continually 
increased  as  the  primary  approached  nearer  to  the  secondary. 
These  experiments  were  found  to  be  easy  to  repeat  with 
smaller  apparatus,  and  the  results  obtained  confirmed  the 
former  conclasion — that  the  position  of  the  nodes  depends  only 
on  the  dimensions  of  the  conductor,  and  not  on  the  material 
of  the  reflecting  wall. 

Hertz  points  out  that  these  phenomena  are  exactly  analogous 
to  the  acoustical  experiment  of  approaching  a vibrating  tuning- 
fork  to  a wall  when  the  sound  is  weakened  in  certain  positions 
and  strengthened  in  others,  and  also  to  the  optical  phenomena 
illustrated  in  Lloyd’s  form  of  Fresnel’s  mirror  experiments ; 
and  as  these  are  accepted  as  arguments  tending  to  prove  that 
sound  and  light  are  due  to  vibration,  his  investigations  give  a 
strong  support  to  the  theory  that  the  propagation  of  electro- 
magnetic induction  also  takes  place  by  means  of  waves  excited 
in  a medium.  They  therefore  afford  a confirmation  of  the 
Faraday-Maxwell  theory  of  electrical  action. 
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§ 12.  Further  Researches  on  Electro-Magnetic  Radiation. — 

When  once  the  experimental  proof  had  been  given  that  the 
result  of  electrical  oscillations  in  a conductor  is  to  propagate 
out  into  surrounding  space  radiations  which  are  in  all  respects 
of  the  same  nature  as  Urjht,  except  in  that  they  cannot  ahecb 
the  eye,  it  became  evident  that  a new  and  vast  field  of 
investigation  had  been  opened,  and  one  in  which  it  would 
be  possible  to  produce  the  electro-magnetic  analogues  of  all 
the  more  familiar  optical  phenomena. 

The  reflection,  refraction,  dispersion,  and  polarisation  of  light 
waves  are  well-known  optical  phenomena.  We  can  perform 
analogous  experiments  with  rays  of  dark  heat  which  differ  only 
from  light  rays  in  having  a greater  wave-length,  and  in  being 
thereby  unable  to  affect  the  optic  nerve.  In  performing  these 
experiments  with  dark  heat  or  non-luminous  radiation  we  have 
to  make  use  of  the  thermopile  as  a perceiver  of  the  ray.  The 
electro-magnetic  radiation  scattered  from  a conductor  in  which 
■ electric  oscillations  are  set  up  differs  again  from  light  and  dark 
heat  in  having  a still  longer  wave-length.  In  performing 
experiments  with  electro -magnetic  radiation  we  have  seen  that 
Hertz’s  invention  of  the  electro-magnetic  resonator  put  us  in 
possession  of  an  apparatus  which  is  the  exact  equivalent  of  a 
thermopile,  or  the  human  eye,  as  a ray  localiser ; and  more 
recent  researches  have  shown  us  how  to  construct  a large 
number  of  forms  of  receiver  of  even  more  sensitive  character, 
by  means  of  which  we  can  detect  this  electro-magnetic  radiation. 

In  these  electro-niagneto-optic  experiments  of  Hertz,  the 
source  of  radiation  is  a divided  metallic  cylinder  about  one 
inch  in  diameter  and  twelve  inches  long.  This  is  divided  in 
halves,  and  the  two  parts  separated  by  a small  distance. 
They  are  respectively  attached  to  the  ends  of  the  secondary 
coil  of  a small  induction  coil.  When  the  coil  is  put  in  action, 
electrical  oscillations  are  set  up  in  these  cylinders  which 
result  in  the  outward  propagation  of  ethereal  undulations  of 
about  two  feet  in  wave-length  and  having  a frequency  of 
about  five  hundred  millions  a second. 

In  order  to  see  these  waves.  Hertz  employed  a resonator 
consisting  of  a metallic  circuit  having  a small  spark  interval. 
With  these  simple  appliances  he  has  been  able  to  show  the 
reflection  of  the  electro-magnetic  waves  from  plane  surfaces, 
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and  the  concentration  of  radiation  by  parabolic  mirrors  of 
sheet  zinc,  repeating  in  fact  the  old  experiment  of  the  con- 
jugate mirrors.  The  radiation  from  this  source  could,  he 
found,  be  gathered  up  by  one  parabolic  mirror,  reflected  to  a 
second  and  concentrated  again  to  a focus.  Another  achieve- 
ment was  the  refraction  of  the  rays  by  a great  prism  of  pitch. 
Placed  in  the  path  of  an  electro-magnetic  ray,  he  found  that 
this  pitch  prism  refracted  it  through  an  angle  of  22deg.,  and 
that  the  material  had  a refractive  index  of  1*7  for  these  long 
waves.  Again,  it  was  found  that  metallic  sheets  were  opaque 
to  this  radiation,  but  that  it  passed  through  such  non- 
conductors as  dry  wood,  and  that  a laboratory  door,  although 
opaque  to  light,  is  transparent  to  this  ultra-ultra  red  or 
electro-magnetic  radiation. 

The  reader  may  be  referred  to  Dr.  Lodge’s  book  on  the 

Work  of  Hertz,  and  some  of  his  Successors”  for  a full 
account  of  the  experimental  proofs  that  electro-magnetic 
radiation  and  that  radiation  we  commonly  call  light  are  one 
in  essential  nature,  although  differing  in  wave-length.  These 
experiments  are  akin  to  the  acoustic  ones  in  which  air  waves, 
too  short  to  be  audible,  are  generated  ; and  in  place  of  the 
•ear,  now  useless,  a sensitive  flame  is  employed  to  find  or 
indicate  the  waves,  and  inform  us  of  the  presence  or  absence 
of  aerial  wave  motion.  In  the  same  way  all  well-known 
optical  effects  can  be  reproduced  with  ether  radiation  too  long 
in  wave-length  to  affect  the  eye,  but  capable  of  acting  on  a 
proper  receiver. 

It  is  a necessary  corollary  of  Maxwell’s  electro-magnetic 
theory  of  light  that  good  conducting  bodies  should  be  opaque 
and  good  insulators  transparent.  As  a matter  of  fact,  for  dis- 
turbances of  the  period  of  light  many  good  insulators,  such  as 
ebonite,  are  opaque,  even  in  very  thin  sheets,  and  conversely 
gold,  silver,  and  platinum  are  semi-transparent  when  in  very 
thin  sheets.  It  must  be  borne  in  mind,  however,  that  the 
frequency  of  light  oscillations  falls  between  400  and  700 
million-million  oscillations  per  second,  or  are  of  the  order  of 
5 X lO'k 

We  cannot  by  any  of  Hertz’s  methods  produce  electrical 
oscillations  so  rapid  as  this.  Hence,  since  conductivity  and 
insulating  power  of  materials  have  generally  been  determined 
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with  reference  either  to  steady  currents  or  to  moderately 
great  oscillations,  we  cannot  institute  a comparison  between 
these  qualities  as  possessed  by  any  given  substance  and 
opacity  or  transparency  for  the  much  greater  frequency  of 
luminous  electro-magnetic  waves.  It  has  been  shown  that 
ebonite  is  very  transparent  to  long  waves  of  dark  heat,*  and 
hence  there  is  no  difficulty  in  understanding  that  it  is  trans- 
parent to  the  longer  waves  produced  by  electrical  oscillations 
set  up  in  moderately  small  conductors,  whilst  it  is  opaque  to 
the  very  short  ones  of  light.  Also  the  transparency  of  thin 
metallic  sheets  to  light  is  an  indication  of  imperfect  conducti- 
bility.  We  have  seen  that  an  infinitely  perfect  conductor  is 
a perfect  magnetic  screen,  and  accordingly  we  should  expect 
that  the  more  perfect  the  conductivity  of  a metal  the  greater 
would  be  its  opacity  even  in  very  thin  films.  It  is  well  known 
that  cooling  copper  increases  its  conductivity.  Wroblewski 
showed  {Comptes  Rendm,  Vol.  Cl.,  July,  1885,  p.  160)  that  by 
cooling  copper  to  - 200^0.,  or  to  the  temperature  of  the 
solidification  of  nitrogen,  its  conductivity  is  increased  to 
about  nine  times  its  value  at  0°C.  These  experiments  have 
been  greatly  extended  by  Dewar  and  Fleming  {Phil.  Map., 
September,  1893),  who  have  shown  that  perfectly  metals 
have  most  probably  no  electrical  resistance  at  the  absolute 
zero  of  temperature.  It  would  be  interesting  to  know  if  the 
opacity  of  a very  thin  film  of  copper  is  increased  by  cooling  to 
- 200°  to  any  perceptible  extent.  With  respect  to  electrolytes 
some  interesting  experiments  have  been  made  by  Prof.  J.  J. 
Thomson.!  In  these  experiments  electrical  oscillations  of 
about  10®  per  second  in  frequency  were  established  in  a 
primary  circuit  by  means  of  an  induction  coil.  These  alter- 
nating currents  were  caused  to  induce  secondary  oscillations 
in  a neighbouring  parallel  circuit  of  appropriate  size.  The 
secondary  circuit  oscillations  were  rendered  visible  by  minute 
sparks  at  a break  in  that  circuit.  The  interposition  of  a thin 
sheet  of  tinfoil  or  of  the  thinnest  sheet  of  Dutch  metal  or 


* See  note  on  “The  Index  of  Refraction  of  Ebonite,”  by  Profs.  Ayrton 
and  Perry,  Proceedings  of  the  Physical  Society,  London,  Vol.  IV.,  p.  345. 

t “ On  the  Resistance  of  Electrolytes  to  the  Passage  of  Rapidly  Alter- 
nating Currents,”  Proceedings  of  the  Physical  Society,  London,  Vol.  XLV., 
No.  276,  1889. 
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gold-leaf  supported  on  glass  at  once  stopped  completely  the 
secondary  sparks.  This  is  a very  interesting  confirmation  of 
the  theory  of  magnetic  screening  laid  down  on  p.  255  of 
Chap.  IV.  We  have  seen  that  for  moderately  rapid  alterna- 
tions the  conductivity  of  tinfoil  is  not  sufficient  to  make  it 
opaque  to  electro-magnetic  radiations,  but  for  disturbances  of 
a frequency  equal  to  about  10®  the  tinfoil  affords  a perfect 
screening,  or,  in  other  words,  is  opaque. 

With  regard  to  the  gold-leaf,  Prof.  Thomson  remarks  that 
he  has  not  been  able  to  get  any  leaf  thin  enough  to  be  trans- 
parent to  oscillations  of  this  rate.  On  inserting  a sheet  of 
ebonite  between  the  primary  and  secondary  circuit,  it  was 
found  to  produce  no  effect  on  the  sparking,  indicating  that 
ebonite,  although  opaque  to  ordinary  light,  is  transparent  to 
ether  disturbances  of  the  rate  here  employed.  A thin  layer  of 
transparent  electrolyte  was  then  used  as  a screen,  and  it  was 
found  that  whilst  a very  thin  layer  produced  little  or  no  effect, 
a depth  of  three  to  four  millimetres  of  dilute  sulphuric  acid 
was  sufficient  to  stop  the  sparking.  Experiment  showed  that 
the  conductivity  of  various  electrolytic  solutions  was  about 
the  same  for  currents  reversed  120  times  a second  as  for 
currents  reversed  100  million  times  a second.  As,  however, 
these  electrolytes  are  transparent,  they  must,  according  to  the 
electro-magnetic  theory,  be  insulators  for  currents  reversed 
about  10^®  times  per  second,  and  the  molecular  processes  on 
which  electrolytic  conduction  depends  must  occupy  a time 
between  one-hundred  millionth  and  one-thousand  billionth  of 
a second.  Space  will  not  permit  further  reference  to  this 
exceedingly  promising  department  of  future  research  more 
than  to  say  that  if  the  electro-magnetic  theory  of  liglit  is  true 
it  will  be  able  to  furnish  an  electrical  explanation,  not  only  of 
the  simpler  optical  phenomena,  but  of  such  complex  phenomena 
as  those  embraced  in  the  sciences  of  spectroscopy  and  photo- 
graphy. 

§ 13.  Propagation  of  Electro-Magnetic  Energy. — In  our 
exposition  of  the  various  electro-magnetic  phenomena  we  have 
directed  attention  to  the  facts  which  make  it  evident  that  even 
in  the  simple  phenomenon  of  the  propagation  of  an  electric 
current  in  a wire  we  must  divest  ourselves  of  the  idea  that  the 
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so-called  flow  of  current  is  analogous  to  the  movement  of  a 
material  fluid  in  a pipe.  It  is  true  that  there  are  effects  in  the 
case  of  the  electric  current  which  correspond  to  the  inertia  and 
resistance  effects  in  the  case  of  water  flow ; but  the  progress  of 
knowledge  has  indicated  that  what  we  are  in  the  habit  of  calling 
the  electric  current  is  as  much  outside  the  wire  as  in  it,  and 
that  we  must  release  ourselves  from  the  trammels  of  any  ideas 
which  cause  us  to  concentrate  attention  exclusively  or  mainly 
on  the  actions  in  the  conductor.  In  fact,  at  the  absolute 
zero  of  temperature  there  would  be  no  dissipation  of  energy 
in  the  conductor  at  all,  if  it  were  a pure  metal,  and  all  the 
processes  would  be  confined  to  the  medium.  We  are  indebted 
to,  amongst  others.  Prof.  Poynting  for  an  enlargement  of  our 
views  on  the  nature  of  electric  current  propagation,  and  in  two 
valuable  memoirs  these  matters  have  been  discussed  by  him.* 
He  says : — A space  containing  electric  currents  may  be 
regarded  as  a field  where  energy  is  transformed  at  certain 
points  into  the  electric  and  magnetic  form  by  means  of 
batteries,  dynamos,  thermopiles,  &c.,  and  in  other  parts  of 
the  field  this  energy  is  being  again  transformed  into  heat, 
work  done  by  electro-magnetic  forces,  or  any  other  form 
yielded  by  currents.  Formerly  a current  was  regarded  as 
something  travelling  in  the  conductor,  and  the  energy  which 
appeared  at  any  part  of  the  circuit  was  supposed  to  be 
conveyed  thither  through  the  conductor  by  the  current.  But 
the  existence  of  induced  currents  and  electro-magnetic  actions 
has  led  us  to  look  on  the  medium  surrounding  the  conductor 
as  playing  a very  important  part  in  the  development  of  the 
phenomena.  If  we  believe  in  the  continuity  of  the  motion 
of  energy,  we  are  forced  to  conclude  that  the  surrounding 
medium  is  capable  of  containing  energy,  and  that  it  is  capable 
of  being  transferred  from  point  to  point.  We  are  thus  led  to 
consider  the  problem — how  does  the  energy  connected  with  an 
electric  current  pass  from  point  to  point,  by  what  paths  does  it 


* “ On  the  Transfer  of  Energy  in  the  Electro-Magnetic  Field,”  by  Prof. 
J.  H.  Poynting,  Philosophical  Transactions  of  the  Iloyal  Society,  1884, 
Part  II.,  Vol.  CLXXV.,  p.  343.  Also  “ On  the  Connection  between  Electric 
Current  and  the  Electric  and  Magnetic  Inductions  in  the  Surrounding 
Field,”  by  Prof.  J.  H.  Poynting,  Philosophical  Transactions  of  the  Koyal 
Society,  1885,  Part  II.,  Vol.  CLXXVL,  p.  277. 
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travel,  and  according  to  what  laws?  Let  us  put  a specific 
case.  Suppose  a dynamo  at  one  spot  generates  an  electric 
current,  which  is  made  to  operate  an  electric  motor  at  a dis- 
tant place.  We  have  here  in  the  first  place  an  absorption  of 
■energy  from  the  prime  motor  into  the  dynamo.  We  find  the 
whole  space  between  and  around  the  conducting  wires  mag- 
netised and  the  seat  of  electro-magnetic  energy.  We  have, 
further,  a re-transformation  of  energy  in  the  motor.  The 
-question  which  presents  itself  for  solution  is  to  decide  how  the 
■energy  taken  up  by  the  dynamo  is  transmitted  to  the  motor. 

Briefly  stated,  the  general  tendency  of  recent  views  is 
that  this  energy  is  conveyed  through  the  electro-magnetic 
medium,  or  ether,  and  that  the  function  of  the  wire  is  to 
localise  the  direction  or  concentrate  the  flow  in  a particular 
path,  and  is  at  the  same  time  also  a sink  or  place  in  which 
energy  is  dissipated.  A consideration  of  the  whole  phe- 
nomenon has  enabled  Prof.  Poynting  to  formulate  an  im- 
portant law,  as  follows  : — At  any  point  in  the  magnetic  field 
•of  conductors  conveying  currents  the  energy  moves  perpendicularly 
to  the  pla7ie  containing  the  lines  of  electric  force  and  the  Imes  of 
magnetic  for  ce^  and  the  amount  ci'ossing  a unit  of  area  of  this  plane 
per  second  is  equal  to  the  i^roduct  of  the  intensities  of  the  two  forces 
multiplied  by  the  sine  of  the  angle  between  them  and  divided  by  Air. 
Tf  E denote  the  electric  force,  or  force  on  a very  small  body 
charged  with  a unit  of  positive  electricity,  and  H denote  the 
magnetic  force,  or  force  on  a unit  magnetic  pole,  and  if  at  any 
point  in  the  electro-magnetic  field  these  forces  are  inclined  at 
an  angle  6,  then  there  is  a flow  of  energy  e at  this  point  in  a 
direction  perpendicular  to  the  planes  of  E and  H,  and  equal 
per  second  to  the  value  of 

E H sin  (9 

47r 

The  full  proof  of  this  law  is  given  in  the  first  of  the  Papers 
mentioned  on  the  preceding  page. 

Prof.  Poynting  has  here  introduced  the  important  notion  of 
a flow  of  energy.  We  may  remark  in  passing  that  this  notion 
does  no  violence  to  previous  notions  of  energy.  Energy,  like 
matter,  is  conserved — that  is,  it  is  unalterable  in  total  amount ; 
and  if  in  any  circumscribed  space  some  form  of  energy  makes 
its  appearance,  then  we  know  that  either  an  equal  quantity 
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must  have  passed  into  that  space  from  outside,  or  that  arr 
equivalent  quantity  of  some  other  form  already  in  the 
enclosure  must  have  been  transformed.  If  energy  disappears 
at  one  point  and  reappears  at  an  adjacent  point  in  equal 
amount,  we  can  with  perfect  propriety  speak  of  it  as  having 
been  transferred  from  one  point  to  the  other,  although  we  are 
unable  to  identify  the  respective  portions  of  it  as  we  can  in 
the  case  of  the  movement  of  matter.  Applying  this  view 
to  the  simple  phenomena  of  a battery  producing  heat  in  a 
conducting  wire,  the  notion  to  be  grasped  is  that  the  potential 
energy  of  the  chemical  combinations  in  the  battery  causes 
energy  to  be  radiated  out  along  certain  lines,  the  means 
of  conveyance  being  the  electro-magnetic  medium  ; this 
energy  flows  into  the  wire  at  all  points,  and  is  there 
re-transformed  into  heat  or  light.  A simple  illustration 
of  Poynting’s  law  is  to  consider  the  case  of  a section  of  a 
straight  conductor  traversed,  as  we  usually  say,  by  a current. 
Let  the  conductor  be  a right  cylinder,  or  round  wire,  of 
length  I,  radius  r,  and  let  E be  the  electric  force  at  any 
point  in  the  wire,  and  H the  magnetic  force  at  the  surface  ; 
also  let  V be  the  potential  difference  between  the  ends,  C the 
steady  current,  and  R the  total  ohmic  resistance.  Consider 
the  energy  flowing  in  on  this  section  of  the  wire  through  its- 
surface.  It  is  equal  per  second  to  the  area  of  the  surface, 

..  n n EH  , 27r?’ZEH 

multiplied  by  1 • 

Now  Stt  r H is  the  line  integral  of  the  magnetic  force  taken 
round  the  wire  following  the  circular  surface,  and  this,  as  pre- 
viously shown  (p.  25)  is  equal  to  Itt  C.  Also  we  have  the 
potential  difference  at  the  ends  of  the  cylinder  equal  to  the  line 
integral  of  the  electric  force,  or  to  ZE.  Since,  then,  27r?'H 
= Itt  C and  E Z = V,  we  get,  by  substitution  in  the  value  of 
the  energy  sent  per  second  into  the  section  of  the  wire,  viz., 


27r  ^ ^ H E ^ equivalent  C V.  But  by  Ohm’s  law  C R = V ; 

hence  the  energy  absorbed  per  second  by  the  conductor  is  C^R, 
and  we  know  by  Joule’s  law  that  this  is  the  measure  of  the 
energy  dissipated  per  second  in  the  wire  as  heat.  We  see, 
then,  that  the  energy  dissipated  in  each  section  of  the  con- 
ductor is  absorbed  into  it  from  the  dielectric,  and  the  rate  of 
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this  supply  can  be  calculated  by  Poynting’s  law  for  eacli 
element  of  tbe  surface.  None  of  tbe  energy  of  a current  travels 
along  tbe  wire,  but  enters  into  it  from  tbe  surrounding  non- 
conductor, and  as  soon  as  it  enters  it  begins  to  be  transformed 
into  beat,  tbe  amount  crossing  successive  layers  of  tbe  wire 
decreasing  till,  by  tbe  time  tbe  centre,  where  there  is  no  magnetic 
force,  is  reached,  it  has  all  been  transformed  into  beat. 

In  tbe  Paper  another  simple  case  treated  is  that  of  a con- 
denser discharged  by  a wire.  In  this  case,  before  the  discharge, 
we  know  that  tbe  energy  resides  in  tbe  dielectric  between  tbe 
plates.  If  tbe  plates  are  connected  by  an  external  wire,  accord- 
ing to  these  views  tbe  energy  is  transferred  outwards,  along  tbe 
electrostatic  equipotential  surfaces,  and  moves  on  to  the  wire, 
and  is  there  converted  into  heat.  According  to  this  hypothesis, 
we  must  suppose  tbe  lines  or  tubes  of  electrostatic  induction 
running  from  plate  to  plate  to  move  outwards  as  tbe  dielectric 
strain  lessens  and,  whilst  still  keeping  their  ends  on  tbe  plates, 
finally  to  converge  in  on  tbe  wire  and  be  there  broken  up  and 
their  energy  dissipated  as  beat.  At  tbe  same  time  tbe  wire 
acquires  transient  magnetic  qualities.  This  means  that  some 
part  of  tbe  energy  of  tbe  expanding  lines  of  electrostatic  induc- 
tion is  converted  into  magnetic  energy.  Tbe  magnetic  energy 
is  contained  in  ring-shaped  tubes  of  magnetic  force,  which 
expand  out  from  between  tbe  plates  and  then  contract  in  upon 
some  other  part  of  the  circuit. 

Tbe  whole  history  of  tbe  discharge  may  be  divided  into 
three  parts.  First,  a time  when  tbe  energy  associated  with 
the  system  is  nearly  all  electrostatic  and  is  represented  by  tbe 
-energy  of  the  lines  or  tubes  of  electrostatic  induction  running 
from  plate  to  plate;  second,  a period  when  tbe  discharge  is  at 
its  maximum,  when  the  energy  exists  partly  as  energy  asso- 
ciated with  lines  of  electrostatic  induction  expanding  outwards, 
and  partly  in  tbe  form  of  closed  rings  or  tubes  of  magnetic 
force  expanding  from  and  then  contracting  back  on  tbe  wire  ; 
and  lastly,  a period  when  nearly  all  tbe  energy  has  been 
absorbed  or  buried  in  tbe  wire,  and  has  there  been  dissipated 
in  tbe  form  of  beat,  which  is  radiated  out  again  as  energy  of 
dark  or  luminous  radiation.  Tbe  function  of  tbe  discharging 
wire  is  to  localise  tbe  place  of  dissipation,  and  also  to  localise 
:tbe  place  where  tbe  magnetic  field  shall  be  most  intense  ; and 
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all  that  observation  is  able  to  tell  us  about  a conductor  which 
is  conveying  that  which -we  call  an  electric  current  is  that  it 
is  a place  where  heat  is  being  generated,  and  near  which 
there  is  a magnetic  field.  These  conceptions  lead  us  to  fresh 
views  of  very  familiar  phenomena.  Suppose  we  are  sending 
a current  of  electricity  through  a submarine  cable  by  a 
battery,  say,  with  zinc  to  earth,  and  suppose  the  sheath  is- 
everywhere  at  zero  potential,  then  the  wire  will  be  everywhere 
at  a higher  potential  than  the  sheath,  and  the  level  surfaces 
will  pass  through  the  insulating  material  to  the  points  where- 
they  cut  the  wire.  The  energy  which  maintains  the  current 
and  which  works  the  receiver  at  the  distant  end  travels  through- 
the  insulating  material,  the  core  serving  as  a means  to  allow 
the  energy  to  get  into  motion  or  to  be  continually  propagated^ 
The  energy  absorbed  by  the  core  is,  however,  transformed 
into  heat  and  radiated  again  as  dark  heat. 

In  the  case  of  an  arc  or  glow-lamp  worked  by  an  alter- 
nating current,  we  have  to  consider  that  the  energy  which 
moves  in  on  the  carbon  is  returned  again,  with  no  other 
change  than  that  of  a shortened  wave-length,  and  the  carbon' 
filament  performs  the  same  kind  of  change  on  the  electro- 
magnetic radiation  as  is  performed  when  we  heat  a bit  of 
platinum  foil  to  vivid  incandescence  in  a focus  of  dark 
heat.  If  we  adopt  the  electro-magnetic  theory  of  light,  it 
moves  out  again  still  as  electro-magnetic  energy,  but  in  a 
different  form,  with  a definite  velocity  and  intermittent 
in  type.  We  have,  then,  in  the  case  of  the  electric  light 
this  curious  result — that  energy  moves  in  upon  the  arc  or 
filament  from  the  surrounding  medium,  there  to  be  con- 
verted into  a form  in  which  it  is  sent  out  again,  and  which,, 
though  the  same  in  kind,  is  now  able  to  affect  our  senses. 
A current  passing  through  a seat  of  electromotive  force  is- 
therefore  a place  of  divergence  of  energy  from  the  conducting 
circuit  into  the  medium,  and  this  energy  travels  away  and  is- 
converged  and  transformed  by  the  rest  of  the  circuit.  From 
this  aspect  the  function  of  the  copper  conducting  wire  fades 
into  insignificance  in  interest  in  comparison  with  the  function 
of  the  dielectric.  When  we  see  an  electric  tramcar,  or  motor, 
or  lamp,  worked  from  a distant  dynamo,  these  notions  invite 
us  to  consider  the  whole  of  that  energy,  even  if  it  be  thousands 
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of  horse -power  per  hour,  as  conveyed  through  the  electro- 
magnetic medium,  and  the  conductor  a&  a kind  of  exhaust 
valve,  which  permits  energy  to  be  continually  supplied  to  the 
dielectric. 

Consider,  for  instance,  the  simple  case  of  an  alternating- 
current  dynamo  connected  to  an  incandescent  lamp  by  con- 
ducting leads.  We  have  in  this  case  a closed  conducting  loop, 
consisting  partly  of  the  armature  wire,  partly  of  the  leads,  and 
lastly  of  the  lamp  filament.  The  action  of  the  dynamo  when 
at  work  consists  in  alternately  inserting  into  and  withdrawing 
tubes  of  magnetic  induction  from  a portion  of  this  enclosed 
area  or  loop.  The  insertion  of  this  induction  causes  an 
clectro-magnetic  disturbance  which  travels  away  through  the 
enclosed  dielectric  in  the  form  of  an  ether  displacement  in 
its  most  generalised  sense.  In  reaching  the  surface  of  the 
enclosing  conductor  this  wave  begins  to  soak  into  it,  the 
electro-magnetic  energy  at  the  same  time  dissipating  itself  in 
it  in  the  form  of  heat.  By  a suitable  arrangement  of  the 
resistances  and  surfaces  of  various  portions  of  the  circuit, 
we  are  able  to  localise  the  principal  place  of  transformation, 
and  to  control  its  rate  so  as  to  compel  this  transformation 
of  energy  to  take  place  at  a certain  rate  in  a limited  portion 
of  the  conductor.  Energy  is  then  sent  out  again  in  a 
radiant  form — partly  in  the  form  of  ether  waves  capable  of 
exciting  the  retina  of  the  eye,  but  very  largely  in  the  form 
of  dark  heat.  The  ether,  or  electro-magnetic  medium,  is, 
therefore,  the  vehicle  by  which  the  energy  is  carried  to 
the  lamp  and  conveyed  away  from  it  in  an  altered  form ; 
and,  whatever  be  the  translating  device  employed,  the  ether 
is  the  seat  of  the  hidden  operations,  which  are  really  the 
fundamental  ones,  and  the  visible  apparatus  is  only  the  con- 
trivance by  which  the  nature  of  the  energy  transformation 
is  determined  and  its  place  defined. 

These  views  are  the  outcome  of  that  half-century  of 
scientific  thought  which  dates  from  the  period  of  Faraday’s 
conception  of  an  electro-magnetic  medium.  We  can  with- 
out hesitation  predict  that  the  ideas  which  have  thus 
guided  to  so  much  discovery  are  destined  to  conduct  to 
further  revelations  of  the  nature  of  the  unseen  mechanism 
which  lies  behind  the  apparent  actions  taking  place  in  the 
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electro-magnetic  field,  and  of  which  these  actions  are  the 
result. 

§ 14,  Propagation  of  Currents  along  Conductors. — We 

have  in  a previous  section  enunciated  the  modern  ideas  on 
this  subject,  according  to  which  the  propagation  of  a ^current 
in  a conductor  depends  upon  actions  taking  place  in  the 
dielectric,  and  various  illustrations  were  given  in  explanation 
of  this  process.  We  owe  to  Hertz,  however,  an  absolute 
experimental  demonstration  of  the  correctness  of  the  opinions 
on  this  matter,  which  had  previously,  from  a mathematical 
standpoint,  been  put  forward  by  Oliver  Heaviside,  Poynting, 
and  Lodge.  Hertz  placed  on  record  his  experiniental 
demonstrations  in  a remarkably  interesting  Paper  which  we 
shalhquote  here  almost  verbatim."^ 

Dealing  with  the  deductions  made  by  the  above  writers 
from  Maxwell’s  equations  Hertz  described  {loc.  cit.)  his 
experiments  in  confirmation  of  their  views,  and  makes  the 
following  remarks  : — 

Mathematical  investigation  points  to  the  conclusion  that 
the  electric  force  which  determines  the  current  is  in  no  wise 
propagated  in  the  wire  itself,  but  under  all  circumstances  enters 
the  wire  from  without  and  spreads  itself  in  the  metal  com- 
paratively slowly,  and  according  to  laws  similar  to  those 
governing  the  changes  of  temperature  in  a conductor  of  heat. 
If  the  forces  in  the  neighbourhood  of  the  wire  are  continually 
altering  in  direction,  the  effect  of  these  forces  will  only  enter 
to  a small  depth  into  the  metal ; the  more  slowly  the  changes 
take  place,  so  much  deeper  will  the  effect  penetrate ; and  if, 
finally,  the  changes  follow  one  another  infinitely  slowly,  the 
force  has  time  to  fill  the  whole  interior  of  the  wire  with  uni- 
form intensity.” 

The  first  and  most  important  question  with  regard  to 
this  theory  is,  whether  it  agrees  with  fact.  Since,  in  the 
experiments  which  Hertz  carried  out  on  the  propagation 
of  electric  force,  he  made  use  of  electric  waves  in  wires 
which  were  of  extraordinarily  short  period,  it  was  con- 

* This  Paper  was  tianslated  from  Wiedemann’s  Annalen,  XXXVII.j 
p.  395,  July,  1889,  by  Dr.  J.  L.  Howard  for  the  Phil.  Mag.  of  August,  1889, 
and  by  kind  permission  of  the  translator  is  given  here. 
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Tenient  to  prove,  by  means  of  these,  the  accuracy  of  the 
inferences  drawn.  In  fact,  the  theory  was  proved  by  the 
experiments  which  will  now  be  described ; and  it  will  be 
found  that  these  few  experiments  suffice  to  confirm  in  the 
highest  degree  the  view  of  Messrs.  Heaviside  and  Poynting. 
Analogous  experiments,  with  similar  results,  but  with  quite 
different  apparatus,  had  already  been  made  by  Dr.  0.  J. 
Lodge,*  chiefly  in  the  interest  of  the  theory  of  lightning- 
conductors.  Up  to  what  point  the  conclusions  which  were 
drawn  by  Dr.  Lodge  in  this  direction  from  his  experiments 
are  just  must  depend  in  the  first  place  on  the  velocity  with 
which  the  alterations  of  the  electrical  conditions  really  follow 
each  other  in  the  case  of  lightning.  The  apparatus  and 
methods  which  are  here  mentioned  are  those  which  Hertz 
‘described  in  full  in  previous  memoirs. f The  waves  used 
were  such  as  had  in  wires  a distance  of  nearly  three  metres 
between  the  nodes. 

“ If  a primary  conductor  acts  through  space  upon  a secondary 
conductor,  it  cannot  be  doubted  that  the  effect  penetrates  the 
latter  from  without.  For  it  can  be  regarded  as  established 
that  the  effect  is  propagated  in  space  from  point  to  point ; there- 
fore it  will  be  forced  to  meet  first  of  all  the  outer  boundary  of 
the  body  before  it  can  act  upon  the  interior  of  it.  But  a 
closed  metallic  envelope  is  shown  to  be  quite  opaque  to  this 
effect.  If  we  place  the  secondary  conductor  having  a spark 
gap  in  such  a favourable  position  near  the  primary  one  that 
we  obtain  sparks  5mm.  to  Gmm.  long,  and  surround  it  with  a 
closed  box  made  of  zinc  plate,  the  smallest  trace  of  sparking 
can  no  longer  be  perceived.  The  sparks  similarly  vanish  if 
we  entirely  surround  the  primary  conductor  with  a metallic 
box.  It  is  well  known  that,  with  relatively  slow  variations  of 
current,  the  integral  force  of  induction  is  in  no  way  altered 
by  a metallic  screen.  This  is,  at  the  first  glance,  contradic. 
tory  to  the  present  experiments.  However,  the  contradiction 
is  only  an  apparent  one,- and  is  explained  by  considering  the 
duration  of  the  effects.  In  a similar  manner,  a screen  which 
conducts  heat  badly  protects  its  interior  completely  from 

* Lodge,  Journ.  Soc.  of  Arts,  May,  1888  ; Phil.  Mag.  [5],  XXVI.,  p.  217 
((1888). 

-t-  Hertz,  Wied.  Ann.,  XXXIV.,  p.  551  (1888). 
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rapid  changes  of  the  outside  temperature,  less  from  slow 
changes, ‘^^and-not  at  all  from  a continuous  raising  or  lowering 
of  the  temperature.  The  thinner  the  screen  is  the  more  rapid 
are  the  variations  of  the  outside . temperature  which  can  be 
felt  in  its  interior.  In  this  case  the  electrical  action  must 
plainly  penetrate  into  the  interior,  if  we  only  diminish  suffi- 
ciently the  thickness  of  the  metal — a box  covered  with  tinfoil, 
protected  completely,  and  even  a box  of  gilt  paper,  if  care  were 
taken  that  the  edges  of  the  separate  pieces  of  paper  were  in 
metallic  contact.  In  this  instance  the  thickness  of  the  con- 
ducting metal  was  estimated  to  be  barely  Hertz  then 

fitted  the  protecting  envelope  as  closely  as  possible  round  the 
secondary  conductor.  For  this  purpose  its  spark-gap  was 
widened  to  about  20mm.,  and,  in  order  to  detect  electrical 
disturbances  in  it,  an  auxiliary  spark-gap  was  added  exactly 
opposite  to  the  one  ordinarily  used.  The  sparks  in  this  latter 
were  not  so  long  as  in  the  ordinary  spark-gap,  since  the  effect 
of  resonance  was  now  wanting,  but  they  were  still  very  bril- 
liant. After  this  preparation  the  conductor  was  completely^ 
enclosed  in  a tubular  conducting  envelope  as  thin  as  possible, 
which  did  not  touch  it,  but  was  as  near  it  as  possible ; and  in 
the  neighbourhood  of  the  auxiliary  spark-gap  (in  order  to  be 
able  to  use  it)  the  envelope  contained  a wire-gauze  window. 
Between  the  poles  of  this  envelope  brilliant  sparks  were  pro- 
duced, just  as  previously  in  the  secondary  conductor  itself ; but 
in  the  enclosed  conductor  not  the  slightest  electrical  move- 
ment could  be  recognised.  The  result  of  the  experiment  is  not' 
affected  if  the  envelope  touches  the  conductor  at  a few  points ; 
the  insulation  of  the  two  from  each  other  is  not  necessary  in 
order  to  make  the  experiment  succeed,  but  only  to  give  it  the 
force  of  a proof.  Clearly  we  can  imagine  the  envelope  to  be 
drawn  more  closely  round  the  conductor  than  is  possible  in  the 
experiment ; indeed,  we  can  make  it  coincide  with  the  outer- 
most layer  of  the  conductor.  Although,  then,  the  electrical 
disturbances  on  the  surface  of  our  conductor  are  so  powerful 
that  they  give  sparks  5mm.  to  6mm.  long,  yet  at  -^’j^mm. 
beneath  the  surface  there  exists  such  perfect  freedom  from  dis- 
turbance that  it  is  not  possible  to  obtain  the  smallest  sparks. 
We  are  brought,  therefore,  to  the  conclusion  that  what  we  call 
an  induced  current  in  the  secondary  conductor  is  a phenomenon 
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which  is  the  result  of  actions  taking  place  in  the  surrounding 
dielectric. 

“ One  might  grant  that  this  is  the  state  of  affairs  when  the 
electric  disturbance  is  conveyed  through  a dielectric,  but  main- 
tain that  it  is  another  thing  if  the  disturbance,  as  one  usually 
says,  has  been  propagated  in  a conductor.  If  we  place  near 
one  of  the  end  plates  of  our  primary  conductor  a conducting- 
plate,  and  fasten  to  it  a long  straight  wire,  we  have  already 
seen  in  the  previous  experiments  how  the  effect  of  the  primary 
oscillation  can  be  conveyed  to  great  distances  by  the  help  of 
this  wire.  The  usual  theory  is  that  a wave  travels  along  the 
wire  in  this  case.  But  we  can  show  in  the  following  manner 
that  all  the  alterations  are  confined  to  the  space  outside  and 
on  the  surface  of  the  wire,  and  that  its  interior  knows  nothing 
of  the  wave  passing  over  it.  A piece  about  4 metres  long  was 
removed  from  the  wire  conductor  and  replaced  by  two  strips 
of  zinc  plate  4 metres  long  and  10cm.  broad,  which  were  laid 
flat  one  above  the  other,  -svith  their  ends  permanently  connected 
together.  Between  the  strips  along  their  middle  line,  and 
therefore  almost  entirely  surrounded  by  their  metal,  was  laid 
along  the  whole  4 metres  length  a copper  wire  covered  with 
gutta-percha.  It  was  immaterial  for  the  experiments  whether 
the  outer  ends  of  this  wire  were  in  metallic  connection  with 
or  insulated  from  the  strips ; however,  the  ends  were  mostly 
soldered  to  the  zinc  strips.  The  copper  wire  was  cut  through 
in  the  middle,  and  its  ends  were  carried,  twisted  round  each 
other,  outside  the  space  betw^een  the  strips  to  a fine  spark-gap, 
which  permitted  the  detection  of  any  electrical  disturbance 
taking  place  in  the  wire.  When  waves  of  the  greatest  possible 
intensity  were  sent  through  the  whole  arrangement,  there  was 
nevertheless  not  the  slightest  effect  observable  in  the  spark- 
gap.  But  if  the  copper  wire  was  then  displaced  anywhere  a 
few  decimetres  from  its  position,  so  that  it  projected  just  a 
little  beyond  the  space  between  the  strips,  sparks  immediately 
began  to  pass.  The  sparks  were  the  more  intense  according 
to  the  length  of  copper  wire  extending  beyond  the  edge  of  the 
zinc  strips  and  the  distance  it  projected.  The  unfavourable 
relation  of  the  resistances  was,  therefore,  not  the  cause  of  the 
previous  absence  of  sparking,  for  this  relation  had  not  been 
changed  ; but  the  wire  being  in  the  interior  of  the  conducting 
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mass,  was  at  first  deprived  of  the  influence  coming  from 
without.  Moreover,  it  is  only  necessary  for  us  to  surround 
the  projecting  part  of  the  wire  with  a little  tinfoil  in  metallic 
communication  with  the  zinc  strips  in  order  to  immediately 
stop  the  sparking  again.  By  this  means  we  have  brought  the 
copper  wire  back  again  into  the  interior  of  the  conductor.  If 
we  bend  another  wire  into  a fairly  large  arc  round  the  pro- 
jecting portion  of  the  gutta-percha  wire,  the  sparks  will  be 
likewise  weakened ; the  second  wire  takes  off  from  the  first  a 
certain  amount  of  the  effect  due  to  the  outer  medium.  Indeed, 
it  may  be  said  that  the  edge  of  the  zinc  strip  itself  takes  away 
in  a similar  manner  the  induction  from  the  middle  of  the  strip. 
For  if  we  now  remove  one  of  the  strips,  and  leave  the  insulated 
wire  simply  resting  on  the  other  one,  we  certainly  obtain 
sparks  continuously  in  the  wire ; but  they  are  extremely  weak 
if  the  wire  lies  along  the  middle  of  the  strip,  and  much 
stronger  when  near  its  edge.  Just  as  in  the  case  of  dis- 
tribution under  electrostatic  influence  the  electricity  would 
prefer  to  collect  on  the  sharp  edge  of  the  strip,  so  also  here 
the  current  tends  to  move  along  the  edge.  Here,  as  there,  it 
may  be  said  that  the  outermost  parts  screen  the  interior  from 
outside  influence.” 

The  following  experiments  are  somewhat  neater  and  equally 
convincing.  Hertz  inserted  into  the  conductor  transmitting 
the  waves  a very  thick  copper  wire,  1*5  metre  long,  whose 
ends  carried  two  circular  metallic  discs  of  15cm.  diameter. 
“ The  wire  passed  through  the  centres  of  the  discs  ; the  planes 
of  the  discs  were  at  right  angles  to  the  wire  ; each  of  them 
had  on  its  rim  24  holes,  at  equal  distances  apart.  A spark- 
gap  was  inserted  in  the  wire.  When  the  waves  traversed  the 
wire  they  gave  rise  to  sparks  as  much  as  6mm.  long.  A thin 
copper  wire  was  then  stretched  across  between  two  corre- 
sponding holes  of  the  discs.  When  this  was  done  the  length  of 
the  sparks  sank  to  3'2mm.  There  was  no  further  alteration  if 
a thick  copper  wire  was  put  in  the  place  of  the  thin  one,  or 
if,  instead  of  the  single  thin  wire,  twenty-four  of  them  were 
taken,  provided  they  were  placed  near  each  other  through  the 
same  two  holes.  But  it  was  otherwise  if  the  wires  were 
distributed  over  the  rim  of  the  discs.  If  a second  wire  was 
inserted  opposite  the  first  one,  the  spark-length  fell  to  l*2mm. 
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When  two  more  wires  were  added  midway  between  the  first 
two,  the  length  of  the  spark  sank  to  0-5mm. ; the  insertion  of 
four  more  wires  still  in  the  mean  positions  left  sparks  of 
scarcely  0-lmm.  long ; and  after  inserting  all  the  twenty-four 
wires  at  equal  distances  apart,  not  a trace  of  sparking  was 
perceptible  in  the  interior.  The  resistance  of  the  inner  wire 
was  nevertheless  much  smaller  than  that  of  all  the  outside 
wires  taken  together.  We  have  also  a still  further  proof  that 
the  effect  does  not  depend  upon  this  resistance.  If  we  place- 
by  the  side  of  the  partial  tube  of  wires,  and  in  parallel  circuit 
with  them,  a conductor  in  all  respects  similar  to  that  in  the 
interior  of  the  tube,  we  have  in  the  former  brilliant  sparks, 
but  none  whatever  in  the  latter.  The  former  is  unprotected, 
the  latter  is  screened  by  the  tube  of  wires.  We  have  in  this 
an  electro-dynamic  analogue  of  the  electrostatic  experiment, 
known  as  the  electric  birdcage.” 


A 


Fig.  163. 


Hertz  again  altered  the  experiment,  in  the  manner  depicted 
in  Fig.  163. 

“ The  two  discs  were  placed  so  near  together  that  they 
formed,  with  the  wires  inserted  between  them,  a cage  (A)  just 
large  enough  for  the  reception  of  the  spark-micrometer.  One- 
of  the  discs,  a,  remained  metallically  connected  with  the  central 
wire ; the  other,  f3,  was  insulated  from  the  wire  by  means  of  a 
circular  hole  through  its  centre,  at  which  it  was  connected  to 
a conducting-tube,  y,  which,  insulated  from  the  central  wire, 
surrounded  it  completely  for  a length  of  1’5  metre.  The  free 
end  of  the  tube,  8,  was  then  connected  with  the  central  wire. 
The  wire,  together  with  its  spark-gap,  is  once  more  situated 
in  a metallically  protected  space ; and  it  was  only  to  be 
expected,  from  the  previous  experiments,  that  not  the  slightest 
electrical  disturbance  would  be  detected  in  the  wire  in  which- 
ever direction  waves  were  sent  through  the  apparatus.  So 
far,  then,  this  arrangement  showed  nothing  new,  but  it  had 
the  advantage  over  the  previous  one  that  we  could  replace  the- 
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protecting  metallic  tube,  y,  by ' tubes  of  smaller  and  smaller 
thickness  of  wall,  in  order  to  investigate  what  thickness  is 
still  sufficient  to  screen  off  the  outside  influence.  Very 
thin  brass  tubes — tubes  of  tinfoil  and  Dutch  metal — proved 
fo  be  perfect  screens.  Glass  tubes  were  taken  which  had  been 
silvered  by  a chemical  method,  and  it  was  then  perfectly  easy 
to  insert  tubes  of  such  thinness  that,  in  spite  of  their  pro- 
tecting power,  brilliant  sparks  occurred  in  the  central  wire. 
But  sparks  were  only  observed  when  the  silver  film  was  no 
longer  quite  opaque  to  light,  and  was  certainly  thinner  than 
y^^mm.  In  imagination,  although  not  in  reality,  we  can 
conceive  the  film  drawn  closer  and  closer  round  the  wire,  and 
finally  coinciding  with  its  surface  ; we  should  be  quite  certain 
that  nothing  would  be  radically  altered  thereby.  However 
actively,  then,  the  real  waves  play  round  the  wire,  its  interior 
remains  completely  at  rest ; and  the  effect  of  the  waves  hardly 
penetrates  any  more  deeply  into  the  interior  of  the  wire  than 
does  the  light  which  is  reflected  from  its  surface.  For  the 
real  seat  of  these  waves,  therefore,  we  ought  not  to  look  in  the 
wire,  but  rather  to  assume  that  they  take  place  in  its  neigh- 
bourhood; and,  instead  of  asserting  that  our  waves  are 
propagated  in  the  wire,  we  should  be  more  accurate  in  saying 
that  they  glide  along  on  the  wire. 

“ Instead  of  placing  the  apparatus  just  described  in  the  cir- 
cuit in  which  we  produced  waves  indirectly,  we  can  insert  it 
in  one  branch  of  the  primary  conductor  itself.  In  such 
experiments  results  similar  to  the  previous  ones  are  obtained. 
Our  primary  oscillation,  therefore,  takes  place  without  any 
participation  of  the  conductor  in  which  it  is  excited,  except 
at  its  bounding  surface ; and  we  ought  not  to  look  for  its 
existence  in  the  interior  of  the  conductor. 

“ To  what  has  been  said  above  about  waves  in  wires  we  wish 
to  add  just  one  remark  concerning  the  method  of  carrying 
out  the  experiments.  If  our  waves  have  their  seat  in  the 
neighbourhood  of  the  wire,  the  wave  progressing  along  a 
single  isolated  wire  will  not  be  propagated  through  the  air 
alone ; but,  since  its  effect  extends  to  a great  distance,  it  will 
partly  be  transmitted  by  the  walls,  the  ground,  &c.,  and  will 
thus  give  rise  to  a complicated  phenomenon.  But  if  we  place 
opposite  each  pole  of  our  primary  conductor,  in  exactly  the 
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same  way,  two  auxiliary  plates,  and  attach  a wire  to  each  of 
them,  carrying  the  wires  straight  and  parallel  to  each  other 
to  equal  distances,  the  effect  of  the  waves  makes  itself  felt 
only  in  the  region  of  space  between  the  two  wires.  The  wave 
progresses  solely  in  the  space  between  the  wires.  We  can 
thus  take  precautions  to  propagate  the  effect  through  the  air 
alone  or  through  another  insulator,  and  the  experiments  will 
be  more  convenient  and  free  from  error  by  this  arrangement. 
For  the  rest,  the  lengths  of  the  waves  are  nearly  the  same  in 
this  case  as  in  isolated  wires,  so  that  with  the  latter  the  effect 
of  the  disturbing  causes  is  apparently  not  considerable. 

“ We  can  conclude  from  the  above  results  that  rapid  electric 
oscillations  are  quite  unable  to  penetrate  metallic  sheets  ot 
any  thickness,  and  that  it  is,  therefore,  impossible  by  any 
means  to  excite  sparks  by  the  aid  of  such  oscillations  in  the 
interior  of  closed  metallic  screens.  If,  then,  we  see  sparks 
produced  by  such  oscillations  in  the  interior  of  metallic  con- 
ductors which  are  nearly,  but  not  quite,  closed,  we- shall  be 
obliged  to  conclude  that  the  electric  disturbance  has  forced 
itself  in  through  the  existing  openings.  This  view  is  also 
correct,  but  it  contradicts  the  usual  theory  in  some  cases  so 
completely  that  one  is  only  induced  by  special  experiments 
to  give  up  the  old  theory  in  favour  of  the  new  one.  We 
shall  choose  a prominent  case  of  this  kind,  and,  by  assuring 
ourselves  of  the  truth  of  our  theory  in  this  case,  we  shall 
demonstrate  its  probability  in  all  other  cases.  We  again  take 
the  arrangement  which  we  have  described  in  the  previous 
section  and  drawn  in  Fig.  163  ; only  we  now  leave  the  protect- 
ing tube  insulated  from  the  central  wire  at  S.  Let  us  now 
send  a series  of  waves  through  the  apparatus  in  the  direction 
from  A towards  8.  We  thus  obtain  brilliant  sparks  at  A ; 
they  are  of  similar  intensity  to  those  obtained  when  the  wire 
was  inserted  without  any  screen.  The  sparks  do  not  become 
materially  smaller,  if,  without  making  any  other  alteration, 
we  lengthen  the  tube  y considerably,  even  to  4 metres. 
According  to  the  usual  theory  it  would  be  said  that  the  wave 
arriving  at  A penetrates  easily  the  thin,  good-conducting 
metal  disc  a,  then  it  leaps  across  the  spark-gap  at  A,  and 
travels  on  in  the  central  wire.  According  to  our  view,  on 
the  contrary,  we  must  explain  the  phenomenon  in  the  follow- 
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ing  manner.  The  wave  arriving  at  A is  quite  unable  to 
penetrate  the  metallic  disc ; it  therefore  glides  along  the  disc 
over  the  outside  of  the  apparatus  and  travels  as  far  as  the 
point  d,  4 metres  away.  Here  it  divides : one  part,  which 
does  not  concern  us  at  present,  travels  on  immediately  along 
the  straight  wire,  another  bends  into  the  interior  of  the  tube 
and  then  runs  back  in  the  space  between  the  tube  and  the 
central  wire  to  the  spark-gap  at  A,  where  it  now  gives  rise 
to  the  sparking.  That  this  view,  although  more  complicated, 
is  still  the  correct  one,  is  proved  by  the  following  experiments. 
Firstly,  every  trace  of  sparking  at  A disappears  as  soon  as- 
we  close  the  opening  at  8,  even  if  it  be  only  by  a stopper  of 
tinfoil.  Our  waves  have  only  a wave-length  of  3 metres ; 
before  their  effect  has  reached  the  point  8 the  effect  at  A has 
passed  through  zero  and  changed  sign.  What  influence,  then, 
could  the  closing  of  the  distant  end  8 have  upon  the  spark  at 
A,  if  the  latter  really  happened  immediately  after  the  passage- 
of  the  wave  through  the  metallic  wall  ? Secondly,  the  sparks 
disappear  if  we  make  the  central  wire  terminate  inside  the 
tube  y,  or  at  the  opening  8 itself ; but  they  reappear  when  wo 
allow  the  end  of  the  wire  to  project  even  20cm.  to  30cm.  only 
beyond  the  opening.  What  influence  could  this  insignificant 
lengthening  of  the  wire  have  upon  the  sparks  in  A,  unless  the- 
projecting  end  were  just  the  means  by  which  a part  of  the 
wave  breaks  off  and  penetrates  through  the  opening  8 back 
into  the  interior?  Thirdly,  we  insert  in  the  central  wire 
between  A and  8 a second  spark-gap  B,  which  we  also  com- 
pletely cover  with  a gauze  cage  like  that  at  A.  If  we  make 
the  distance  of  the  terminals  at  B so  great  that  sparks  can 
no  longer  pass  across,  it  is  also  no  longer  possible  to  obtain 
visible  sparks  at  A.  But  if  we  hinder  in  like  manner  the- 
passage  of  the  spark  at  A,  this  has  scarcely  any  influence  on 
the  sparks  in  B.  Therefore,  the  passage  of  the  spark  at  B- 
determines  that  at  A,  but  the  passage  of  a spark  at  A does 
not  determine  that  at  B.  The  direction  of  propagation  in  the 
interior  is  therefore  from  B towards  A,  not  from  A to  B. 

“We  can  moreover  give  further  proofs,  which  are  more 
convincing.  We  may  prevent  the  wave  returning  from  8 to 
A from  dissipating  its  energy  in  sparks,  by  making  the  spark- 
gap  either  vanishingly  small  or  very  great.  In  this  case  the^ 
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wave  will  be  reflected  at  A,  and  will  now  return  again  from 
A towards  8.  In  doing  so  it  must  meet  the  direct  waves 
from  8 to  A,  and  combine  with  them  to  form  stationary  waves, 
thus  giving  rise  to  nodes  and  ventral  segments.  If  we  succeed 
in  proving  their  existence,  there  will  be  no  longer  any  doubt 
as  to  the  truth  of  our  theory.  For  this  proof  we  must  give 
somewhat  different  dimensions  to  our  apparatus  in  order  to 
be  able  to  introduce  electric  resonators  into  its  interior.  Hertz 
therefore  led  the  central  wire  through  the  axis  of  a cylindrical 
tube  5 metres  long  and  30  centimetres  diameter.  It  was  not 
constructed  of  solid  metal,  but  of  24  wires  arranged  parallel  to 
each  other  along  the  generating  surface,  and  resting  on  seven 
equidistant  and  circular  rings  of  strong  wire,  as  shown  in 
Fig.  164.  He  made  the  requisite  resonator  in  the  following 
manner; — A closely-wound  spiral  of  1cm.  diameter  was 
formed  from  copper  wire  of  1mm.  thickness ; about  125 
turns  of  this  spiral  were  taken,  drawn  out  a little,  and  bent 
into  a circle  of  12cm.  diameter;  between  the  free  ends  an 


Fig.  164. 

adjustable  spark-gap  was  inserted.  Previous  experiments 
had  shown  that  this  circle  responded  to  waves  3 metres  long 
in  the  wire,  and  yet  it  was  small  enough  in  size  to  admit 
of  its  insertion  between  the  central  wire  and  the  surface  of 
the  tube.  If  now  both  ends  of  the  tube  were  open,  and  the 
resonator  was  then  held  in  the  interior  in  such  a way  that  its 
plane  included  the  central  wire,  and  its  spark-gap  was  not 
directed  exactly  inwards  or  outwards,  but  was  turned  towards 
one  end  or  the  other  of  the  tube,  brilliant  sparks  of  Jmm. 
to  1mm.  length  were  observed.  On  now  closing  both  ends 
of  the  tube  by  four  wires  arranged  crosswise  and  connected 
with  the  central  conductor,  not  the  slightest  sparking  remained 
in  the  interior,  a proof  that  the  network  of  the  tube  is  a suffi- 
ciently good  screen  for  our  experiments.  The  end  of  the  tube 
on  the  side  fS,  that,  namely,  which  was  furthest  away  from  the 
origin  of  the  waves,  was  now  removed.  In  the  immediate 
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neighbourhood  of  the  closed  end — that  is,  at  the  point  a,  which 
corresponds  to  the  spark-gap  A of  our  previous  experiments — 
there  were  now  no  sparks  observable  in  the  resonator.  But  on 
moving  away  from  this  position  towards  P sparks  appeared, 
became  very  brilliant  at  a distance  of  1’5  metre  from  a,  then 
decreased  again  in  intensity,  then  almost  entirely  vanished  at 
3 metres  distance  from  a,  and  increased  again  until  the  end 
of  the  tube  was  reached.  We  thus  find  our  theory  borne  out 
by  fact.  That  we  obtain  a node  at  the  closed  end  is  clear,  for 
at  the  metallic  contact  between  the  central  wire  and  the 
surface  of  the  tube  the  electric  force  between  the  two  must 
necessarily  vanish.  It  is  different  when  we  cut  the  central 
conductor  at  this  point  just  near  the  end,  and  insert  a gap  of 
several  centimetres  length.  In  this  case  the  wave  will  be 
reflected  in  a phase  opposite  to  that  of  the  previous  case,  and 
we  should  expect  a ventral  segment  at  a.  As  a matter  of 
fact  we  find  brilliant  sparks  in  the  resonator  in  this  case ; 
they  rapidly  decrease  in  strength  if  we  move  from  a towards 
P,  almost  entirely  vanish  at  a distance  of  1-5  metre,  and 
become  brilliant  again  at  a distance  of  3 metres ; moreover 
they  give  a second  well-marked  node  at  4*5  metres  distance — 
that  is,  0*5  metre  from  the  open  end.  The  nodes  and  loops 
which  we  have  described  are  situated  at  fixed  distances  from 
the  closed  end,  and  alter  only  with  this  distance ; they  are, 
however,  quite  independent  of  the  occurrences  outside  the 
tube,  for  example,  of  the  nodes  and  loops  formed  there.  The 
phenomena  occur  in  exactly  the  same  way  if  we  allow  the 
wave  to  travel  through  the  apparatus  in  the  direction  from 
the  open  to  the  closed  end  ; their  interest  is,  however,  smaller, 
since  the  mode  of  transmission  of  the  wave  deviates  from  that 
usually  conceived  less  in  this  case  than  in  the  one  which  has 
just  been  under  our  consideration.  If  both  ends  of  the  tube 
are  left  open  with  the  central  wire  undivided,  and  stationary 
waves  with  nodes  and  loops  are  now  set  up  in  the  whole 
system,  there  is  always  found  for  every  node  outside  the  tube 
a corresponding  node  in  the  interior,  which  proves  that  the 
propagation  takes  place  inside  and  outside  with,  at  any  rate 
approximately,  the  same  velocity. 

“ On  looking  over  the  experiments  which  we  have  described, 
and  the  interpretation  put  upon  them,  as  well  as  the  explana- 
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tions  of  the  physicists  referred  to  in  the  introduction,  a 
difference  will  be  noticed  between  the  views  here  put  forward 
and  the  usual  theory.  According  to  the  latter,  conductors  are 
represented  as  those  bodies  which  alone  take  part  in  the  pro- 
pagation of  electric  disturbances ; non-conductors  are  the  bodies 
which  oppose  this  propagation.  According  to  the  modern  view, 
on  the  contrary,  all  transmission  of  electrical  disturbances 
is  brought  about  by  non-conductors : conductors  oppose  a 
great  resistance  to  any  rapid  changes  in  this  transmission. 
One  might  almost  be  inclined  to  maintain  that  conductors 
and  non-conductors  should,  on  this  theory,  have  their  names 
interchanged.  However,  such  a paradox  only  arises  because 
one  does  not  specify  the  kind  of  conduction  or  non-conduction 
considered.  Undoubtedly  metals  are  non-conductors  of  elec- 
tric force,  and  just  for  this  reason  they  compel  it,  under  certain 
circumstances,  to  remain  concentrated  instead  of  becoming 
dissipated,  and  thus  they  become  conductors  of  the  apparent 
source  of  these  forces,  electricity,  to  which  the  usual  termi- 
nology has  reference.” 

§ 15.  Experimental  Determination  of  Electromagnetic 
Wave  Velocity. — Space  does  not  permit  us  to  make  further 
mention  of  the  important  and  valuable  work  which  has  been 
carried  out  in  recent  years  in  confirming  and  extending  this 
work  of  Hertz.  We  refer  the  reader  specially,  however,  on 
this  subject,  to  Dr.  Lodge’s  monograph  on  this  subject.* 

We  shall  conclude  this  chapter  by  presenting  an  abstract  of 
an  interesting  research  by  Messrs.  Trowbridge  and  Duane  on 
the  “ Velocity  of  Electric  Waves  ”t  because  it  furnishes  a 
proof,  having  a high  degree  of  accuracy,  that  the  velocity  of 
an  electromagnetic  wave  is  identical  with  the  velocity  of  light. 

Broadly  speaking,  the  method  employed  consisted  in 
establishing  stationary  waves  in  a conducting  circuit  and 
determining  the  period  of  oscillation  by  photographing  the 
oscillating  spark  in  a spark  gap,  and  at  the  same  time 
measuring  the  wave-length  of  the  stationary  waves  induced  in 


* “ The  Work  of  Hertz  and  some  of  his  Successors.”  By  Dr.  0.  J.  Lodge, 
published  by  “ The  Electrician  ” Printing  and  Publishing  Co.,  London, 
t Phil.  Mag.^  August,  1895  ; also  The  Electrician,  Vol.  XXXV.,  p.  712, 

kk2 


500 


DYNAMICAL  TllLOllY  OF  INDUCTION. 


a secondary  circuit  turned  to  resonance  with  the  primary.  In 
the  following  paragraphs  the  description  of  their  experiments 
is  taken  from  the  Paper  by  Messrs.  Trowbridge  and  Duane. 
They  say  : — 

“The  first  point  in  the  course  of  the  investigation  worth 
detailed  description  is  the  production  of  electric  waves  along 
parallel  wires  in  such  a manner  that  they  are  actually  visible 
to  the  eye.  The  arrangement  of  the  apparatus  to  accomplish 
this  was  as  follows  : — 

“A  primary  condenser,  AB  (Fig.  165),  was  held  with  its 
plates  in  vertical  planes  by  means  of  suitable  wooden  supports 
(not  represented  in  the  figure),  and  was  joined  in  a circuit, 
B C,  consisting  of  two  wires  about  75cm.  long,  placed  4cm. 
apart.  In  reality  this  circuit  B C should  be  represented  as 
perpendicular  to  the  plane  of  the  paper  (which  is  taken  as  the 
horizontal  plane  passing  through  the  centre  of  the  apparatus). 


G K 

p 

A ' '"d  j c J 

f 

H L 

Fig.  165. 

The  plates  of  the  condenser  A B were  sheets  of  tinfoil  101  x 
40cm.,  glued  to  hard  rubber  sheets,  and  the  dielectric  between 
them  consisted  of  other  similar  sheets  of  hard  rubber  sufficient 
in  number  and  thickness  to  make  the  distance  between  the 
condenser  plates  4 *20111.  Outside  the  primary  condenser  plates, 
and  separated  from  them  by  hard  rubber  plates  (total  thickness 
0*6cm.),  were  two  secondary  plates,  E and  F,  each  40cm.  square. 
To  these  plates  was  attached  the  secondary  circuit  EGJHF, 
the  form  of  which  is  represented  in  the  figure.  This  latter 
circuit  consisted  of  copper  wire,  diameter  0*13cm.,  and  its 
total  length  from  E to  F was  4,200cm.  A spark-gap  with 
spherical  terminals  2*5cni.  in  diameter  was  placed  at  C in  the 
primary  circuit,  and  another  spark-gap  with  pointed  terminals 
was  sometimes  inserted  at  J in  the  secondary  circuit,  although 
this  latter  spark-gap  had  no  effect  upon  the  phenomena  to  be 
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described.  The  primary  condenser  was  charged  by  means  of 
a large  Euhmkorff  coil  excited  by  five  storage  cells  with  a 
total  voltage  of  10  volts.  The  current  from  these  cells  was 
made  and  broken  by  an  automatic  interrupter.  Every  time  the 
primary  condenser  was  charged  a spark  passed  at  C,  causing 
an  oscillatory  discharge.  A convenient  method  of  forming  a 
mental  picture  of  the  oscillation  excited  in  the  secondary  circuit 
is  the  conception  of  Faraday  tubes  elaborated  by  J.  J.  Thomson 
in  his  ‘Recent  Researches  in  Electricity  and  Magnetism.’ 
The  oscillations  of  the  primary  acted  inductively  upon  the 
secondary  and  sent  out  groups  of  Faraday  tubes  which  travelled 
along  the  secondary  circuit,  with  their  ends  on  the  wires,  and 
lying  chiefly  in  the  space  between  them.  At  the  end  J they 
reversed  their  direction  and  travelled  back  along  the  circuit. 
The  period  of  oscillation  of  the  primary  circuit  was  altered, 
until  by  trial  it  was  found  that  groups  of  returning  tubes  met 
groups  of  advancing  tubes  between  the  points  G and  H.  As 
the  two  sets  of  moving  tubes  were  oppositely  directed  they 
annulled  each  other  and  produced  a node.  Thus  a system  of 
stationary  waves  is  set  up  with  a node  at  J,  another  node 
at  G H,  and  a ventral  segment  at  K L.  The  method  of  dis- 
covering when  the  circuits  were  in  tune  and  of  investigating 
the  shape  of  the  waves  will  be  described  later.  The  point 
to  be  noticed  here  is  that  the  vibrations  were  sufficiently 
powerful  to  cause  a luminous  discharge  on  the  surface  of 
the  wire  where  the  accumulation  of  tubes  was  a maximum, 
i.e.,  at  KL,  while  at  the  nodal  points  J and  GH  the  wire 
was  entirely  dark.  Still  further,  the  wave  formation  could  be 
made  apparent  to  the  sense  of  hearing  as  well  as  that  of  sight ; 
for,  placing  the  ear  within  a few  centimetres  of  the  wire  and 
walking  beside  it,  a distinct  crackling  sound  could  be  heard  at 
the  points  K and  L,  whereas  no  such  sound  could  be  heard  at 
G,  J and  H.  By  placing  bits  of  glass  tubing  on  the  wire  the 
sound  was  much  intensified  at  the  points  K and  L,  and  the 
phenomena  made  more  striking.  It  might  be  supposed  that 
by  decreasing  the  capacity  of  the  primary  condenser,  and 
therefore  the  period  of  its  oscillation,  the  secondary  circuit 
could  be  broken  up  into  a new  set  of  shorter  stationary  waves, 
with  nodes  at  J and  at  points  somewhere  near  K,  L,  G and  H, 
and  ventral  segments  between  them.  This  was  tried  with 
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perfect  success,  except  that  it  was  not  possible  to  cause  the 
light  at  K and  L to  actually  disappear.  There  was  decidedly 
less  light  at  these  points,  however,  than  on  either  side  of  them. 
The  light,  of  course,  is  simply  that  which  always  appears 
around  wires  carrying  very  high-potential  currents,  the  in- 
teresting  point  being  that  it  appears  in  some  places  on  the 
circuit  and  not  in  others.  The  experiment  showing  how  the 
circuit  breaks  up  in  several  different  ways  would  form  a most 
beautiful  lecture  experiment. 

“ As  a means  of  ascertaining  when  the  circuits  were  in 
resonance,  and  of  investigating  the  form  of  the  wave  in 
the  secondary  circuit,  a bolometer  similar  to  that  designed 
by  Paalzow  and  Kubens*  was  used. 

“The  bolometer  as  an  instrument  for  measuring  electric 
waves  is  so  well  known,  that  it  is  not  necessary  to  state  here 
more  than  its  fundamental  principles.  It  consists  essentially 
of  a well-balanced  Wheatstone  bridge,  to  one  of  the  arms  of 
which  are  metallically  connected  two  small  conductors.  These 
conductors  are  brought  near  the  circuit  to  be  tested,  and  the 
oscillating  charges  induced  in  them  and  sent  through  the  arm 
of  the  Wheatstone  bridge  develop  enough  heat  to  throw  the 
bridge  out  of  balance.  By  moving  the  conductors  along  the 
circuit  different  deflections  are  produced  according  to  the 
magnitude  of  the  charges  on  the  wire  in  their  neighbourhood, 
and  thus  an  excellent  estimate  of  the  wave  formation  can 
be  obtained.  In  the  present  case  the  conductors  that  were 
brought  near  the  secondary  circuit  consisted  of  two  pieces 
of  wire  insulated  with  rubber,  bent  into  circles  of  about  2cm. 
radius,  and  fastened  to  a bit  of  pine-wood  by  means  of  a heavy 
coating  of  paraffin.  The  two  wires  of  the  secondary  circuit 
passed  through  holes  in  this  bit  of  wood  in  such  a manner  as 
to  pass  through  the  centres  of  the  two  circles.  In  the  early 
part  of  the  investigation  the  bolometer  and  galvanoscope  were 
placed  at  a sufficient  distance  from  the  oscillating  circuits 
to  prevent  any  direct  action  of  one  on  the  other,  and  the 
leads  running  from  the  circular  conductors  to  the  bolometer 
consisted  of  long  fine  wires.  Later,  when  longer  circuits  and 
longer  waves  were  experimented  with,  great  inconvenience 

* “Anwendung  des  Bolometrischen  Princips  auf  Electrische  Messungen,’* 
Wied.  Ann.,  XXXVIL,  p.  529.  - 


DYNAMICAL  THEORY  OF  INDUCTION 


603 


was  experienced  from  the  long  leads,  since  their  relative 
position  had  considerable  effect  upon  the  galvanoscope  deflec- 
tions. In  order  to  obviate  this  difficulty,  short  leads  of 
heavily  insulated  wire  were  used,  and  the  bolometer  was 
placed  on  wheels  and  moved  along  from  place  to  place.  A 
bolometric  study  of  the  circuit  just  described  showed  the 
character  of  the  oscillation  to  be  that  mentioned — namely, 
nodes  at  the  points  J and  G H,  and  a ventral  segment  at 
KL.  A careful  run  was  made  from  one  end  of  the  circuit 
to  the  other,  which  furnished  data  from  which  a very  regular 
curve  was  drawn. 

“ The  insertion  of  a small  spark-gap  (1mm.  to  3mm.)  at 
the  point  in  the  secondary  circuit  marked  J (Fig.  165,  p.  500) 
had  no  appreciable  effect  upon  the  position  of  the  nodal  point 
G H,  or  of  the  point  of  maximum  accumulation  K L.  The 
form  of  the  wave  was  slightly  altered  for  a metre  on  each 
side  of  J,  and  the  bolometer  showed  a slight  accumulation 
in  the  immediate  neighbourhood  of  the  spark  gap.  This  was 
probably  due  to  the  charging  of  the  spark  terminals  to  a 
sufficiently  high  potential  to  break  through  the  dielectric. 
The  fact  that  the  insertion  of  a spark-gap  into  a secondary 
circuit  in  the  manner  described  has  no  effect  upon  the  length 
of  the  waves  set  up  in  that  circuit  was  tested  for  a number 
of  different  cases  (in  none  of  which,  however,  was  the  length 
of  the  waves  greater  than  in  the  present  case),  and  found  to 
be  true  in  each  one  of  them. 

“ In  order  to  determine  the  time  of  vibration,  we  used  a 
concave  rotating  mirror,  and  the  images  of  the  oscillating 
sparks  were  thrown  on  a sensitive  plate.  If  the  mirror 
rotated  about  a horizontal  axis  the  photographs  showed 
bright  horizontal  lines,  perpendicular  to  which  at  their 
extremities  extended  two  series  of  dots.  The  distance 
between  successive  dots  was  the  distance  on  the  plate 
through  which  the  image  of  the  spark-gap  moved  during 
the  time  of  a complete  oscillation.  Hence,  by  determining 
the  speed  of  the  mirror,  and  measuring  the  distances  from 
the  mirror  to  the  plate,  the  time  of  oscillation  could  be 
calculated.  To  measure  the  sparks  we  used  a sharp  pointer, 
moved  at  the  end  of  a micrometer  screw  under  a magnifying 
glass  of  low  power.  The  instrument  was  originally  intended 
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for  microscopic  measurements,  and  was  very  accurately  con- 
structed. The  rotating  mirror  was  driven  by  an  electric 
motor  by  means  of  a current  from  a storage  battery  of 
extremely  constant  voltage.  To  give  great  steadiness  a heavy 
flywheel  was  attached  to  the  axis  of  the  mirror.  The  speed 
of  the  mirror  was  determined  to  within  about  one  part  in 
500  by  means  of  an  electric  chronograph.  This  apparatus, 
requiring  great  technical  skill,  was  made  for  us  by  the 
mechanician  of  the  laboratory.  The  mirror  consisted  of  a 
thick  piece  of  glass  with  a concave  surface  accurately  ground 
for  this  research  and  silvered  by  ourselves. 

“There  are  many  advantages  in  photographing  the  secon- 
dary spark  rather  than  the  primary.  In  the  first  place,  to 
properly  photograph  a spark  it  is  necessary  to  use  pointed 
terminals ; but  experiment  has  shown  that  the  waves  excited 
in  a secondary  circuit  depend  to  a large  extent  upon  the 
character  of  the  primary  spark,  and  that  the  most  active 
sparks  are  those  between  metallic  spheres  with  polished  sur- 
faces. It  is  true  that  waves  can  be  produced  by  sparks 
between  points,  but  the  oscillations  are  not  so  powerful  or 
well  marked.  In  the  second  place,  from  the  results  obtained 
by  Bjerknes,  one  would  expect  the  oscillations  in  the  secondary 
circuit  to  be  much  less  damped  than  those  in  the  primary. 
This  expectation  has  been  fully  realised.  Photographs  show 
from  ten  to  twelve  times  as  many  oscillations  in  the  secondary 
as  in  the  primary.  The  longest  secondary  spark  we  counted 
indicated  60  complete  oscillations.  In  the  third,  and  by  no 
means  the  least  important  case,  the  question  how  close  the 
resonance  is  does  not  affect  the  accuracy  of  the  results. 
By  photographing  the  sparks  in  the  secondary  the  period 
of  oscillation  is  determined,  not  of  a circuit  that  is  altered 
until  by  trial  it  is  found  to  have  as  nearly  as  possible  the 
same  period  of  vibration  as  the  circuit  on  which  the  length 
of  the  wave  is  measured,  but  that  of  the  circuit  along  which 
the  wave  itself  is  actually  travelling ; and  hence  the  con- 
clusions in  regard  to  the  efiect  of  damping  reached  by 
Bjerknes  in  his  admirable  Paper  on  ‘ Electric  Eesonance  ’* 
do  not  aftect  the  accuracy  of  the  results. 


* “ Ueber  electrische  llesonanz/’  Wied.  Ann.,  LV.,  p.  121  (1895). 
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“ The  great  difficulty  to  be  overcome  is  the  production  of 
secondary  oscillations  that  will  produce  sparks  sufficiently 
bright  to  photograph.  It  is  comparatively  an  easy  task  to 
photograph  the  primary  spark,  but  in  order  to  photograph 
the  secondary  the  dimensions  of  the  circuit  must  be  chosen 
with  great  care. 

“ With  a view  to  increasing  the  light  of  the  spark,  together 
with  the  length  of  the  waves,  it  seemed  desirable  to  lengthen 
the  period  of  oscillation  by  enlarging  the  condensers  rather 
than  by  increasing  the  self-induction  of  the  primary  circuit. 
A castor-oil  condenser,  therefore,  was  designed  and  con- 
structed on  the  following  plan  : — Eight  plates  (25cm.  by 
20cm.)  were  cut  out  of  sheet  zinc,  and  were  held  in  vertical 
planes  side  by  side  2cm.  apart  by  a suitable  hard-rubber 


frame.  The  plates  were  entirely  immersed  in  castor-oil  con- 
tained in  a glass  jar.  They  were  connected  together  in  the 
manner  shown  in  Fig.  166.  The  plates  marked  a,  c and  e 
were  fastened  to  the  conductor  A B,  and  formed  one  armature 
of  the  condenser.  Those  marked  d,  f and  h were  joined  to 
C D,  and  formed  the  other  armature.  The  two  ends  of  the 
secondary  circuit  E,  G,  J,  H,  F were  fastened  to  the  plates 
h and  ().  The  plane  of  the  secondary  circuit  was  50cm.,  and 
that  of  the  primary  3cm.  above  the  upper  edge  of  the  con- 
denser plate.  The  total  length  of  the  secondary  circuit  from 
one  condenser  plate  through  E,  G,  J,  H,  F to  the  other  plate 
was  6,H38cm.  The  circuit  consisted  of  copper  wire  (diameter 
0*21 5cm.)  supported  at  each  end  by  suitable  wooden  frames, 
and  also  once  in  the  middle  by  hard-rubber  hooks,  fastened 
by  long  pieces  of  twine  to  a wooden  crossbar  above.  The 
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distances  from  F to  E and  from  K to  L were  30cm.,  and  a 
spark-gap  with  pointed  tin  terminals  was  inserted  at  J.  The 
primary  circuit  consisted  of  copper  wire  (diameter  0*34cm.). 
The  distances  between  the  two  parts  A B and  C D were  45cm. 
The  portion  BD  contained  a spark-gap  with  platinum-faced 
spherical  terminals,  and  was  made  so  as  to  slide  back  and 
forth,  to  and  from  the  condenser.  The  motion  of  this  movable 
piece  varied  the  self-induction,  and  therefore  the  period  of 
oscillation  of  the  primary  circuit.  By  this  means  the  circuits 
were  brought  into  resonance.  With  certain  arrangements  of 
the  condensers  the  resonance  was  very  sharp,  and  the  position 
of  the  movable  portion  could  be  determined  to  within  0-25cm. 
In  the  arrangement  which  was  finally  adopted  the  resonance 
was  not  so  sharp.  Even  in  this  case  the  distance  of  the 
sliding  part  from  plate  a could  not  have  been  in  error  by  more 
than  2cm.  The  length  65cm.  was  finally  chosen  for  its  value. 

“ The  automatic  current  interrupter  that  worked  so  beauti- 
fully in  connection  with  the  Hertz  vibrator  would  not  operate 
well  when  used  to  excite  the  circuits  just  described.  After 
trying  many  devices,  we  finally  adopted  an  ordinary  reed 
interrupter  with  a comparatively  large  hammer -and -anvil 
arrangement,  which  gave  little  trouble. 

“ At  first  it  was  found  impossible  to  produce  anything  but 
a complex  vibration  in  the  secondary  circuit  when  the  spark- 
gap  was  open.  Some  slight  evidence  of  resonance  was 
obtained,  but  nothing  of  a decided  character.  When,  how- 
ever, the  spark-gap  was  closed,  very  good  resonance  ensued, 
and  a wave  the  length  of  which  could  be  measured  to  within 
0-4  per  cent,  was  excited.  Some  photographs  were  taken 
of  the  spark  in  the  secondary  circuit,  and  they  showed 
immediately  the  character  of  the  complex  wave  formation. 
The  secondary  circuit  could  and  did  oscillate  in  three  different 
ways,  and  the  ratios  of  the  periods  were  those  of  the  notes  in 
an  open  organ  pipe,  namely  1:2; 3.  Usually  the  lowest  or 
fundamental  oscillation  together  with  one  of  the  overtones 
was  present ; but  several  sparks  were  noticed  that  furnished 
unmistakable  evidence  of  the  simultaneous  existence  of  all 
three.  We  have  observed  in  a circuit  10,000cm.  long  the 
same  peculiarities  of  oscillation,  excited  by  a primary  circuit 
that,  judging  from  its  dimensions,  could  not  have  been  in 
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resonance  with  the  secondary.  It  was  evident  that  the  oscil- 
lation having  a node  between  the  points  marked  E and  F 
(Fig.  166)  is  that  whose  period  is  one  third  of  the  fundamental. 

“ A number  of  measurements  of  this  period  have  been  made, 
and  from  these  values  the  velocity  of  the  waves  has  been 
calculated.  The  results  appear  in  the  table  below.  As  an 
average  of  five  measurements  of  the  wave  length,  none  of 
which  differed  from  the  mean  by  more  than  20cm.,  the  value 
5,888cm.  was  chosen.  The  distance  from  the  mirror  to  the 
photographic  plate  in  each  case  except  the  last  was  300*  1cm. 
Each  of  the  first  five  values  in  the  second  column  of  the  table 
is  an  average  of  30  measurements  of  distances  ranging  in  the 
neighbourhood  of  1cm. 

“ The  last  line  in  the  table  contains  the  results  of  measure- 
ments on  photographs  of  the  primary  spark  instead  of  the 
secondary.  In  this  case  the  distance  from  the  mirror  to  the 
photographic  plate  was  311  •5cm. 

“ These  results  were  published  as  a preliminary  record  in  the 
American  Journal  of  Science  for  April,  1895.  Since  then  the 
authors  succeeded  in  producing  much  better  waves  and  much 
more  regular  sparks,  and  discovered  a phenomenon  which 
renders  a measurement  on  a photograph  over  a space  where 
the  dots  are  obliterated  a questionable  proceeding.  The  new 
data  have  given  a value  for  the  velocity  more  in  accord  with 
theory. 


Number  of  revolu- 
tions of  mirror 
per  second. 

Distance  between  two 
successive  points  on  plate. 
Centimetres. 

Velocity  of  waves. 
Centimetres. 

71-2 

0-05608 

2-819  X 1010 

70-85 

0-05600 

2-810  X 1010 

70-7 

0-05632 

2-835  X 1010 

71-3 

005637 

2-808  X 1010 

70-8 

0-05611 

2-808  X 1010 

Average 

2-816x1010 

69-2 

0-05340 

2-988  X 1010 

“ Since  the  waves  in  the  secondary  were  not  well  formed 
when  the  spark-gap  was  inserted,  it  seemed  desirable  to  try  to 
find  an  arrangement  that  would  produce  simultaneously  a 
good  wave  and  a photographable  spark.  A number  of  con- 
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densers  with  plates  of  different  sizes  and  shapes  and  different 
substances  for  the  dielectric  were  tried,  and  the  apparatus  to 
be  described  was  finally  adopted.  The  difficulties  to  be  over- 
come were  these.  Too  strong  a reaction  between  the  primary 
and  secondary  condensers  could  not  be  employed,  because  the 
increase  in  the  damping  of  the  primary  due  to  the  large 
amount  of  energy  drawn  off  by  the  secondary  made  good 
resonance  impossible.  The  amount  of  energy  in  the  primary 
at  full  charge  must  be  much  greater  than  that  in  the  secondary. 
On  the  other  hand,  the  capacity  of  the  primary  condenser 
must  not  be  too  great ; for  the  self-induction  of  the  primary 
circuit  would  have  to  be  proportionately  small,  and  this,  too, 
means  an  increase  in  the  damping.  The  secondary  con- 
denser, too,  must  have  a capacity  of  less  than  a certain 
magnitude  in  order  that  the  node  may  fall  on  the  circuit  and 
not  in  the  condenser  plate.  These  points  seem  to  indicate 
that  small  condensers  are  preferable  to  large  ones ; but  a 

B A 

E 


F 

D C 

Fm.  167. 

decrease  in  the  size  of  the  plates  means  a decrease  in  the  light 
of  the  secondary  sparks,  and  the  sparks  are  at  best  barely 
photographable.  Practically,  therefore,  our  choice  was  much 
limited,  and  the  particular  arrangement  to  give  the  best 
results  had  to  be  selected  by  experiment  after  a long  series  of 
trials.  The  arrangement  and  dimensions  of  the  apparatus 
finally  adopted  were  as  follows  : — 

‘‘  Two  metallic  plates,  a and  b (Fig.  167),  30  x 30cm.,  placed 
in  vertical  planes,  formed  the  primary  condenser.  The  dielec- 
tric between  them  consisted  of  the  best  French  plate  glass 
obtainable  (K  = 8 -f  probably)  and  was  2cm.  thick.  Outside 
the  plates  a and  h,  and  separated  from  them  by  a hard-rubber 
dielectric  (K  = 2 -i- about)  l*8cm.  thick,  were  the  secondary 
plates,  26  x 26cm.  The  primary  and  secondary  circuits  were 
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joined  to  the  condenser  plates  as  indicated  in  the  figure.  The 
primary  circuit  lay  in  the  horizontal  plane  passing  through 
the  centres  of  condenser  plates,  and  consisted  of  copper  wires 
0-34cm.  in  diameter.  In  order  to  control  the  period  of 
oscillation  of  the  primary  circuit,  the  portion  B D containing  a 
spark-gap  with  spherical  terminals  was  made,  as  before,  so  as 
to  slide  along  parallel  to  itself.  The  distance  between  the 
straight  portions  A B and  C D was  40cm.,  and  the  lengths  of 
A B and  C D finally  chosen  for  best  resonance  were  85cm. 
Most  of  the  secondary  circuit  lay  in  a horizontal  plane  16cm. 
above  that  of  the  primary.  The  lengths  G E and  H F, 
however,  were  bent  down  and  fastened  to  the  middle  points  G 
and  H of  the  secondary  plates.  The  circuit  consisted  of 
copper  wire  (diameter  0-21 5cm.),  and  its  total  length  from  G 
through  J to  H was  5,860cm.  At  J was  a spark-gap  with 
pointed  terminals.  With  this  apparatus  we  succeeded  in 
producing  a very  regular  wave  formation,  as  indicated  by  the 
bolometer,  even  when  there  was  a spark-gap  at  J.  So  many 
curves  have  been  plotted  and  published  to  illustrate  the 
characteristics  of  electrical  waves  that  it  does  not  seem  worth 
while  to  add  to  the  number  here.  It  will  be  sufficient  to  state 
that  the  ratio  of  the  maximum  and  minimum  deflections  in 
the  bolometer  was  about  15:1,  and  that  there  was  a node  at 
J and  another  about  40cm.  to  the  right  of  E and  F. 

“Upon  photographing  the  secondary  spark  some  curious 
phenomena  were  observed.  In  the  first  place,  the  dots  usually 
appeared  in  pairs.  There  would  be  two  black  dots  followed 
by  a space  where  two  or  three  dots  either  appeared  faintly  or 
were  absent  altogether ; after  that  two  black  dots  would 
reappear,  followed  again  by  a faint  space,  and  so  on  for  six  or 
seven  repetitions.  All  this,  of  course,  occurred  in  a single  spark. 

“The  explanation  that  first  presents  itself  is  that  the  two 
black  dots  are  the  result  of  the  first  two  oscillations  in  the 
primary  circuit,  which,  owing  to  the  damping,  are  much  more 
powerful  than  the  others.  If  this  were  the  true  reason,  the 
first  of  the  pair  of  dots  always  ought  to  be  blacker  than  the 
second,  and  every  third  dot  ought  to  be  the  first  of  a pair. 
This  is  not  the  case,  however.  On  the  other  hand,  the 
phenomena  cannot  be  explained  as  the  result  of  a complex 
vibration,  for  the  bolometer  readings,  taken  only  a few 
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minutes  before  the  photographic  plates  were  exposed,  and 
with  exactly  the  same  arrangement  of  apparatus,  indicated 
extremely  regular  waves.  A clue  to  the  mystery  was  furnished 
by  several  sparks  in  which  the  dots  made  by  one  spark 
terminal  had  the  characteristics  just  described,  whereas  those 
made  by  the  other  were  quite  regular.  Following  out  this 
hint,  we  found  that  the  particular  substances  used  for  the 
secondary  spark  terminals  had  a large  effect  upon  the  charac- 
teristics of  the  photographs.  We  tried  spark  terminals  made 
of  a number  of  different  metals — tin,  aluminium,  magnesium, 
fuse-metal,  &c. — and  finally  adopted  cadmium  as  productive 
of  the  best  sparks.  In  the  case  of  cadmium  the  characteristics 
described  are  much  less  marked,  and  we  have  succeeded  even 
in  producing  a few  sparks  in  which  no  difference  in  blackness 
could  be  detected  between  one  dot  and  the  next.  The  photo- 
graphs from  cadmium  terminals,  too,  are  far  more  distinct 
and  far  more  easily  measured  than  those  from  terminals  of 
any  other  metal  that  we  tried. 

“An  interesting  question  arose  here  as  to  whether  the 
distance  between  two  successive  dots  would  depend  upon  the 
period  of  oscillation  of  the  primary  circuit  if  the  secondary 
were  unaltered.  To  test  this  point  the  circuits  were  brought 
into  resonance,  and  a photograph  taken.  The  self-induction 
of  the  primary  circuit  was  increased  by  about  20  per  cent,  of 
its  value,  and  a second  photograph  taken.  In  the  first  case 
the  distances  between  successive  dots  were  all  within  2 or  3 
per  cent,  of  the  average  obtained  by  measuring  over  several 
dots  and  dividing  by  the  number  of  intervening  spaces ; 
whereas  in  the  second  case  the  measurements  of  some  of 
the  single  spaces  were  from  8 to  12  per  cent,  greater  than 
before,  the  average  from  long  measurements  being  the  same. 
This  indicates  that  the  vibrations  of  the  secondary  circuit  are 
not  necessarily  perfectly  regular,  and  at  a distance  apart  fixed 
by  the  character  of  the  circuit,  but  are  to  be  looked  upon 
as  a series  of  pulses  started  travelling  along  the  circuit  and 
keeping  at  a distance  from  each  other  that  is  determined  by 
the  exciter.  Owing  to  the  fact  that  the  damping  of  the 
primary  is  much  greater  than  that  of  the  secondary,  the 
seventh  and  eighth  pulses  started  are  too  weak  to  obliterate 
the  first  and  second,  which  have  travelled  the  length  of  the 
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circuit  and  back.  We  should  expect  from  this  that  the 
bolometer  throws,  which  measure  the  average  length  of  the 
wave,  would  not  indicate  a shifting  of  the  node  when  the 
circuits  are  thrown  slightly  out  of  resonance,  but  that  the 
minimum  throws  would  be  greater  than  when  the  circuits  are 
exactly  in  resonance.  This,  as  is  well  known,  is  what  happens. 

The  improved  sparks  which  the  new  arrangement  of 
apparatus  and  the  use  of  cadmium  as  material  for  the 
spark  terminals  have  enabled  us  to  produce,  have  brought 
to  light  another  interesting  fact,  namely,  that  even  when 
the  best  resonance  is  obtained  and  the  most  regular  wave 
formation  is  excited,  the  distances  between  the  first  three  or 
four  dots  are  slightly  greater  than  the  distances  between  three 
or  four  dots  taken  farther  down  the  spark.  The  explanation 
we  offer  for  this  is  the  following,  and  it  applies  as  a criticism 
to  all  cases  in  which  waves  are  excited  in  a circuit  by  a 
neighbouring  circuit  possessing  a much  larger  damping  factor: 
The  fact  that  the  secondary  waves  last  longer  than  the 
primary  oscillations  means  that  the  last  times  that  the 
waves  travel  over  the  circuit  they  do  so  under  different  end 
conditions  from  the  first  few  times.  The  capacity  of  the 
secondary  plates  is  slightly  less  after  the  primary  spark  has 
stopped  than  it  was  before,  and  therefore  the  length  of  the 
wires  equivalent  to  the  secondary  plates  is  slightly  less,  and 
it  takes  a shorter  time  for  the  waves  to  travel  along  the 
circuit  and  back.  Hence  the  observed  decrease  in  the  distance 
between  the  spark  points  and  a certain  mixing  up  of  the  dots, 
which  occurs  after  the  sixth  or  seventh  oscillation  {see  Fig.  166). 
The  sixth  dot  in  the  figure,  apparently  following  its  predecessor 
after  about  half  an  interval,  is  not  a usual  characteristic.  In 
the  vast  majority  of  sparks  the  first  few  dots  are  far  more 
powerful  than  those  that  follow  them,  and  only  occasionally 
do  sparks  occur  that  indicate  more  than  five  or  six  good 
complete  oscillations.  Hence  these  first  few  oscillations  have 
the  preponderating  influence  in  fixing  the  length  of  the  waves 
as  indicated  by  the  bolometer.  In  examining  the  sparks, 
therefore,  we  measured  from  the  first  oscillation  as  far  down 
the  spark  as  we  could  without  passing  over  a space  where  dots 
were  obliterated ; and  hence  in  every  case  we  knew  the 
number  of  dots  between  the  points  from  which  measurements 
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were  taken,  and  did  not  have  to  assume  that  good  oscillations 
had  occurred  without  affecting  the  plate. 

“The  following  table,  containing  the  results  of  our  measure- 
ments with  the  improved  apparatus,  explains  itself.  The 
distance  from  the  mirror  to  the  photographic  plate  was  302cm. 
in  each  case  : — 


Number  of 
revolutions  of 
mirror  per  sec. 

Distance  be- 
tween successive 
points  on  plate. 
Centimetre. 

Time  of 
oscdlation. 
Seconds. 

Length 
of  wave. 
Cenlim. 

Velocity  of 
wave. 

Centim.  per  sec. 

70-8 

0-05028 

1-871  X 10^ 

5,670 

3 030x10^® 

73-7 

0-05247 

1-876x10' 

5,670 

3-022x101® 

75-2 

0-05536 

1-940  X 10^ 

5,670 

2-923x101® 

69-5 

0-05002 

1-897  X 10^ 

5,690 

3-000x101® 

68  9 

0-04900 

1-874  xlO^ 

5.690 

3 036  X 101® 

690 

0-0^974 

1-899  X 10^ 

5,690 

2-996x101® 

71-2 

0-05075 

1-878  X 107 

5,660 

3 014x101® 

Average  Value  of  Velocity 3’003  x 10^® 


“ With  the  exception  of  three  preliminary  trials,  which  gave 
values  differing  from  the  mean  by  10  per  cent,  or  by  12  per 
cent.,  these  are  the  only  determinations  we  have  made.  In 
some  cases  the  waves  in  the  circuit  were  just  as  good  with  the 
spark-gap  as  without  it.  In  others  there  was  a decided  wave 
formation  when  sparks  occurred,  but  the  node  was  not  quite 
so  well  marked.  For  this  reason,  and  since  it  did  not  appear 
to  make  any  difference  in  their  length,  the  waves  usually 
were  measured  without  the  spark-gap.  As  the  sparks  were 
quite  regular,  the  difference  in  the  bolometer  readings  must 
have  been  due  to  Faraday  tubes  that  were  reflected  from  the 
spark-gap  without  forming  a spark  and  reversing  themselves. 
The  variation  in  the  number  of  revolutions  of  the  mirror  per 
second  is  due  to  the  fact  that  different  cells  were  used  to  drive 
the  motor  on  different  occasions.” 

As  an  example  of  the  data  taken  to  ascertain  the  position  of 
the  node  the  authors  give  the  following  table.  The  top  line 
contains  the  distances  of  the  bolometer  terminals  from  a pair 
of  arbitrary  fixed  points  on  the  circuit : — 


“Distances  from  fixed  points 
Bolometer  deflections 


20cra. 

40cm. 

60cm. 

r4-3  . 

..  4-0  ... 

4-3 

]4-5  . 

..  4-1  ... 

4-4 

[4-5  . 

..  4-0  ... 

4-2 

4-43  . 

..  4-03  ... 

4-3” 

Average  deflections 
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The  authors  conclude  with  the  following  remarks : — 
“From  these  deflections  the  position  of  the  node  was 
estimated.  It  appears  from  the  best  results  that  we  have 
obtained  that  the  velocity  of  short  electric  waves  travelling 
along  two  parallel  wires  differs  from  the  velocity  of  light  by 
less  than  0*2  per  cent,  of  its  value.  It  has  been  shown 
theoretically,  that  the  velocity  of  such  waves  travelling  along 
a single  wire  should  be  the  velocity  of  light  approximately. 
Our  results,  therefore,  in  a certain  sense  confirm  the  theory  to 
an  accuracy  within  their  probable  error.  Theoretically,  too, 
the  velocity  should  be  approximately  equal  to  the  ratio  between 
the  two  systems  of  electrical  units.  The  average  of  the  best 
measurements  of  this  ratio  is  3-001,  which  is  nearer  the 
average  velocity  obtained  by  us  than  it  is  to  the  velocity  of 
light.’* 


CHAPTEE  YL 


THE  INDUCTION  COIL  AND  TRANSFOKMEK. 

§ 1.  General  Description  of  the  Action  of  the  Transformer 
or  Induction  Coil, — In  the  previous  chapters  we  have  prepared 
the  way,  by  a general  study  of  the  phenomena  of  the  induction 
of  electric  currents,  to  enter  upon  a particular  examination 
of  the  structure  and  action  of  the  induction  coil  and  trans- 
former. The  most  logical  method  of  procedure  would  be  to 
trace  first  the  historical  development  of  these  appliances  from 
the  initial  scientific  principles  and  facts  accumulated  by  the 
early  investigators.  It  will,  however,  be  more  advantageous 
to  the  student  to  defer  this  historical  survey  to  a later  portion 
of  this  treatise,  and  to  direct  attention  at  present  to  the  actual 
electrical  and  magnetic  operations  which  go  on  in  the  induction 
coil  and  transformer. 

The  induction  coil  and  transformer,  or  converter  as  it  is 
sometimes  called,  consists  essentially  of  two  conducting 
circuits  which  are  both  linked  with  a third  or  magnetic 
circuit,  the  three  circuits  being  called  respectively  the 
primary  circuit,  the  magnetic  circuit,  and  the  secondary 
circuit.  The  magnetic  circuit  may  consist  wholly  of  material 
having  a magnetic  permeability  equal  to  that  of  air.  A core 
of  this  kind  may  be  obtained  by  winding  the  primary  and 
secondary  circuits  on  a ring  of  wood  or  on  a paper  tube,  but 
whatever  may  be  the  exact  material  used,  a transformer 
having  a core  made  of  a material,  the  magnetic  permeability 
of  which  is  equal  to  that  of  air,  is  generally  called  an  air 
core  transformer.  Not  very  much  interest  attaches  to  the 
actions  of  an  air-core  transformer,  for  the  reason  that  all 
practically-used  transformers  possess  magnetic  circuits  con- 
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sisting  either  partly  or  wholly  of  iron.  If  the  magnetic 
circuit  consists  wholly  of  iron,  the  transformer  is  called  a 
closed-circuit  transformer ; and  if  it  consists  partly  of  iron 
and  partly  of  air,  or  other  material  of  unit  permeability,  it  is 
called  an  open-circuit  transformer.  The  ordinary  induction 
coil  is  of  this  last  type.  It  has  a core  formed  of  a bundle  of 
iron  wires,  and  the  magnetic  circuit  lies  partly  through  this 
core  and  partly  through  the  air  outside  it.  The  two  conduct- 
ing circuits  consist  generally  of  copper  wires  or  bands  insu- 
lated in  various  ways  and  wound  on  the  core  in  sections  or  in 
overlying  coils.  In  the  chapter  devoted  to  the  practical  con- 
struction of  the  transformer,  the  various  methods  of  carrying 
this  into  effect  will  be  described ; meanwhile  it  will  suffice  to 
state  that  the  two  circuits,  which  are  called  respectively  the 
primary  and  the  secondary  circuits,  are  well-insulated  con- 
ducting circuits,  the  several  turns  of  which  are  insulated  from 
each  other,  the  two  circuits  as  a whole  being  also  carefully 
insulated.  The  number  of  convolutions  of  each  circuit  may 
be,  and  generally  is,  very  different.  These  are  briefly  spoken 
of  as  the  primary  turns  and  secondary  turns.  The  iron  core 
is  constructed  of  laminated  iron  or  iron  wire,  and  the  thick- 
ness or  diameter  of  this  is  most  usually  about  *013  or  -014  of 
an  inch.  The  object  of  this  lamination  is  to  prevent  the  pro- 
duction of  local  electric  currents,  called  eddy  currents,  in  the 
iron,  which  would  represent  an  energy  loss ; but,  as  previously 
explained,  this  lamination  does  not,  of  course,  prevent  the 
hysteresis  loss  caused  by  the  reversal  of  the  magnetisation  of 
the  core. 

The  general  action  of  the  transformer  consists  in  the  pro- 
duction of  a current,  called  a secondary  current,  by  means 
of  the  variation  in  the  magnetic  induction  in  a magnetic 
circuit  linked  with  it,  and  this  induction  is  produced  by 
means  of  another  current  called  a primary  current,  the 
variation  of  the  primary  current  producing  a change  of 
magnetic  induction  in  a core,  or  magnetic  circuit,  which  in 
turn  creates  an  electromotive  force  in  the  secondary  circuit 
linked  with  it. 

Assuming  that  periodic  currents  are  employed,  it  is 
evident,  also,  that  the  relative  number  of  primary  and 
secondary  turns  will  be  an  important  factor  in  determining 

LL  2 
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the  ratio  between  the  mean-square  value  of  the  potential 
difference  across  the  primary  terminals  and  that  across  the 
secondary  terminals  of  the  transformer,  and  that  it  is  in  our 
power  to  increase  or  diminish  this  ratio.  It  is  of  course 
obvious,  also,  from  first  principles,  that  there  can  be  no  creation 
of  energy,  but  only  a transformation,  and  we  can  only  alter 
the  potential  difference  of  the  terminals  of  the  two  circuits  at 
the  expense  of  a change  of  corresponding  current  strength. 

The  most  fundamental  and  valuable  quality  of  an  induction 
coil  or  transformer  is,  then,  that  it  enables  us  to  increase  or 
reduce  electrical  potential  difference  or  current  strength  in  a 
definite  ratio,  and  it  is  this  transformation  of  energy  which 
gives  the  apparatus  its  name.  Transformers  may  therefore 
be  classified  according  to  the  nature  of  the  change  in  the 
character  of  an  electric  energy  supply  they  are  intended  to 
produce. 

Transformers  may  be  constructed  to  act  as  (1)  constant- 
potential  transformers,  or  (2)  constant-current  transformers, 
and  these  may  furthermore  be  divided  into  stejp-up  transformers 
or  step-down  transformers,  according  as  they  are  designed  to 
increase  or  diminish  in  a certain  ratio  a potential  difference 
or  a current.  Thus  a transformer  may  be  designed  to  work 
off  a circuit  of  constant  potential  difference  and  to  reduce 
that  pressure  in  a certain  ratio,  called  the  transformation 
ratio.  If  it  lowers  the  pressure  it  would  be  called  a step- 
down  constant-pressure  transformer.  In  the  same  way  a 
transformer  may  be  employed  to  change  a current  strength 
in  a certain  ratio,  or  to  convert  from  constant  pressure  to 
constant  current. 

The  ordinary  induction  coil  is  a step-up  transformer  as 
generally  used. 

It  is  unnecessary  to  make  any  special  classification  depend- 
ing on  the  character  of  the  change  of  current  employed  in 
varying  the  induction,  but  it  will  be  obvious  to  the  reader 
that  a closed  iron-circuit  transformer  can  only  be  used  with 
alternating  currents,  and  that  for  use  with  interrupted  currents, 
as  in  the  case  of  the  ordinary  induction  coil,  an  open  iron 
circuit  or  air  core  transformer  must  be  employed. 

Hence  we  have  the  following  classification  of  transformers, 
understanding  by  this  term  any  electrical  arrangement  con- 
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sisting  of  two  conducting  circuits,  both  linked  with  a magnetic 
circuit,  and  in  which  the  variation  of  current  in  one  circuit 
gives  rise  to  a production  of  electromotive  force  in  the  other : — 

1.  Transformers  may  be — 

(a)  Iron  core  transformers,  with  core  wholly  or  partly  of 

iron; 

(b)  Air  core  transformers,  with  core  wholly  of  non- 

magnetic substance. 

Iron  core  transformers  may  be — 

(c)  Closed  iron  circuit  transformers,  with  core  wholly  of 

iron ; 

(d)  Open  iron  circuit  transformers,  with  core  partly  of 

iron. 

Transformers  may  be  used — 

(e)  Tq  transform  a potential  difference  in  a constant  ratio, 

called  constant-pressure  transformers ; 

(/)  To  transform  a current  strength  in  a constant  ratio, 

called  constant-current  transformers. 

Transformers  may  be  employed — 

(g)  To  raise  pressure  or  current,  called  then  step-up 

transformers ; 

(h)  To  lower  pressure  or  current,  called  then  step-down 

transformers. 

The  above  is  not  a complete  or  exhaustive  classification, 
but  is  sufficient  to  mark  out  broadly  the  various  forms  of 
the  apparatus. 

In  whatever  form  it  is  used,  the  primary  current  must  give 
rise  to  a variation  of  the  magnetic  induction  in  the  core,  and 
this  in  turn  gives  rise  to  an  electromotive  force  in  the 
secondary  circuit. 

The  transformer  or  induction  coil  can  evidently  be  operated 
either  by  intermittent,  continuous,  or  by  alternating  currents. 
Whichever  mode  is  adopted,  the  instrument  is,  of  course, 
essentially  and  merely  an  energy- translating  device.  The 
current  passing  through  the  primary  circuit  magnetises  the 
core.  The  intermittance  or  reversal  of  the  primary  current 
causes  a variation  or  reversal  of  the  magnetisation  of  the 
core.  The  variation  or  reversal  of  the  magnetic  induction 
in  the  core  creates  an  electromotive  force  in  the  secondary 
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circuit  which  is  linked  with  it,  and  this  sets  up  a secondary 
current  in  the  secondary  circuit  if  it  is  closed.  The  energy 
supplied  to  the  primary  circuit  partly  reappears  in  the  secondary 
circuit,  and  the  difference  is  represented  by  energy  losses,  called 
the  copper  losses,  caused  by  the  resistance  of  the  conducting 
circuits,  and  partly  by  energy  losses  in  the  core,  called  the 
iron  losses,  and  due  to  the  hysteresis  and  eddy-currents  set  up 
in  it. 

The  complete  examination  of  the  transformer  involves, 
therefore,  a knowledge  of  the  manner  in  which  the  variation 
of  the  primary  current,  the  magnetic  induction  in  the  core, 
the  secondary  current,  and  the  secondary  terminal  potential 
difference  is  taking  place  when  a certain  assigned  and  varying 
primary  terminal  potential  difference  is  created.  It  involves, 
also,  a knowledge  of  the  magnitude  of  the  energy  losses  above 
described,  and  of  the  efficiency  of  transformation  or  the  ratio 
between  the  power  given  to  the  external  secondary  circuit  and 
the  power  given  to  the  primary  circuit.  In  addition  to  this, 
the  relation  of  the  values  of  the  primary  and  secondary 
currents,  and  the  primary  and  secondary  terminal  potential 
differences,  for  various  states  of  the  transformer  from  no  load 
to  full  load,  has  to  be  ascertained.  The  following  is,  then, 
a summary  of  the  operations  going  on  in  the  transformer  or 
induction  coil  which  mus't  be  known  before  we  can  consider 
the  action  as  fully  understood ; and  the  problem  of  transformer 
construction  is  to  predetermine  these  variables  from  certain 
data,  so  as  to  foretell  the  result  of  construction.  Given  a 
potential  difference  created  between  the  primary  terminals 
of  the  transformer  following  any  assigned  law  of  variation, 
we  shall  have  the  following  effects  taking  place  as  a conse- 
quence, and  the  practical  problem  is  to  determine  or  predeter- 
mine their  mode  and  magnitude. 

(1.)  We  have  a primary  current  in  the  primary  circuit 
following  a certain  mode  of  variation  in  strength,  and  causing 
a definite  copper  loss  in  the  primary  circuit ; 

(2.)  A magnetic  induction  in  the  core  following  a definite 
mode  of  variation,  and  having  a certain  magnitude  at  every 
instant,  this  magnetic  induction  causing,  by  its  variation, 
iron  core  losses  due  to  hysteresis  and  eddy  currents  in  the 
iron  core ; 
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(3.)  A secondary  current  and  secondary  terminal  potential 
difference  following  some  definite  law  of  variation  and  accom- 
panied by  a copper  loss  in  the  internal  secondary  circuit  due 
to  its  resistance  and  a contribution  of  power  to  the  external 
secondary  circuit. 

The  transformer  problem  in  all  its  completeness  would  be 
solved  if  we  could  in  all  case  predetermine  the  above  effects 
from  the  known  primary  potential  difference.  This,  however, 
is  not  capable  of  being  effected  in  a perfect  manner,  for  reasons 
presently  to  be  stated. 

In  early  discussions  of  the  transformer  problem  it  was 
customary  to  make  arbitrary  assumptions  as  to  the  mode  of 
the  variation  of  the  currents,  the  induction  and  potential 
differences.  These  artificial  assumptions  did  not,  however, 
assist  real  knowledge.  The  only  useful  method  is  to 
endeavour,  in  the  first  place,  to  ascertain  what  does  go  on 
inside  the  transformer,  and  then,  on  the  basis  of  this  analysis, 
to  construct  as  far  as  possible  a true  working  theory  of  the 
transformer.  We  have  accordingly  abandoned  all  discussion 
of  imaginary  transformers  with  air  cores  and  currents  and 
inductions,  which  are  simple  sine  functions  of  the  time  and 
base,  for  such  theory  as  we  are  able  to  build  up  on  an  actual 
knowledge  of  what  does  take  place  in  the  transformer.  The 
only  scientific  method  of  treating  the  problems  involved  is, 
we  repeat,  first  to  endeavour  to  ascertain  what  are  the  actions 
really  taking  place,  and  to  make  them  the  basis  for  further 
reasoning. 


§ 2.  The  Delineation  of  Periodic  Curves  of  Current  and  Elec- 
tromotive Force. — The  method  which  has  proved  most  fertile 
in  enabling  us  to  understand  the  operations  taking  place  in 
the  transformer  is  that  which  consists  in  graphically  repre- 
senting the  form  and  relative  position  of  the  curves  of  periodic 
current  and  electromotive  force  in  the  two  circuits  and 
deducing  that  of  the  magnetisation  of  the  core.  When  the 
primary  electromotive  force  is  an  alternating  one,  derived 
from  a single  alternating-current  dynamo  which  is  accessible, 
the  method  of  obtaining  a graph  of  the  various  periodic 
quantities  required  is  some  modification  of  the  arrangement 
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first  suggested  by  Joubert,*  in  which  a circuit  is  closed  for 
a very  short  but  assigned  period  during  the  phase,  and  puts 
some  electrical  instrument  intermittently  into  connection 
with  the  circuit,  so  that  it  reads,  not  the  mean-square  value  of 
the  current  or  potential  difference,  but  the  instantaneous  value 
at  the  assigned  instant.  The  modern  method  of  dehneating 
transformer  curves  is  as  follows  : 

Let  the  ordinates  of  the  periodic  curve  in  the  Fig.  168 
represent  the  varying  potential  difference  between  two  con- 
ductors connected  to  an  alternator,  and  let  a condenser  be 
connected  across  the  circuit  in  series  with  a switch.  If  the 
switch  is  permanently  closed,  the  condenser  has  a flow  of 
current  into  and  out  of  it,  and  the  potential  difference  of  its 


terminals  varies  periodically.  If,  however,  the  switch  is  closed 
intermittently  at  intervals  which  are  equal  to  the  periodic  time 
of  the  alternator,  then  the  condenser  has  a series  of  short  con- 
tacts made  with  it,  and  its  terminal  potential  difference  is 
equal  to  the  instantaneous  value  of  the  periodic  potential 
difference  of  the  circuit  corresponding  to  the  instant  when  the 
contact  is  broken.  The  difference  of  the  potentials  of  terminals 
of  the  condenser  has  then  to  be  determined.  Several  methods 
may  be  adopted.  The  condenser  plates  may  be  connected  to 
the  terminals  of  an  electrostatic  voltmeter,  and  the  potential 
difference  of  the  condenser  plates  thus  determined.  The  con- 
denser may  be  discharged  through  a galvanometer,  and  the 

* Comptes  Rendus  of  the  Academy  of  Science,  France,  Vol.  XCI.,  July, 

1880,  p.  161. 
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condenser  plate  discharge  determined  by  the  quantity  of  the 
charge  found  in  the  condenser.  We  can  thus  charge  the 
condenser  by  a series  of  contacts  made  with  the  circuit,  for  a 
very  short  time,  always  at  the  same  position  during  the  com- 
plete cycle  or  period  of  the  varying  potential  difference.  The 
condenser  acquires,  after  a short  time,  a potential  difference 
between  its  terminals  which  is  exactly  equal  to  that  of  the 
instantaneous  value  of  the  potential  difference  of  the  circuit  at 
the  instant,  when  the  contact  is  made.  If,  instead  of  connect- 
ing the  condenser  across  the  circuit,  it  is  connected  to  the 
extremities  of  a suitable  non-inductive  resistance  inserted  in 
any  alternating  - current  circuit,  we  can  obtain  from  its 
terminal  potential  difference  the  instantaneous  values  of  the 
periodic  current. 

We  have  next  to  consider  the  various  practical  details  of 
the  process.  If  the  alternator  is  accessible,  or  if  a single 
alternator  is  providing  the  current,  then  the  intermittent 
contact  may  be  made  by  an  apparatus  fixed  on  the  shaft  of 
the  alternator.  If  the  alternator  is  not  accessible,  and  if  the 
primary  potential  difference  is  derived  from  a battery  of 
alternators  running  in  parallel,  then  it  is  necessary  to  operate 
an  intermittent  contact  by  means  of  a synchronous  alterna- 
ting-current motor,  driven  from  that  part  of  the  circuit  which  is 
accessible.  As  this  last  method  is  capable  of  so  much  more 
general  application  than  that  of  the  contact-maker  driven  off* 
the  shaft  of  the  alternator,  we  shall  describe  in  some  detail  the 
arrangement  of  a suitable  motor  and  associated  apparatus. 
In  addition  to  the  early  experiments  by  Joubert  above 
mentioned,  the  delineation  of  periodic  curves  of  current  and 
electromotive  force  by  means  of  an  intermittent  contact  on 
the  shaft  of  the  alternator  was  suggested  and  carried  out  by 
Dr.  Louis  Duncan,  and  experiments  by  this  method  were  effec- 
tively conducted  by  Messrs.  Duncan,  Hutchinson  and  Wilkes, 
and  also  by  Prof.  Eyan  in  the  United  States.*  It  has  also 
been  largely  employed  by  Dr.  J.  Hopkinson,  M.  Blondel,  by 


* See  a Paper  by  Messrs.  Duncan,  Hutchinson  and  Wilkes  in  the 
Electrical  World  of  New  York  for  March,  1888,  referred  to  in  The 
Electrician^  Vol.  XXL,  p.  Ill,  June  1,  1888.  Also  see  Prof.  Harris  J.  liyan 
on  Transformers  in  the  Transactions  of  the  American  Institute  of  Elec- 
trical Engineers,  Vol.  VII.,  January,  1890. 
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the  author,  and  by  many  others  for  alternating  current 
researches.  The  general  arrangement  of  the  apparatus 
required  for  the  complete  study  of  the  periodic  quantities  in 
a transformer,  under  any  circumstances,  is  as  follows : — The 
principal  instrument  required  is  a small  alternating-current 
synchronous  motor.  A suitable  form  has  been  devised  and 
used  by  the  author  in  investigations  of  this  character,*  and 
a view  of  it  is  shown  in  Fig.  169  on  next  page. 

The  general  details  of  the  machine  are  as  follows: — The 
motor,  as  constructed  by  the  author,  consists  of  two  sets  of 
field  magnets,  MM,  which  are  secured  to  two  cast-iron  discs. 
Between  these  field  magnets  revolves  a small  armature.  A,  ihe 
iron  core  of  which  is  formed  of  a strip  of  very  thin  transformer 
iron,  wound  up  into  a ring,  the  armature  coils  being  wound 
upon  this  ring.  The  armature  coils  are  joined  up  in  series 
with  one  another,  so  as  to  give  a series  of  contrary  polarities 
round  the  iron  ring.  The  diameter  of  this  armature  is  about 
Gin.  The  field  magnets  have  eight  poles,  and  the  armature 
eight  coils.  The  field-magnet  cores  are  bobbins  about  2in. 
long  and  IJin.  in  diameter,  and  when  joined  up  in  series 
in  the  proper  manner  the  field  magnets  take  a current  of  about 
4 amperes  to  give  them  the  proper  amount  of  saturation. 
The  armature  is  carried  upon  a hard  wood  boss  fixed  to  a 
steel  shaft.  This  steel  shaft  is  carried  through  small  ball 
bearings  like  bicycle  bearings,  the  shaft  being  borne  upon 
seven  or  eight  balls  carried  in  gun-metal  cells.  In  order 
to  prevent  any  side  shake  of  the  armature,  there  are  at  the 
opposite  ends  of  the  base  cast  iron  pillars  with  a gun-metal 
screw  at  each  end,  against  which  the  rounded  end  of  the 
shaft  bears.  The  shaft  can  thus  be  adjusted  with  great  nicety, 
and  runs  with  great  freedom  from  friction.  The  ends  of  the 
armature  coils  are  brought  to  two  small  insulated  collars, 
, fixed  on  the  shaft,  against  which  press  two  light  brass  brushes, 
marked  B B,  kept  gently  against  the  collars  by  means  of  an 
expanding  steel  wire,  W.  On  the  armature  shaft  is  an  ebonite 
disc,  which  carries  a transverse  steel  slip  let  into  it.  Two 
insulated  springs,  S S,  are  carried  upon  a rocking  arm,  H ; 
the  rocking  arm  can  be  traversed  over  through  half  a 

* See  The  Electrician,  Vol.  XXXIV,,  p.  460,  February  15, 1895,  “ On  the 
Delineation  of  Alternating  Current  Curves.” 
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circumference,  and  is  centred  upon  the  gun-metal  end  screw, 
which  prevents  side  shake  in  the  shaft.  A pointer  and 
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One  of  the  springs,  S,  is  carried  on  a small  adjusting  screw, 
so  that  one  spring  can  be  given  a little  lead  over  the  other,  and 
in  this  manner  the  duration  of  the  contact  made  when  the 
steel  transverse  piece  passes  underneath  and  electrically  con- 
nects the  springs  S S is  determined.  By  means  of  a set  screw 
the  springs  can  be  lifted  off  from  the  ebonite  disc,  and  their 
pressure  also  adjusted.  This  little  synchronising  motor  with 
its  attached  contact-breaker  forms  the  apparatus  for  determin- 
ing the  form  of  the  current  and  electromotive-force  curves. 
The  motor  is  started  in  step  with  the  alternating  current 
flowing  through  the  armature  coils  by  passing  round  the  end 
of  the  steel  shaft  which  projects  at  the  end  opposite  to  the 
contact-breaker  a tape  or  thin  leather  strap  sprinkled  with 
rosin.  To  start  the  motor  the  following  arrangements  are 
made : — The  field  magnets  are  excited  by  current  obtained 
from  a small  secondary  battery,  or  from  any  other  constant 
source  of  continuous  current.  The  armature  circuit  requires 
about  2 amperes  to  make  it  run  properly.  Let  us  assume  that 
the  potential  difference  curve  is  to  be  taken  from  two  100  volt 
alternating-current  mains  which  come  into  a building.  The 
armature  of  the  motor  is  joined  across  these  mains  in  series 
with  two  or  three  incandescent  lamps  placed  in  parallel.  The 
field  magnets  being  excited  in  the  proper  direction  by  a con- 
tinuous current  from  a few  secondary  cells,  the  operator  passes 
the  strap  or  tape  half  round  the  shaft,  and  by  pulling  on  one 
side  of  the  tape  the  motor  can  gradually  be  set  in  rotation 
with  an  increasing  speed.  If  the  frequency  of  the  alternating 
current  is,  say,  100  oo,  then  the  8-pole  motor  has  to  be  brought 
up  to  run  at  something  approaching  to  1,500  revolutions  per 
minute  before  it  will  drop  into  step ; but  at  a certain  speed 
the  incandescent  lamps  in  series  with  the  armature  begin 
to  blink,  and  by  a little  skill  in  adjusting  the  speed  by 
suitable  pulls  on  the  tape  the  motor  will  drop  into  step 
and  continue  to  run  in  synchronism  with  the  circuits.  If 
the  springs  are  then  put  down  gently  upon  the  revolving 
contact  piece,  a contact  is  made  from  one  spring  to  the  other 
at  an  assigned  position  during  the  phase  of  electromotive 
force,  depending  on  the  position  of  the  rocking  arm.  If  the 
maximum  electromotive  force  to  be  read  does  not  exceed  160 
volts,  then  by  far  the  most  convenient  instrument  to  employ 
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for  reading  the  electromotive  force,  and  the  one  which  has  been 
constantly  employed  in  these  tests,  is  Lord  Kelvin’s  vertical 
or  horizontal  pattern  multicellular  voltmeter.  As  these  volt- 
meters only  begin  to  read  at  about  60  or  80  volts,  it  is 
necessary  to  add  a constant  electromotive  force  in  series  with 
them,  and  this  is  done  by  employing  a set  of  small  secondary 
cells.  About  fifty  cells  in  one  tray  form  a convenient  arrange- 
ment, provided  they  have  contacts  at  every  cell,  so  as  to  take 
off  any  required  electromotive  force.  The  battery  is  joined  up 
in  series  with  the  electrostatic  voltmeter,  and  the  terminals  of 
the  voltmeter  are  short-circuited  by  a condenser  having  a 
capacity  of  about  half  a microfarad.  This  arrangement  of  volt- 
meter and  battery  is  then  connected  across  the  two  points 
between  which  the  potential  is  to  be  determined  through  the 
two  springs  S S.  The  motor  being  started,  the  needle  of  the 
voltmeter  takes  a certain  deflection,  which  is  due  to  the  electro- 
motive force  of  the  cells,  plus  the  value  of  the  difference  of 
potential  between  the  mains  at  an  instant  depending  upon  the 
position  of  the  rocking  handle.  By  blocking  up  the  voltmeter 
in  this  way,  and  using  more  or  less  cells  as  required,  so  as  to  add 
a known  amount  to  the  electromotive  force  to  be  measured,  the 
electrostatic  voltmeter  can  be  employed  to  measure  potential 
differences  over  the  whole  range  varying  from  zero  to  160 
volts  in  either  direction.  These  observations  are  taken  at 
equal  short  intervals  as  the  rocking  arm  H is  swept  over 
through  a quarter  of  a circle.  It  is  possible  to  thus  measure 
the  instantaneous  values  of  the  alternating  potential  difference 
between  the  two  points  at  equi- distant  instants  throughout 
the  phase.  It  has  been  found  by  experiment  that  this  small 
alternating-current  motor,  when  working  on  the  circuits  of 
any  alternator  of  a size  such  as  would  be  used  in  a generating 
station,  does  not  sensibly  affect  the  form  of  the  curve  of  electro- 
motive force.  The  motor  is  only  used  as  a means  of  making 
the  contact  with  a voltmeter  at  an  assigned  instant  during  the 
phase.  The  current  which  passes  through  its  armature  is  not 
in  any  way  measured  or  taken  account  of ; the  motor  simply 
acts  as  a synchronising  arrangement,  which  connects  the 
contact-breaker  electrically  to  the  distant  alternator. 

The  synchronising  motor  can,  therefore,  be  set  to  run  in 
step  with  any  alternating-current  circuit,  and  to  make  a 


526  THE  INDUCTION  COIL  AND  TBANSFOBMEB. 


contact  or  close  a circuit  for  a short  instant  during  every 
period  at  an  assigned  instant  in  the  phase,  which  depends 
on  the  position  of  the  rocking  arm  carrying  the  contact- 
making springs. 

This  apparatus  may  be  employed  to  determine  any  of  the 
curves  of  current  or  potential  of  a transformer,  as  follows  : — 
Let  us  suppose  the  transformer  is  one  intended  to  be  operated 
with  a primary  terminal  potential  difference  of  2,000  volts, 
and  that  the  secondary  terminal  potential  difference  is  100 
volts.  Across  the  primary  terminals  of  the  transformer  a non- 
inductive  resistance  is  connected,  which  is  divided  into  two 
sections  in  the  ratio  of  1 to  19,  and  in  series  with  the  primary 
circuit  of  the  transformer  is  placed  another  non-inductive 
resistance  having  such  a magnitude  that,  when  traversed  by 
the  primary  current  of  the  transformer,  it  will  create  a fall 
of  potential  of  about  100  volts.  The  synchronising  motor  is 
then  suitably  arranged  to  be  operated  from  the  same  circuit 
which  supplies  the  primary  current  for  the  transformer,  and 
the  armature  circuit  of  the  motor  may  be  fed  through  a step- 
down  transformer,  which  reduces  this  circuit  pressure  to  a 
convenient  magnitude. 

The  motor  contacts  are  then  arranged  to  close  the  circuit  of  a 
voltmeter,  which  is  placed  across  one  or  other  of  the  resistances. 
It  is  found  necessary  to  connect  a condenser  across  the  termi- 
nals of  the  voltmeter  to  increase  its  capacity,  or  else  the 
leakage  of  the  voltmeter  in  the  intervals  between  the  moments 
when  the  contact  is  made  causes  irregularity  and  uncertain 
deflections  of  the  instrument.  The  process  of  getting  the 
complete  set  of  curves  of  current  and  electromotive  force  of  a 
transformer  is  then  as  follows  : The  curve  of  primary  potential 
difference  is  obtained  by  connecting  the  voltmeter  through  the 
motor  contacts  across  the  smaller  section  of  the  divided  resis- 
tance which  bridges  over  the  primary  terminals.  The  motor 
being  started,  the  voltmeter  will  read  a potential  difference, 
which  is  one-twentieth  of  the  whole  primary  potential  diffe- 
rence, and  if  the  rocking  arm  of  the  motor  is  moved  over  step- 
by-step  the  indications  of  the  voltmeter  will  successively  give 
the  values  of  this  fraction  of  the  primary  potential  differ- 
ence corresponding  to  the  different  intervals  of  the  whole 
period. 
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In  the  same  way  the  curve  of  primary  current  can  he 
obtained  by  connecting  the  voltmeter  circuit  across  the  termi- 
nals of  the  resistance  inserted  in  series  with  the  primary 
circuit  of  the  transformer.  The  curves  of  secondary  potential 
difference  and  secondary  current,  if  necessary,  can  be  obtained 
by  connecting  the  contact -maker  and  voltmeter  across  the 
secondary  terminals  of  the  transformer  when  closed  by  a 
known  non-inductive  resistance. 

The  curves  of  current  and  potential  thus  obtained  can  be 
set  down  in  a chart,  the  horizontal  abscissae  in  which  repre- 


Fig.  170. — Primary  Current,  Primary  Terminal,  Potential  Difference, 
incl  Induction  Curves  of  Ganz  10  h.p.  Transformer  taken  off  a Kapp 
Alternator  by  the  Alternating-current  Curve  Tracer. 


sent  fractions  of  the  complete  periodic  time,  and  the  vertical 
ordinates  represent  the  instantaneous  values  of  the  potential 
differences  or  currents. 

In  Fig.  170  is  shown  a set  of  curves  taken  from  a Ganz 
transformer  connected  to  a Kapp  alternator.  The  dotted  curve 
marked  volt  curve  is  the  curve  of  primary  electromotive  force, 
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or  difference  of  potential  at  the  primary  terminals  of  the 
transformer.  The  dotted  curve  marked  current  curve  is  the 
curve  of  primary  current,  and  the  dots  show  the  actual  posi- 
tion of  the  observations.  The  figures  on  the  horizontal  line 
indicate  degrees  of  phase.  The  scale  on  the  left-hand  side  is 
the  scale  of  volts,  and  that  on  the  right-hand  side  the  scale 
of  current.  From  the  curves  of  current  and  potential  differ- 
ence we  can  obtain  the  curve  of  magnetic  induction  in  the 
core  as  follows : — Let  h be  the  induction  density  in  the 
iron  core — that  is,  the  number  of  lines  or  unit  tubes  of  induc- 
tion per  square  centimetre  of  cross-section  of  the  core.  This 
induction  density  will  not  in  general  be  the  same  in  all 
parts  of  the  core  or  the  same  at  full  load  as  at  no  load.  If, 
in  the  first  place,  we  consider  the  case  of  the  transformer 
when  the  secondary  circuit  is  open,  we  have  a definite  relation 
between  the  current  and  the  primary  circuit,  the  magnetic 
induction  in  the  core,  and  the  primary  terminal  potential 
difference  or  electromotive  force  at  any  instant.  Let  i be  the 
instantaneous  value  of  the  current  in  the  primary  circuit,  e 
the  instantaneous  value  of  the  primary  potential  difference, 
and  h the  induction  density  in  the  core.  If  Nj  is  the  number 
of  turns  of  the  primary  circuit,  R the  resistance  of  the  primary 
circuit,  and  S the  area  of  cross-section  of  the  core,  then  from 
the  ordinary  current  equation  for  inductive  circuits  we  have 
the  relation 


N,s1?'  + Ej  = <!, 
d t 


or 


In  most  cases  of  closed  iron  circuit  transformers,  the  second 
term  or  integral  on  the  right-hand  side  of  the  last  equation  is 
a very  small  quantity  compared  with  the  first  term,  and  may 
be  neglected.  Hence  when  fidtis,  small  we  can  obtain  the 
value  of  h by  integrating  the  primary  E.M.F.  curve,  or  by 
finding  the  value  of  f edt  between  proper  limits.  Take,  for 
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instance,  the  case  of  the  Ganz  transformer,  the  curves  of 
which  are  given  in  Fig.  170.  The  resistance  of  the  primary 
circuit  R is  2*5  ohms  and  the  maximum  value  of  the  primary 
current  ^ is  nearly  0*34  amperes.  Hence  the  value  of  Ri 
never  exceeds  0*85  of  a volt.  The  value  of  6,  the  primary 
electromotive  force,  varies  from  0 to  nearly  3,000  volts, 
and  hence  at  any  instant,  except  very  near  the  moment 
when  e is  zero,  the  value  of  R i is  quite  negligible  compared 
with  that  of  e. 

In  order  to  obtain  the  induction  curve  we  have  to  integrate 
the  curve  of  primary  electromotive  force,  and  to  do  this 
properly  the  following  procedure  must  be  followed.  The 
whole  area  included  by  the  primary  E.M.F.  curve  must  be 
obtained,  and  the  integration  of  the  curve  must  be  started 
from  that  point  on  the  horizontal  axis  which  corresponds 
with  the  bisection  of  the  area  of  the  E.M.F.  curve.  Starting 
from  this  point  the  area  of  the  E.M.F.  curve  is  obtained  by 
successive  increments,  and  corresponding  to  the  limit  of  each 
increment  an  ordinate  is  set  up  whose  length  on  some  scale 
is  proportional  to  the  whole  area  of  the  E.M.F.  curve  measured 
from  the  abcissa  corresponding  to  the  semi-area  of  the  curve 
to  the  limit  considered.  This  ordinate  will  then  be  an 
ordinate  of  the  curve  of  induction.  In  making  this  integra- 
tion the  area  of  the  E.M.F.  curve  below  the  time  axis  must 
be  reckoned  as  negative.  To  obtain  the  absolute  value  of  the 
induction  at  any  point,  the  area  of  the  E.M.F.  curve  must  be 
reckoned  out  in  volt-seconds  and  then  divided  by  the  value  of 
Ni  S,  S being  measured  in  square  centimetres.  The  result 
must  be  multiplied  by  10®  to  reduce  to  G.G.S.  measure  and 
give  the  induction  density  in  G.G.S.  units. 

In  this  manner  the  firm  line  curve  which  is  marked  indiLc- 
tion  curve  in  Fig.  170  was  obtained.  If  the  curve  of  secondary 
terminal  potential  difference  has  been  obtained,  we  can,  by 
a similar  integration  of  this  curve,  obtain  another  induction 
curve  which  is  generally  practically  identical  with  that  obtained 
from  the  primary  E.M.F.  curve  if  the  transformer  secondary 
circuit  is  unloaded,  but  which  does  not  agree  with  it  if  the 
secondary  circuit  is  closed  and  a secondary  current  is  being 
produced  therein.  Into  the  causes  of  this  we  shall  enter 
later.  The  full  set  of  transformer  curves  for  the  currents, 

M M 
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potential  differences  and  induction  constitutes  what  may  be 
called  the  indicator  diagram  of  the  transformer,  and  shows  us 
all  that  is  going  on  inside.  The  quick  description  of  these 
curves  becomes,  therefore,  an  important  matter.  Many  investi- 
gators have  devised  methods  for  expediting  this  process.  One 
effective  method  was  described  by  M.  A.  Blondel*  in  1891. 
M.  Blondel  employs  a rotating  contact-maker  with  two  brushes, 
and  the  contacts  are  so  arranged  that  a condenser  is  periodically 
charged  at  a certain  moment  during  the  complete  phase  of 
the  potential  and  then  immediately  afterwards  is  discharged 
through  a galvanometer.  The  two  brushes  are  fixed  to  an 
arm  movable  about  an  axis  co-axial  with  that  of  the  revolving 
motor  or  alternator,  and  this  brush  holder  is  revolved  by 
clockwork  at  a regular  rate.  Hence  the  galvanometer  indicates 
a current  which  is  varied  as  the  brush  holder  rotates.  If  the 
brush  holder  is  held  at  rest,  the  galvanometer  has  a series  of 
rapid  charges  from  the  condenser  sent  through  it,  and  takes 
a steady  deflection.  If  the  brush  holder  rotates,  this  deflection 
varies  from  moment  to  moment,  but  at  any  instant  is  pro- 
portional to  the  instantaneous  potential  at  which  the  condenser 
is  being  charged.  If  a mirror  d’Arsonval  galvanometer  is 
employed,  and  the  image  of  an  illuminated  opening  thrown 
on  a photographic  scale  which  is  moved  transversely  to  the 
motion  of  the  spot  of  light,  a photographic  trace  of  the  alter- 
nating-current curve  can  be  obtained.  By  using  a pair  of 
contact-makers  and  two  galvanometers  the  current  and  E.M.F. 
curves  can  be  delineated  at  the  same  time.  Such  a photo- 
graphic record  of  the  current  and  E.M.F.  curve  for  an 
alternating- current  arc  lamp  worked  off  a Meritens  alternator 
is  shown  in  Fig.  171. 

A very  similar  arrangement  has  been  described  by  Messrs. 
Barr,  Burnie  and  Eodgers.f  These  investigators  employ  a 
revolving  contact-maker  of  a particular  kind.  It  is  thus 
described  by  them  : The  shaft  of  the  alternator  or  motor  is 
fitted  with  a contact-making  disc,  and  the  contact  brush  is 
moved  slowly  and  continuously  through  its  successive  angular 
positions.  Contact  is  thus  made  each  time  at  a slightly 

* See  La  Luniiere  Electrique,  September  12,  1891,  and  September  16, 
1893  ; also  see  The  Electrician,  Vol.  XXVIL,  p.  603. 

t See  The  Electrician,  September  27,  1895. 
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different  position  of  the  armature.  Thus  the  potential 
difference  at  each  contact  differs  slightly  from  that  at  the 
XDreceding  contact.  This  potential  difference  is  used  to  charge 
a condenser  across  the  terminals  of  which  is  connected  either 
a reflecting  electrometer  or  a high-resistance  galvanometer. 

The  deflection  of  the  instrument  so  used  follows  the  value 
of  the  potential  difference  of  the  wave  form  to  be  determined, 
and  accurately  follows  it,  for  the  mean  rate  of  variation  of  the 
potential  differences  between  the  terminals  of  the  condenser  is 
exceedingly  small  in  comparison  with  the  rate  of  change  of  the 
'electromotive  force  to  be  investigated. 


Fig.  171. — Photographic  Trace  of  Current  Curve  I and  Electromagnetic 
Force  Curve  E of  an  Alternating  Current  Arc  Lamp. 

Fig.  172  shows  the  arrangement  of  the  contact  disc  and 
accessories,  a galvanometer  being  used,  but  for  which  an 
electrometer  might  be  substituted.  In  this  diagram,  for  the 
sake  of  clearness,  the  vulcanite  foundation  work  is  omitted  and 
the  brass  only  shown.  Di  is  the  contact  disc,  with  knife  edge 
and  contact  brush,  which  is  rigidly  fixed  to  the  shaft  of  the 
dynamo  or  motor.  The  rings  and  D3,  and  the  rods  and 
brushes  Bj  and  B4,  are  mounted  on  a vulcanite  sleeve  loose 
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upon  the  shaft,  and  are  revolved  slowly.  The  brush  is 
joined  to  the  ring  Da,  with  which  the  brush  Ba  is  in  permanent 
connection,  so  that  when  the  brush  Bj  makes  contact  with 
the  knife  edges  the  condenser  0 is  charged  to  the  potential 
difference  between  the  terminals  Ti,  Ta-  The  condenser  is- 
throughout  the  whole  revolution  of  the  disc  Di  discharging 
through  the  galvanometer  G by  way  of  Bj,  B4,  Bg,  and  the 
resistance  E. 

As  the  brushes  Bj  and  B4  are  moved  slowly  round,  a suc- 
cession of  charges  passes  through  the  galvanometer,  the  value 
of  each  of  which  is  proportional  to  the  potential  of  the  con- 
denser— that  is,  to  the  potential  difference  of  the  points  Tj,  Ta- 
This  contact  apparatus,  in  fact,  performs  the  operation  of 


charging  a condenser  at  a definite  instant  during  the  period 
at  the  terminals  Tj  and  which  are  the  terminals  of  the 
alternating-current  circuit  under  investigation,  and  then 
immediately  afterwards  discharges  this  condenser  through  a 
galvanometer.  The  galvanometer,  therefore,  gives  a steady 
deflection  which  is  proportional  to  the  instantaneous  potential 
difierence  between  the  points  Tj  and  Ta  at  the  instant 
corresponding  to  the  moment  when  the  contact  with  the 
condenser  is  broken. 

The  rapidity  with  which  the  curves  of  instantaneous 
potential  can  be  determined  depends  to  a large  extent  upon 
the  perfection  of  the  insulation  of  the  condenser  and  voltmeter. 
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If  these  leak  to  any  sensible  degree  they  lose  charge  in  the 
intervals  between  the  contacts,  and  the  resulting  permanent 
deflection  is  too  small,  and  the  time  required  for  the  volt- 
meter to  take  its  full  steady  deflection  when  the  place  of 
contact  is  changed  is  greatly  increased.  Hence  it  is  necessary 
to  examine  this  question  of  leakage  carefully  before  placing 
implicit  reliance  on  the  voltmeter  and  condenser  actually 
used. 

The  value  of  the  instantaneous  potential  may  also  be 
determined  by  balancing  it  against  some  point  on  a slide  wire 
down  which  a known  fall  of  potential  is  created  by  a battery. 
The  arrangement  known  as  a potentiometer  consists  of  a uni- 
form fine  wire  stretched  over  a scale  down  which  a uniform 
fall  of  potential  is  created  by  a cell  or  two  of  a secondary  battery 
attached  to  its  extremities.  If  a sliding  contact  moves  over 
this  wire,  we  can  insert  between  one  end  of  the  potentio- 
meter wire  and  this  slider  any  source  of  electromotive  force, 
and,  by  moving  the  slider,  balance  the  fall  of  potential  down 
any  length  of  the  slide  wire  against  this  other  potential 
difference.  If  the  revolving  contact-maker,  connected  in  series 
with  a condenser,  is  placed  across  a proper  section  of  a 
divided  resistance,  which  resistance  is  across  the  terminals  of 
the  transformer,  the  contact-maker  will  close  the  circuit  of  the 
condenser  at  equal  periodic  intervals  and  give  it  a potential 
which  depends  upon  the  position  of  the  contact  of  the  contact- 
maker.  The  potential  of  this  condenser  can  then  be  measured 
on  the  slide  wire,  and,  knowing  the  value  of  the  two  sections 
of  the  divided  resistance,  we  are  able  to  determine  the  value 
of  the  instantaneous  potential  difference  between  the  terminals 
of  the  transformer. 

A revolving  contact-maker  for  determining  alternating- 
current  and  potential  curves  has  also  been  devised  by  Prof. 
Hicks.*  In  this  instrument  the  same  principle  is  adopted  as 
in  the  one  just  described.  A revolving  contact-maker  connects 
a condenser  intermittently,  but  at  definite  instants  in  the  period, 
to  a source  of  alternating  potential,  and  then  in  between  these 
contacts  discharges  the  condenser  through  a galvanometer. 
The  shifting  of  the  brush  contacts  varies  the  galvanometer 
deflection,  but  so  that  it  is  always  proportional  to  the  instan- 


* See  TIlc  Electrician,  Vol.  XXXIV.,  1895,  p.  698. 
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taneous  value  of  the  x^otential  charging  the  condenser.  Many 
other  forms  of  apparatus  have  been  described,  but  the 
principles  are  practically  the  same  as  those  above  referred  to. 
In  all  cases  a condenser  is  charged  through  a contact-maker, 
and  the  potential  of  the  condenser  determined  by  either  a 
galvanometer  or  voltmeter.  A few  practical  suggestions 
in  connection  with  the  construction  of  such  contact-makers 
may  be  useful.  In  the  first  place,  if  a condenser  and 
electrostatic  voltmeter  are  used,  care  must  be  taken  to  see 
that  both  are  very  highly  insulated.  The  use  of  the^ 
condenser  is  to  act  as  a reservoir  and  supply  the  electrical 
leakage  of  the  voltmeter.  If  a condenser  of  large  capacity 
is  employed,  then  the  contact  must  be  suitably  prolonged,  or 
else  the  condenser  will  not  be  charged  completely  during 
the  contact.  The  contact  springs  sometimes  give  trouble  by 
making  imperfect  contact  with  the  disc,  and  too  much  pressure 
must  not  be  applied  to  the  brushes,  or  else  they  create  a trail 
of  metallic  deposit  on  the  insulating  disc.  The  author  has 
found  a material  called  stahilit  a very  suitable  insulating 
material  for  the  construction  of  the  insulating  disc  of  the 
contact-maker,  and  the  contact  piece  may  be  a transverse  slip 
of  steel  or  hard  brass  let  into  it.  The  contact  springs  are  best 
made  of  steel,  tempered  and  well  cleaned  at  the  contact 
surfaces.  The  contact-maker  is  best  constructed  by  attaching 
a circular  disc  of  stabilit  or  ebonite  to  the  shaft  of  the  motor 
or  alternator  and  turning  it  up  very  accurately  on  the  shaft. 
The  metal  contact  slip  is  then  let  into  the  disc  and  a pair  of 
insulated  springs  are  carried  on  a rocking  arm  which  moves 
round  an  axis  co-axial  with  that  of  the  motor  or  alternator. 
As  the  disc  revolves  the  contact  slip  passes  under  the  springs, 
and  connects  them  together  for  an  instant.  These  springs  are 
connected  to  the  circuit  of  the  voltmeter  and  condenser,  so 
that  when  the  contact  is  made  between  the  springs  the  con- 
denser and  voltmeter  in  parallel  with  it  are  connected  to  the 
alternating  circuit  under  test  for  a short  instant.  The  instant 
during  the  period  when  the  contact  is  made  can  be  varied  by 
rocking  over  the  arm  carrying  the  springs. 

Prof.  Ryan  has  suggested  and  employed  a jet  of  salt  water 
as  a means  of  making  an  electric  contact.  Through  this  jet  a 
steel  needle  passes  at  an  assigned  instant  during  the  revolution. 
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With  care  and  proper  construction  the  steel  spring  contact- 
maker  works  very  well,  and  is  much  more  convenient  to  use 
than  a contact  in  which  a liquid  jet  is  employed. 

M.  lilondel  has  described  several  forms  of  instrument,  which 
he  calls  oscillographs,  for  the  direct  representation  by  optical 
means  of  the  form  of  alternating-current  curves,  enabling  us 
to  project  on  to  a screen  a luminous  line  having  the  form  of 
the  alternating  current  curve.  For  a description  of  these  we 
must  refer  the  reader  to  his  Paper  in  the  Comptes  Rendus, 
Vol.  CXVI.,  No.  10,  March  6,  1893,  p.  502,  and  to  The 
Electrician,  Vol.  XXX.,  March  17,  1893,  p.  571. 

§ 3.  Discussion  of  Transformer  Diagrams. — The  methods, 
some  of  which  have  been  described  in  the  previous  section 
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Fig.  173. — Curve  of  Electromotive  Force  of  Thomson-Houstou  Alternator 
on  Open  Circuit.* 

enable  us,  as  it  were,  to  look  inside  the  transformer  and  observe 
the  nature  and  order  of  the  electrical  operations  taking  place 
in  it.  We  shall  proceed  to  discuss  some  of  the  experimental 
results  which  have  been  thus  obtained.  In  the  first  place,  it 
must  be  noted  that  the  curve  of  primary  potential  difference, 
or  as  it  is  generally  called,  the  curve  of  primary  E.M.F,, 

* In  Figs.  175,  174,  175,  the  dots  represent  the  actual  position  of 
observations. 
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depends  upon  the  construction  of  the  alternator  producing  the 
electromotive  force,  and  also  upon  the  nature  of  the  circuit, 
whether  inductive  or  non-inductive,  which  that  alternator  is 
supplying.  Any  assumption  that  the  curve  of  primary 
potential  difference  is  always  a simple  sine  curve  is  very  far 
from  true.  The  form  of  the  curve  of  primary  electromotive 
force  is  not  even  a fixed  and  independent  attribute  of  the 
alternator.  The  form  of  the  E.M.F.  curve  of  the  alternator 
may  be  quite  different  when  taken  on  open  circuit  to  that 
which  it  is  when  taken  at  the  terminals  of  the  alternator 
when  this  last  is  loaded  with  an  inductive  or  non-inductive  load 
of  transformers.  In  Fig.  173  is  shown  the  curve  of  electro- 
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Fig.  174. — Curve  of  Electromotive  Force  of  Thomson-Houston  Alternator 
working  on  an  Inductive  Circuit. 

motive  force  of  a Thomson-Houston  alternator  at  no  load  or 
on  open  circuit,  and  in  Fig.  174  the  E.M.F.  curve  of  the 
same  machine  when  actuating  a load  of  transformers,  the 
secondary  circuits  of  which  are  lightly  loaded.  It  will  be 
seen  that  the  second  curve  is  quite  different  to  the  first, 
and  that  neither  of  them  is  even  approximately  a simple 
periodic  curve.  In  Fig.  175  is  shown  the  E.M.F.  curve  of 
a Mordey  alternator  at  full  load  on  a water  resistance.  It  is, 
then,  clear  that  no  assumption  must  be  made  as  to  the  con- 


Voits. 


THE  INDUCTION  COIL  AND  TRANSFORMER.  537 


stancy  of  the  form  of  the  curve  of  electromotive  force  of  any 
alternator,  but  that  the  form  of  the  curve  of  primary  terminal 
potential  difference  of  the  transformer  under  test  must  always 
be  determined. 
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Fig.  175. — Curve  of  Electromotive  Force  of  Mordey  Alternator  on 
Water-Resistance  Load. 


Degrees  of  Phase. 

Fig.  176. — Primary  E.M.F.  and  Primary  Current  Curves  of  Mordey 
Transformer,  on  Open  Secondary  Circuit,  supplied  ofif  Mordey  Alternator, 
with  no  other  load. 

We  have,  in  the  next  place,  to  consider  the  case  of  the 
transformer  when  the  secondary  circuit  is  open  or  unloaded, 
and  to  inquire  what  under  those  circumstances  is  the  form  and 
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relative  position  of  the  primary  terminal  potential  difference 
curve  and  the  primary-current  curve.  A number  of  examples  of 
such  curves  are  given  in  the  diagrams  on  pages  537  to  541. 
In  Figs.  176  to  183  are  shown  the  primary-current  curves 
and  primary  E.M.F.  curves  for  transformers  on  open  secondary 
circuit  made  by  the  Brush  Electrical  Engineering  Company 


Fig.  177. — Primary  E.M.F.  and  Primary  Current  Curves  of  Mordey 
Transformer,  on  Open  Secondary  Circuit,  supplied  off  Mordey  Alternator, 
furnishing  Current  also  to  other  transformers  lightly  loaded. 


Fig.  178.— Primary  E.M.F.  and  Primary  Current  Curves  of  Thomson- 
Houston  Transformer,  on  Open  Secondary  Circuit,  supplied  ofi*  Mordey 
Alternator,  with  no  other  load. 


and  the  Thomson-Houston  Company,  the  electromotive  force 
being  supplied  by  Mordey  or  Thomson-Houston  alternators 
in  various  states  of  load.  The  Mordey-Brush  transformers 
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are  50  kilowatt  size  and  the  Thomson- Houston  are  30  kilowatt 
size. 

It  will  be  seen  that  the  primary  current  under  these 
conditions  always  lags  behind  the  curve  of  primary  E.M.F. 
or  primary  terminal  potential  difference.  The  primary  current, 
when  the  secondary  circuit  of  the  transformer  is  open,  is  called 


Fin,  179. — Primary  E.M.F.  and  Primary  Current  Curves  of  Thomson- 
Houston  Transformer,  on  Open  Secondary  Circuit,  supplied  off  Mordey 
Alternator,  furnishing  Current  also  to  other  Transformers  lightly  loaded. 
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Deureea  of  Phase. 

Fig.  180. — Primary  E.M.F.  and  Primary  Current  Curves  of  Mordey 
Transformer,  on  Open  Secondary  Circuit,  supplied  off  Thomson-Houston 
Alternator,  with  no  other  load. 

the  magnetising  current  of  the  transformer.  Even  if  the 
curve  of  primary  potential  difference  is  nearly  a true  sine 
curve,  the  curve  of  primary  current  is  not  of  a similar 
character,  but  is  always  more  irregular.  The  form  of  the 
primary  current  curve  depends  not  merely  upon  the  form  of 
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the  primary  E.M.F.  curve,  but  upon  the  nature  of  the  iron 
used  in  the  iron  core  and  upon  the  structure  of  the  trans- 
former generally,  so  that  the  primary-current  curves  of  two 
transformers  by  different  makers  will  have  different  forms  of 


Fig.  181. — Primary  E.M.F.  and  Primary  Current  Curves  of  Mordey 
Transformer,  on  Open  Secondary  Circuit,  supplied  ofif  Thomson-Houston 
Alternator,  furnishing  Current  also  to  other  Transformers  lightly  loaded. 


Fig.  182. — Primary  E.M.F.  and  Primary  Current  Curves  of  Thomson- 
Houston  Transformer  on  Open  Secondary  Circuit  supplied  off  Thomson- 
Houston  Alternator  with  no  other  load. 


magnetising  current  curve,  even  if  worked  ofif  the  same 
alternator.  This  is  well  shown  in  the  curves  in  Figs.  176  and 
178,  in  which  a Brush  and  Thomson-Houston  transformer  are 
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worked  off  the  same  Mordey  alternator.  The  curve  of  primary 
E.M.F.  is  the  same  in  each  case,  but  the  curve  of  primary 
current  is  of  a quite  different  form.  This  is  brought  about  by 
differences  in  the  reluctance  of  the  iron  circuit  producing 
small  differences  in  the  form  of  the  curve  of  magnetic 
induction  in  the  core. 

By  comparing  Figs.  176andl81it  will  be  seen  that  the  form 
of  the  curve  of  primary  current  is  also  dependent  upon  the 
form  of  the  curve  of  primary  E.M.F.,  and  for  the  same 
transformer  the  curves  of  current  may  be  considerably  altered 
by  supplying  it  off  a different  alternator,  or  off  the  same 


Fig.  183. — Primary  E.M.F.  and  Primary  Current  Curves  of  Thomson- 
Houston  Transformer,  on  Open  Secondary  Circuit,  supplied  off  Thomson- 
Houston  Alternator,  furnishing  Current  also  to  other  Transformers  lightly 
loaded. 

alternator  in  different  states  of  load.  In  some  alternators, 
such  as  the  Mordey  alternator,  the  armature  reaction  is  very 
small  and  the  form  of  the  curve  of  electromotive  force  given 
by  the  machine  is  not  very  different  whether  the  machine 
is  worked  on  open  circuit  or  on  full  load,  on  water  resistance 
or  on  an  inductive  load.  In  the  case  of  a machine  with  large 
armature  reaction,  the  form  of  the  curve  of  electromotive 
force  will,  under  these  various  conditions,  be  greatly  altered, 
and  hence  the  form  of  the  primary-current  wave  of  trans- 
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formers  on  open  secondary  circuit  connected  to  it  will  be 
quite  different  also. 

We  pass  on  next  to  consider  the  form  and  position  of  the 
curve  of  secondary  terminal  potential  difference  or  secondary 
E.M.F.  when  the  transformer  secondary  circuit  is  open. 


Fig.  184.— The  Primary  E.M.F.  Curve  (firm  line)  and  Secondary  E.M.F. 
Curve  (dotted  line)  of  a Tliomson-Houston  Transformer  taken  off  a 
Thomson-Houston  Alternator.  The  Secondary  Curve  is  drawn  to  a scale 
which  makes  its  Maximum  Ordinate  equal  to  that  of  the  Primary  Curve, 
and  the  Curves  are  seen  to  be  identical  in  form. 


Fig.  185."  The  same  Primary  and  Secondary  E.M.F.  Curves,  delineated 
in  Fig.  184,  are  here  drawn  with  the  Secondary  Curve  (dotted)  reversed 
and  superposed  on  the  Primary  Curve  to  show  its  exact  coincidence  with 
the  Primary  Curve. 

It  is  found  that  this  curve  of  secondary  electromotive  force 
is,  under  these  conditions,  an  exact  copy  on  a reduced  scale  of 
the  curve  of  primary  E.M.F.,  and  that  it  is  in  exact  opposition 
to  it  in  phase.  In  Fig.  184  are  shown  the  curves  of  primary 
and  secondary  terminal  potential  difference  of  a Thomson- 


Secondary  Primary  Volts. 
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Houston  transformer  at  no  load.  The  primary  terminal 
potential  difference  curve  or  primary  E.M.F.  curve  is  repre- 
sented in  Fig.  184  by  a firm  line,  and  the  secondary  E.M.F. 
curve  by  a dotted  line.  The  secondary  curve  has  been  drawn 
to  such  a scale  that  the  ordinates  of  the  secondary  curve  are 
equal  to  those  of  the  primary  curve.  In  Fig.  185  the  curve 
of  secondary  E.M.F.,  represented  by  a dotted  line,  has  been 
reversed  and  drawn  over  the  primary  to  show  the  exact  coinci- 


Fig.  186. — Primary  E.M.F.  Curve  (I),  Primary  Current  Curve  (II)  and 
Secondary  E.M.F.  Curve  (III)  of  10-light  Westinghouse  Transformer  on 
Open  Secondary  Circuit. 


This  constitutes  one  of  the  most  valuable  properties  of  the 
transformer,  viz.,  that  it  copies  varying  or  periodic  potential 
difference  exactly  to  a reduced  or  increased  scale.  Hence,  if 
we  have  a pair  of  terminals  between  which  there  is  a periodi- 
cally-varying potential  difference  having  a \/mean- square 
value  of,  say,  2,000  volts,  and  we  attach  the  primary  circuit 
of  a suitably-wound  transformer  to  these  terminals,  we  can 
produce  a periodically-varying  potential  difference  of  lower 
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or  higher  value,  and  the  curve  of  which  is  an  exact  copy  to- 
a reduced  or  increased  scale  of  the  original.  We  shall  see 
later  on  that  useful  applications  can  be  made  of  this  fact. 

If  the  secondary  circuit  of  the  transformer  is  closed  by  a 
non-inductive  resistance,  such  as  incandescence  lamps,  then  the 
Curve  of  secondary  terminal  potential  difference  or  secondary 
electromotive  force  undergoes  a displacement  and  is  brought 
forward  or  lags  behind  the  curve  of  primary  electromotive 
force.  The  reason  for  this  is  to  be  found  in  the  magnetic 


Fig.  187. — Primary  E.M.F.  Curve  (I;,  Primary  Current  Curve  (II)  and 
Secondary  E.M.F.  Curve  (III)  of  10-light  Westinghouse  Transformer,  loaded 
to  one-tenth  of  full  load. 

leakage  across  the  magnetic  circuit  which  then  takes  place^ 
and  which  will  be  discussed  in  a later  section.  The  act  of 
closing  the  secondary  circuit  of  the  transformer  and  produc- 
ing a secondary  current  also  effects  a displacement  in  the 
position  of  the  primary- current  curve.  As  the  transformer 
is  loaded  up  the  primary- current  curve  is  displaced  backwards, 
so  that  the  lag  in  phase  between  the  primary  current  and 
primary  electromotive  force  is  decreased.  At  full  load  the 
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primary  current  and  secondary  electromotive  force  are  nearly 
in  opposition  of  phase.  This  is  seen  to  be  the  case  by 
examining  the  series  of  curves  in  Figs.  186  to  189,  which 
were  taken  by  Prof.  Ryan  from  a small  Westinghouse  trans- 
former, in  which  magnetic  leakage  is  not  by  any  means 
absent. 

We  have  next  to  consider  the  position  of  the  curve  of 
magnetic  induction.  The  curve  of  induction  is  obtained, 
as  already  described,  by  integrating  one  or  other  of  the 
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Fig.  188. — Primary  E.M.F.  Curve  (I),  Primary  Current  Curve  (II)  and 
Secondary  E.M.F.  Curve  (III)  of  10-lightWestinghouse  Transformer  loaded 
to  half  load. 


curves  of  electromotive  force.  The  process  of  obtaining  a 
second  curve,  by  taking  as  ordinates  the  area  up  to  successive 
abscissae  of  a first  curve  and  plotting  these  areas  as  new 
ordinates  to  the  limiting  abscissae,  is  a process  which  always 
has  the  effect  of  smoothing  out  irregularities  in  the  original 
curve,  so  that  if  the  first  curve  is  one  not  far  removed  in  form 
from  a simple  sine  curve  the  second  or  integration  curve  will 
be  more  nearly  still  a simple  sine  curve. 


N N 
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An  analytical  proof  of  this  is  as  follows : If  the  ordinate  y 
of  a periodic  curve  is  represented  by  a Fourier  series,  as  it 
can  always  be  if  periodic  and  single  valued,  then  y may 
be  expressed  by  the  series 

1/  = A sin ^ f + B cos ^ i + C sin  2 i + D cos  &c., 
where  A,  B,  0,  &c.,  are  constants.  Hence, 


or 


/BAD  F 

ydt=  - sin pi  - — COS pt-\-  — sin  2pt-  ^ cos  2pi  + &c.. 

p p 2 p 2p 

r DC 

p y dt  = B slnpt  - A cos p i + — sin  2 p i - —cos  2p i + &c. 
J 2p  2p 


Fig.  189. — Primary  E.M.F.  Curve  (I),  Primary  Current  Curve  (II)  and 
Secondary  E.M.F.  Curve  (III)  of  10-light  Westinghouse  Transformer  at 
full  load. 

It  will  be  seen  that  the  result  of  the  integration  has  been  to 
effect  a change  of  phase  of  all  the  components  and  to  weaken 
the  higher  harmonics  by  diminishing  the  coefficients  which 
denote  their  amplitudes.  Hence  the  process  of  forming  a new 
periodic  curve  by  taking  as  ordinates  the  area  of  a first 
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periodic  curve  up  to  successive  abscissae  always  has  the  effect 
of  wiping  out  irregularities  of  form  of  the  primary  curve,  and 
yielding  a curve  more  nearly  a simple  sine  curve.  It  follows, 
•therefore,  that  the  curve  of  magnetic  induction  is  always  less 
irregular  than  the  curve  of  primary  or  secondary  electromotive 
force  from  which  it  is  derived.  From  what  has  been  already 
said,  it  will  be  seen  that  the  curve  of  magnetic  induction  in 
the  core  has  its  maximum  value  at  the  moment  when  the 
electromotive  force  curve  from  which  it  is  derived  has  its 
zero  value.  We  may,  then,  sum  up  the  general  facts  about 
transformer  indicator  diagrams  by  saying  that  when  a trans- 
former is  at  work  we  have — 

1st.  A varying  potential  difference  between  the  primary 
terminals  which  follows  a certain  wave  form  depending — 

{a)  On  the  nature  of  the  alternator ; 

(6)  On  the  state  of  the  load  of  that  alternator,  whether 
full  or  light,  inductive  or  non-inductive  ; 

(c)  On  the  nature  and  construction  of  the  transformer 
connected  to  the  alternator. 

No  assumptions  must  be  made  as  to  the  form  of  this  curve, 
hut  in  every  case  its  true  form  at  the  terminals  of  the  trans- 
former under  test  must  be  determined.  The  curve  of  primary 
electromotive  force  has  widely  different  forms  in  the  cases  met 
with  in  practice. 

2nd.  If  the  transformer  has  its  secondary  circuit  open,  we 
have  a primary  current  flowing  into  its  primary  circuit  which 
is  called  the  magnetising  current,  and  which  lags  in  phase 
behind  the  curve  of  primary  electromotive  force.  As  the  trans- 
former secondary  circuit  is  loaded  up  this  curve  of  primary 
■current  is  brought  more  into  step  with  the  primary  electro- 
motive force  under  the  conditions  that  the  load  on  the 
secondary  circuit  is  a non-inductive  load. 

The  curve  of  primary  current  is  an  irregular  periodic  curve 
■the  form  of  which  is  affected  by  the  form  of  the  curve  of 
primary  electromotive  force  and  by  the  nature  of  the  trans- 
former, and  may  have  very  different  forms  as  these  two 
operating  causes  are  changed. 

3rd.  We  have  a curve  of  secondary  terminal  potential 
difference  which  is  in  exact  opposition  to  the  curve  of 
primary  terminal  potential  difference  when  the  transformer 

N N 2 
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is  on  open  secondary  circuit,  and  which  is  an  exact  copy 
of  the  curve  of  primary  potential  difference  to  a reduced  scale. 
This  curve  of  secondary  potential  difference  may  be  shifted 
forward  in  phase  as  the  transformer  secondary  is  loaded  up, 
so  as  to  come  more  nearly  into  opposition  with  the  curve  o^f 
primary  current. 

4th.  We  have  a curve  of  magnetic  induction,  and  this 
induction  is  not  the  same  in  different  parts  of  the  core,  or  the 
same  on  open  secondary  circuit  as  at  full  load.  The  form  of 
the  curve  is  always  more  nearly  a simple  periodic  curve  than 
is  the  form  of  the  curves  of  primary  and  secondary  terminal 
potential  difference. 

Each  of  these  curves  being  a periodic  single-valued  curve, 
can  be  expressed  by  a Fourier  series  and  analysed  into  con- 
stituent harmonics.  Thus  the  ordinate  of  the  curve  of 
primary  potential  difference  corresponding  to  any  instant  t 
reckoned  from  the  beginning  of  the  phase  can  be  expressed  by 
the  series 

^l  = ElSin^^-l-FlCOSj)^-^-E3sin3^9f-l-F3  cos  3^)  t 

-t-  Eg  sin  5^;  ^ -t-  Fg  cos  5^:)  ^ -t-  &c. 

The  constant  or  first  term  of  the  Fourier  series  is  zero, 
because  the  curve  is  always  symmetrical  above  and  below  the 
axis  of  time.  Moreover,  only  the  odd  harmonic  constituents- 
are  present,  viz.,  the  harmonics  whose  wave  lengths  are  one- 
third,  one-fifth,  &c.,  of  the  fundamental  wave  length,  and  if  by 
any  form  of  harmonograph  we  mechanically  resolve  any  of  these 
transformer  curves,  we  find  that  they  can  be  quite  adequately 
represented  by  the  first  three  odd  terms  of  the  Fourier  series — 
that  is  to  say,  we  can  build  up  any  transformer  curve  by 
adding  together  the  ordinates  of  three  simple  periodic  curves 
the  wave  lengths  of  which  are  in  the  ratio  of  1;3;5,  the 
amplitudes  and  relative  positions  being  suitably  chosen.  The 
reason  for  the  absence  of  the  even  harmonic  constituents — viz., 
those  whose  wave  lengths  are  J that  of  the  fundamental — is 
to  be  found  in  the  peculiar  symmetry  of  these  transformer 
curves.  On  looking  at  any  transformer  curve  it  will  be  seen 
that  it  is  of  such  a character  that,  if  the  portion  below  the  time 
axis  be  considered  to  be  reversed,  we  should  get  a repetition 
of  the  same  form.  Thus,  a curve  of  electromotive  force 
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in  Fig.  190,  when  so  treated,  becomes  rectified  into  that 
in  Fig.  191. 

On  considering,  then,  the  form  of  any  curve,  it  will  be  seen 
that  the  harmonic  constituents  must  be  such  that  if  we  move 
forward  ISOdeg.  along  the  time  axis  the  value  of  the  ordinate 
becomes  negative  but  remains  the  same  in  magnitude. 

If  e represents  the  ordinate  of  any  curve  at  any  point 
corresponding  to  an  instant  and  if  p as  usual  is  27r  n,  Where 


Fig.  190. — A Transformer  Curve  showing  the  typical  symmetry  of  all 
transformer  curves. 


Fig.  191. — The  same  Transformer  Curve  shown  in  Fig.  190,  but  with  the 
second  half  of  the  wave  rectified  to  show  the  typical  symmetry  of  the 
curve. 

n is  the  frequency,  then  we  can  represent  the  value  of  e by 
the  series 


<?  = El  sin  pt  + Fi  cos  2A  + E2  sin  2 + Fg  cos  2 pt 

+ E3  sin  3 p f + Fg  cos  3 pt-\-  &c. 

The  harmonic  constituents  must  be  such  that  if  we  put 
{pt  + 7r)  for  pi  the  value  of  e becomes  —e. 

It  is  easily  seen  that,  since  sin  (pi  + 7r)=— sin  pt  and 
-sin  {3  (pi  + 7r) } = — sin  3 p t,  &c.,  whereas  sin  {2  (pi  + 7r)} 
= sin  2 pt,  the  essential  condition  is  that  only  the  odd 
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harmonics  must  be  present.  Hence  the  expansion  of  the 
ordinate  of  the  real  transformer  curve  can  only  contain  the 
1st,  3rd,  5th,  &c.,  terms.  As  a matter  of  experience  it  is- 
found  that  any  transformer  curve  met  with  in  practice  can  very 


Fig.  192. — The  Harmonic  Analysis  of  the  Curve  of  E.M.F.  of  a Thomson- 
Houston  Alternator  at  no  Load.  The  thick  Curve  C is  the  Curve  of 
E.M.F.,  and  the  Curves  marked  Hi,  H3,  H5,  are  the  Harmonic  Cons titueuts- 
with  Wave  Lengths  in  the  ratio  of  1,  3,  5. 


Fig.  193. — The  Harmonic  Analysis  of  the  Curve  C of  E.M.F.  of  a- 
Thomson-Houston  Alternator  partly  loaded  up  on  water  resistance.  The 
Harmonic  Constituents  of  the  Curve  are  represented  by  the  Curves  marked 
Hi.  H3,  H5. 

nearly  be  represented  by  the  first  three  odd  terms  of  the  series, 
and  hence  any  observed  transformer  carve  can  be  very  quickly 
analysed  into  its  constituents  by  the  arithmetical  process 
explained  on  page  92. 

By  the  use  of  mechanical  harmonographs  or  analysers  this, 
can,  of  course,  be  very  easily  done,  and  an  illustration  ia 
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given  in  Figs.  192,  193  and  194  of  the  E.M.F.  curve  of  a 
Thomson-Houston  alternator  so  analysed.  The  curves  given 
in  Figs.  192,  193  and  194  were  analysed  for  the  author  by 
Mr.  G.  U.  Yule,  with  his  mechanical  harmonograph.  It 
will  be  noticed  that  w^hen  the  curve  0 is  symmetrical,  the 
harmonic  constituents  start  from  the  same  point,  and  have  no 
lag  relatively  to  one  another. 


Fig.  194. — The  Harmonic  Analysis  of  the  Curve  C of  E.M.F.  of  a 
Thomson-Houston  Alternator,  partly  loaded  up  on  Inductive  Resistance. 
The  Harmonic  Constituents  of  the  Curve  are  represented  by  the  Curves 
marked  Hi,  H3,  H5,  with  wave  lengths  in  the  ratio  of  1,  3,  5. 

§ 4.  Derivation  of  Curves  of  Power  and  Hysteresis. — 
From  the  curves  of  current,  electromotive  force,  and  induction 
obtained  as  above  described  we  can  construct  two  other  curves 
which  give  us  the  variation  of  the  total  power  supplied  to  the 
transformer,  and  the  total  loss  in  the  iron  core  per  cycle. 
These  curves  are  obtained  as  follows : — Let  us  assume  that  a 
set  of  transformer  curves  has  been  taken  when  the  trans- 
former is  on  open  secondary  circuit.  Taking  the  curves  of 
primary  current  and  primary  terminal  potential  difference, 
we  multiply  together  (as  explained  on  page  153,  § 23,  of 
Chapter  III.),  the  corresponding  ordinates  of  the  two  curves 
for  abscissae  taken  at  equidistant  points  on  the  time  axis, 
and  set  up  a new  ordinate  representing  the  value  of  the 
product  ei^  where  e is  the  primary  potential  difference  and 
i the  primary  current  at  the  same  instant.  This  product  set 
off  as  an  ordinate  defines  another  curve  called  the  power  curve^ 
and  the  true  mean  ordinate  of  this  power  curve  gives  us  the 
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mean  power  taken  up  in  the  transformer  at  no  load.  To 
obtain  the  true  mean  ordinate  of  the  power  curve  we  have  to 
integrate  the  whole  area  included  between  the  power  curve 
and  the  time  axis,  and  to  reckon  those  areas  which  lie  above 
the  time  axis  as  positive  and  those  which  lie  below  as  negative. 
The  total  area  of  the  positive  and  negative  parts  algebraically 
added,  and  divided  by  the  length  of  the  axis  representing  one 
complete  period,  gives  us  the  true  mean  ordinate  of  the  power 
curve.  Hence,  we  can,  from  the  transformer  diagram  taken  on 
open  secondary  circuit,  determine  the  mean  power  taken  up  in 
the  transformer.  The  amount  dissipated  in  heat  in  the  copper 
of  the  primary  circuit  is  generally  an  exceedingly  small 
fraction  of  the  total  loss,  and  hence  the  mean  power  obtained 
as  above  is  practically  the  value  of  the  power  taken  up  in  the 
iron  core. 

The  analytical  expression  of  this  fact  is  as  follows:  Taking 
the  fundamental  equation  for  the  transformer  on  open 
secondary  circuit,  viz., 

a t 

we  multiply  the  equation  all  through  by  and  obtain 

a t 


or  d ^ = R d if  + S Nj  d h. 

If  this  last  equation  is  integrated  between  the  limits  0 to 
T 

, where  T is  the  complete  periodic  time,  and  each  integral 

2 

2 

multiplied  by  — , we  obtain  an  expression  for  the  mean  power 
given  to  the  transformer  during  one  half-period.  Thus, 


Tjo  “ Tj„‘ 


2 S N,  /-I . 


T 


hi^d 
J 0 


b. 


The  first  term  on  the  left  hand  side  represents  the  true 
mean  power  given  to  the  transformer  in  one  half-period.  The 
second  term  represents  the  power  dissipated  as  heat  in  the 
primary  circuit  in  one  half-period,  and  the  third  term  repre- 
sents the  power  dissipated  on  eddy  currents  and  hysteresis  in 
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ihe  core  in  the  same  time.  If  a horizontal  line  is  taken,  and 
from  an  origin  distances  are  set  off  right  and  left  to  represent 
the  varying  values  of  the  primary  current  i during  the  period, 
and  vertical  ordinates  corresponding  to  these  abscissae  taken 
to  represent  the  values  of  the  induction  density  h in  the  core 
at  the  same  instant,  then  a curve  will  be  defined  which  will  be 
a cyclic  curve,  and  will  give  us  the  total  core  loss  per  cycle 
when  the  numerical  value  of  its  area  is  multiplied  by  the 
■factor  Ni  S.  If  the  iron  core  is  well  laminated,  eddy  current 
loss  will  be  practically  absent ; and  the  value  of  this  area, 
-therefore,  will  give  us  the  true  hysteresis  loss  in  the  iron. 


Magnetising  Force. 

Fig.  195. — Hysteresis  Curve  of  a Ganz  Transformer. 


Hence,  such  a curve  is  called  the  hysteresis  curve  of  the  core. 
In  Fig.  195  is  shown  the  hysteresis  curve  of  the  Ganz  trans- 
former, so  obtained  from  the  current  and  induction  curves  of 
-the  same  transformer  as  given  in  Fig.  170. 

In  order  to  obtain  the  correct  numerical  value  of  the 
■hysteresis  loss  per  cycle  it  must  be  noted  that  if  all  the  quan- 
tities S,  i and  h are  measured  in  C.G.S.  measure,  the  value  of 

the  integral  S Ni  J idh  will  give  us,  when  taken  round  one 

'Complete  cycle,  the  value  of  the  core  loss  in  ergs  during  one 
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complete  period.  And  this  value  has  to  be  divided  by  10'^  to- 
reduce  it  to  joules.  Since  the  integral  SN^Jidb  can  be 
written  J(N  i)  d (S  Z>),  we  see  that  the  core  loss  per  cycle  in 

joules  can  at  once  be  obtained  by  taking  the  area  of  a loop 
curve,  the  horizontal  ordinates  of  which  represent  the  periodic 
values  of  the  primary  ampere-turns,  and  the  vertical  ordinates 
the  corresponding  total  core  induction  during  one  complete - 
period,  taken  in  a unit  equal  to  10®  C.G.S.  units  of  magnetic 
induction. 

If  the  frequency  is  w,  then  n times  the  above  integral  gives 
the  loss  in  the  core  per  second  ; and  this  should  have  the  same  - 
numerical  value  as  the  mean  ordinate  of  the  power  curve 
which  measures  the  same  quantity.  The  practical  rule, 
therefore,  for  obtaining  the  core  loss  in  the  transformer  due  to  • 
the  hysteresis  and  eddy  current  loss  which  may  be  present  ^ 
is  as  follows : Draw  two  axes  at  right  angles ; on  the  hori- 
zontal axis  set  off  right  and  left  from  the  origin  distances  - 
which  represent  the  primary  ampere-turns  for  the  different 
instants  during  one  complete  period.  At  these  points  set  up  ordi- 
nates which  represent  the  total  induction  in  the  core  measured 
in  units  each  equal  to  10®  C.G.S.  units  of  magnetic  induction, 
and  complete  the  looped  curve  defined  by  these  ordinates. 
The  area  of  this  curve,  measured  in  terms  of  the  area  of 
a rectangle  one  side  of  which  is  the  length  taken  to  represent 
one  ampere-turn  and  the  other  side  is  the  length  taken  to 
represent  10®  C.G.S.  units  of  induction,  will  give  the  value 
of  the  core  loss  per  cycle  in  joules,  and  multiplication  of 
this  value  by  the  frequency  n will  give  the  mean  loss  of" 
power  in  the  core  in  watts.  The  number  so  obtained  will 
agree  closely  with  the  value  of  the  mean  ordinate  of  the 
power  curve  in  those  cases  in  which  the  copper  loss  in  the 
primary  circuit  when  the  transformer  is  not  loaded  can  be 
neglected. 

The  form  of  this  hysteresis  loop  will  depend  upon  the  manner 
in  which  the  magnetic  induction  in  the  core  varies  with  the 
magnetising  force,  and,  as  we  shall  see  presently,  the  area 
of  this  hysteresis  loop  depends,  amongst  other  things,  upon 
the  form  of  the  curve  of  primary  impressed  electromotive 
force. 
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§ 5.  The  Efficiency  of  Transformers. — If  the  secondary 
circuit  of  the  transformer  is  closed  through  a resistance,  and 
the  transformer  is  therefore  loaded  up,  the  power  given  to  the 
primary  circuit  in  part  reappears  in  a transformed  form  in  the 
external  secondary  circuit.  As  by  far  the  most  frequently 
presented  case  in  practice  is  that  in  which  the  resistance 
which  closes  the  secondary  circuit  consists  of  incandescence 
lamps  or  other  practically  non-inductive  resistances,  we  shall, 
therefore,  in  the  first  instance  assume  that  the  external 
secondary  circuit  is  an  inductionless  resistance.  Under  these 
conditions  the  secondary  current  is,  to  a close  approximation, 
in  step  or  synchronism  with  the  secondary  electromotive  force, 
and  the  mean  power  given  to  the  external  secondary  circuit  is 
measured  by  the  product  of  the  mean-square  value  of  the 
secondary  current  strength  and  the  mean-square  value  of  the 
potential  difference  of  the  secondary  terminals.  If  w^e  denote 
by  Pa  the  power  thus  given  up  to  the  external  secondary 
circuit,  and  similarly  by  P^  the  power  given  up  to  the  primary 
circuit,  the  ratio  of  Pa  to  Pj  is  called  the  effi^ciency  of  the  trans- 
former. This  efficiency  is  generally  expressed  as  a percentage, 
and  will  be  denoted  by  the  symbol  c.  Hence 

£=100 

Pi 

The  difference  between  Pj  and  Pg  is  represented  by  the 
power  lost  in  the  core  and  dissipated  in  the  copper  circuits  of 
the  transformer.  If  the  symbol  Cj  stands  for  the  mean-square 
value  ( V mean^)  of  the  primary  current,  and  Ca  for  that  of  the 
secondary  currents  at  any  time,  and  if  and  Ra  are  the  resis- 
tances of  these  circuits  when  warm  and  at  that  time,  then  the 
power  wasted  in  the  primary  and  secondary  circuits  respec- 
tively is  Ci^  Ra  and  Ca^  Ra,  and  if  H is  the  core  loss,  viz.,  the 
iiysteresis  and  eddy-current  loss,  then 

Pa-Pa=Ca^R  + Ca^P.  + H, 

on  the  assumption  that  there  are  no  eddy-current  losses  or 
energy  dissipations  in  the  copper  circuits,  or  in  the  iron  case 
or  framework  of  the  transformer. 

One  of  the  most  important  measurements,  therefore,  which 
it  is  necessary  to  make  in  connection  with  transformers  is  the 
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measurement  of  the  power  given  to  the  primary  circuit.  We 
shall  defer  to  a later  chapter  on  transformer  testing  a full 
discussion  of  the  various  methods  w'hich  can  be  employed  for 
determining  either  the  magnitude  of  the  quantity  Pi  or  of  the 
difference  Pi  - Pg  in  the  case  of  a transformer  at  any  load.  It 
may  suffice  to  state  at  present  that  one  way  in  which  this 
measurement  can  be  made  is  by  means  of  a properly  con- 
structed w’attmeter,  which  measures  directly  the  power  Pj 
given  to  the  primary  circuit.  The  objection  to  this  method  is 
that  any  error  made  in  evaluating  Pj  appears  to  the  same 
extent  and  percentage  in  the  ratio  of  Pg  to  P^  and  therefore  in 
the  efficiency.  Hence  other  methods  have  been  devised  for 
measuring  directly  the  difference  Pj  - Pa.  However  the  value 
of  the  efficiency  may  be  determined,  the  results  are  best  set 
down  in  the  form  of  an  efficiency  curve  as  follows : Each 
transformer  is  constructed  to  give  safely  a certain  output  of 
power  to  the  secondary  external  circuit,  which  is  called  its 
full  load,  and  is  stated  generally  in  watts  or  kilow^atts.  The 
load  on  the  secondary  circuit  in  any  other  cases  can  be 
expressed  as  a fraction  of  the  full  load.  To  draw  an  efficiency 
curve  for  any  transformer,  a horizontal  line  is  taken,  on 
which  are  marked  off  the  decimal  fractions  of  the  full  load, 
and  at  these  points  are  set  up  ordinates  which  represent  the 


percentage  efficiencies  at  these  loads,  viz.,  the  value  of  100 


Pi’ 


where  Pi  is  the  power  given  to  the  primary  circuit  and  Pg  is 
the  power  given  to  the  external  secondary  circuit.  The  ex- 
tremities of  these  ordinates  delineate  the  efficiency  curve. 

In  Figs.  196  and  197  are  shown  the  efficiency  curves  of 
various  transformers.  It  will  be  seen  that  the  chief  difference 
is  that  the  more  modern  transformer  has  a higher  efficiency 
at  the  low  loads.  A good  transformer  of  any  moderate  size 
should  have  at  least  80  per  cent,  efficiency  at  one-tenth  load. 
And  larger  transformers  of  15  and  20-kilowatt  size  and 
upwards  will  reach  to  90  per  cent,  efficiency  or  more  at  one- 
tenth  of  full  load. 

Another  method  of  delineating  the  efficiency  is  to  piot  the 
difference  Pj  - P.^  in  terms  of  Pa ; in  other  words,  to  plot  a 
curve  the  abscissje  of  which  represent  the  secondary  output 
Pa,  and  the  ordinates  of  which  represent  the  total  loss  of 
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Fractions  of  Full  Secondary  Load. 

Fig.  196. — Efficiency  Curves  of  Transformers. 


Fractions  of  Full  Secondary  Load. 

Fig.  197. — Efficiency  Curves  of  Transformers. 


In  the  above  diagrams,  horizontal  distances  represent  the  decimal' 
fractions  of  full  secondary  load,  and  vertical  ordinates  the  percentage 
efficiency  corresponding  thei’eto.  The  numbers  against  the  curves  refer 
to  the  following  transformers  : — 


No.  9. 


12. 


5 horse 
5 


-power  Ferranti  Transformer 
?) 


20.  15 
23.  15 


)7 

» 

)5 


27.  20 
31.  6 
35.  4-5 
39.  4 
45.  3 
16.  6-5 


kilowatt 


7) 

77 


77  77  * • * • • • 

Mordey  Transformer 

Til omson- Houston  Transformer  ... 
Kapp  Transfoinner 

“ Hedgehog”  (Swinburne)  Transformer 
Westinghouse  Transformer 


1885  type. 
1885  type 
rewound. 
1892  type. 
1892  type 
rewound. 
1892  type. 
1892  type. 
1892  tyi^e. 
1892  type. 
1892  type. 
1892  type. 


out 
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power  in  the  transformer,  viz., 
Pj  - Pg.  In  Fig.  198  is  shown 
such  a curve  drawn  for  a 
6,500  - watt  Westinghouse 
transformer.  The  ordinates 
of  the  upper  curve  give  the 
value  of  Pi  — Pa  corresponding 
to  the  secondary  output  Pg. 

One  important  question 
which  arises  in  this  connec- 
tion is  whether  the  true  iron 
core  loss  by  hysteresis  remains 
constant  at  all  loads  of  the 
transformer.  This  was  at  one 
time  denied.  It  has,  how- 
ever, been  shown  by  careful 
experiments  that  the  hys- 
teresis loss  in  the  iron  core 
is  sensibly  constant  at  all 
loads.* 

The  iDroof  of  this  was 
obtained  by  careful  measure- 
ments made  of  the  total 
energy  loss  P - Pa  for  various 
transformers.  This  value  was 
plotted  down,  as  in  Fig.  198, 
in  terms  of  the  secondary  out- 
put Pa.  On  the  same  diagram 
was  drawn  a curve  represent- 
ing the  total  copper  loss  or 

R loss  for  the  primary 

* The  reader  may  be  referred  to 
a Paper  by  the  author  in  the  Pro- 
ceedings of  the  Institution  of  Elec- 
trical Engineers,  Vol.  XXI.,  1892, 
entitled  “ Experimental  Pe-^earchep 
on  Alternate  - Current  Transfor- 
mers,” for  full  information  on  the 
experimental  methods  by  which  this 
question  has  been  settled.  See 
also  The  Electrician,  Vol.  XXX., 
pp.  97,  120,  162,  416. 


S1J.VM  -iscn 
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and  secondary  circuits  taken  together.  These  two  curves 
are  found  to  be  sensibly  parallel  to  each  other  through- 
out their  whole  range,  and  hence  the  true  iron  core  loss  or 
hysteresis  loss  is  a constant  quantity  at  all  loads.  This  is 
a necessary  consequence  of  the  fact  that  in  constant  potential 
transformers  as  designed  for  ordinary  electric  lighting  work 
the  induction  in  the  core  is  constant  at  all  loads,  and  this  in 
turn  is  a consequence  of  the  fact  that  the  resultant  mag- 
netising force  in  the  core  is  constant  for  all  loads.  Generally 
speaking,  we  may  state  that  for  all  fairly  well  designed  closed 
iron  circuit  constant-potential  transformers  the  iron  core  loss  is 
constant  for  all  loads.  This  enables  us  to  determine  the 
efficiency  curve  for  any  transformer  of  this  description  by  three 
measurements.  If  we  measure  the  total  power  loss  in  the 
transformer  at  no  load  we  have  the  quantity  which  is  constant 
ai  all  loads.  Call  this  loss  in  watts  w.  If,  then,  we  measure 
the  resistances  of  the  primary  and  secondary  circuits  and 
'Correct  these  values  so  as  to  obtain  the  true  resistances  Kj 
and  R2  of  the  copper  circuits  at  the  final  temperature  reached 
by  the  transformer  when  working,  we  can  calculate  the  copper 
losses  Ci^  Ri  and  Ci  R.2  for  various  values  of  the  output  of  the 
transformer.  We  can  determine  the  value  of  the  primary 
current  Ci  corresponding  to  any  value  of  the  secondary  current 
‘C2  to  a sufficient  approximation  for  this  purpose  by  taking  it  as 
N 

eoual  to  Ca  — where  K and  Na  are  the  number  of  turns  of 

the  primary  and  secondary  circuits  respectively.  Hence,  the 
total  copper  loss  in  the  transformer  is  very  approximately 
equal  to 


and  the  total  power  Pj  given  to  the  primary  circuit  conse- 
quently corresponding  to  any  secondary  output  Ca  Va,  where 
Va  is  the  secondary  terminal  potential  difference,  is  given 
by  the  equation 

P,=  «'  + C, E.+E,j 

and  P2=CaVa. 

Hence  the  ratio  of  Pg  to  Pi,  or  the  efficiency  at  various 


EFFICIENCIES  of  Vakious  Transforriers  Calculated  from  Curves  of  Total  Losses.  From  Observations 
WITH  THE  Wattmeter.  These  are  the  Results  from  which  the  Curves  are  plotted  in  Figs.  196  and  197. 
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loads,  can  be  calculated.  This  is  a convenient  and  fairly 
accurate  method  to  adopt  in  the  case  where  we  are  testing 
large  transformers.  It  is  sometimes  very  difficult  or  impos- 
sible then  to  obtain  the  necessary  non-inductive  load  in  the 
form  of  incandescence  lamps  for  very  large  loads  such  as  40 
or  50  kilowatts,  and  in  that  case  the  above  procedure  may  be 
followed.  The  table  on  page  560  gives  the  results  of  a large 
number  of  transformer  efficiency  measurements  made  by  the 
author  in  1892,  employing  many  forms  of  transformers  then 
in  use. 

The  table  shows  particularly  what  a great  advance  was 
made  in  transformer  manufacture  in  the  course  of  the  seven 
years  between  1885  and  1892. 

In  the  case  of  larger  transformers  the  efficiency  curves  can 
be  made  still  more  square-shouldered,  and  efficiencies  of 
over  90  per  cent,  obtained  at  one-tenth  load. 

Since  the  core  loss  at  no  load  is  an  important  factor  in 
determining  the  efficiency  of  the  transformer,  it  is  obvious 
that  no  transformer  can  have  a high  efficiency  at  light  loads 
unless  the  core  loss  is  small.  The  iron  core  loss  or  no-load 
loss  in  the  case  of  transformers  of  30  kilowatt  size  and 
upwards  can  now  be  made  to  be  less  than  1 per  cent,  of 
the  full  secondary  output.  That  is  to  say,  it  is  possible  to 
make  the  iron  core  loss  of  a 50-kilowatt  transformer  not 
more  than  400  watts.  In  the  case  of  smaller  transformers, 
from  1 to  15  kilowatts,  the  core  loss  will  in  general  be  from  3 
to  1-3  per  cent,  of  the  full  secondary  output.  Thus,  a 1-kilo- 
watt transformer,  or  one  capable  of  giving  out  1,000  watts  in  its 
external  secondary  circuit,  is  a fairly  good  one  if  it  has  a core 
loss  of  not  more  than  30  watts,  or  3 per  cent,  of  its  full  load ; 
a 6-kilowatt  transformer  if  it  has  a core  loss  of  not  more  than 
120  watts,  or  2 per  cent. ; and  a 15-kilowatt  transformer  is 
good  if  its  core  loss  does  not  exceed  225  watts,  or  1*5  per 
cent.  These  figures  will  be  a guide  to  the  reader  to  know  what 
the  core  loss  may  be  expected  to  be  found  in  various  cases. 

We  shall  consider  presently  the  causes  which  affect  the 
magnitude  of  the  core  losses. 

§ 6.  Current  Diagram  of  a Transformer. — Let  a horizontal 
line  be  taken  on  which  are  set  off  distances  proportional  to 

00 


o 
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Fig.  200.— Current  Diagram  of  3,000-Watt  Swinburne  (Hedgehog)  Transformer. 
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the  power  output  on  the  external  secondary  circuit,  that  is,  to 
the  secondary  load  of  a transformer,  and  let  ordinates  at  these 
^points  be  drawn  to  any  scale  representing  the  magnitudes  of 
the  primary  and  secondary  currents,  the  scale  of  the  primary 
current  ordinates  being  taken  so  that  if  one  unit  of  length 
represents  one  ampere  of  primary  current,  and  the  scale  of  the 


secondary  current  so  that  one  unit  of  length  represents 


N, 

Nx 


times  the  corresponding  secondary  current,  then  we  shall 
delineate  the  lines  called  the  current  curves.  For  any  closed 
circuit  transformer  of  constant  potential  type  these  current 
are  nearly  two  lines  running  nearly  parallel  to  each  other  as 
shown  in  Fig.  199.  If  stands  for  the  mean-square  value 
of  the  primary  current,  and  Ca  for  that  of  the  secondary 
•current,  and  if  Ni  and  Na  are  the  numbers  of  the  primary  and 
secondary  turns  respectively,  then  experiment  shows  that  a 
good  type  of  closed  magnetic  circuit  constant  potential  trans- 
N 

dormer  ~ Ca  is  a nearly  constant  quantity,  and  that  this 
•1^1 


difference  is  practically  the  same  as  the  mean-square  value  of 
the  primary  current  when  the  transformer  is  not  loaded.  Let 
this  last  be  called  Cj.  Then 


«i=Cx-|c„ 


•or 


Cx  Wj  — Cj  Nj  Ca  Na* 


In  other  words,  the  difference  of  the  primary  and  secondary 
ampere-turns  at  all  loads  is  a constant  quantity,  and  is  equal 
to  the  ampere-turns  at  no  load.  This  is  merely  the  expression 
of  the  fact  that  the  magnetomotive  force  acting  on  this 
magnetic  circuit  is  a constant  quantity,  and  that  therefore  the 
induction  is  constant  as  well.  This  is,  however,  not  the  case 
for  open-circuit  transformers.  In  Fig.  200  is  shown  the 
•current  curves  for  a Swinburne  “Hedgehog”  transformer,  and 
it  will  be  seen  that  the  difference  of  the  primary  and  secondary 
ampere-turns  is  not  constant,  but  increases  as  the  load  dimi- 
nishes. This  is  a consequence  of  the  fact  that  in  the  open 
circuit  transformer  the  difference  of  phase  between  the  primary 
and  secondary  currents  is  considerable  at  light  loads,  but 
•becomes  less  as  the  transformer  is  loaded  up,  and  that  there- 

o o 2 
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Table  A. — Test  of  a Westinghouse  Transfurmer, 

Power,  6,500  watts.  Secondary  volts,  100. 

Frequency  used,  82‘5  periods  per  second. 

Average  final  temperature  of  transformer,  96°F. 

Volts  on  primary  circuit  (Yi)  = 2,400  (kept  constant). 
Primary  circuit  resistance  = 5-95  ohms  at  96°F. 
Secondary  circuit  resistance  = 0'0108  ohm  at  96°F. 


Secondary  Circuit. 

Primary  Circuit. 

Total  power  taken 

up  in  transformer 

= Wi-Wo. 

Efficiency, 

Wo 

Wi’ 

in  per  cent. 

Volts. 

Amperes. 

Power 
taken out 
in  watts, 
W2. 

Volts. 

Amperes. 

Power 
given  in 
watts 

= Wi. 

101-0 

0 

0 

2,400 

0-050 

95 

95 

0 

100-9 

1-00 

101 

0-100 

205 

104 

49-3 

100-8 

1-98 

200 

0-140 

306 

106 

65-4 

100-8 

2-94 

296 

yy 

0-180 

401 

105 

73-7 

100-7 

3-87 

390 

yy 

0-218 

493 

103 

79-1 

100-7 

4-79 

482 

0-250 

597 

115 

80-7 

100-7 

8-00 

806 

yy 

0-382 

920 

114 

87-6 

100-4 

10-15 

1,019 

yy 

0-472 

1,139 

120 

89-5 

100-3 

13-07 

1,311 

yy 

0-580 

1,440 

129 

91-1 

100-1 

18-00 

1,802 

yy 

0-800 

1,930 

128 

93-4 

100-1 

19-90 

1,992 

yy 

0-880 

2,118 

126 

94-1 

100-0 

21-93 

2,195 

yy 

0-960 

2,330 

127 

94-1 

100-0 

24-74 

2,474 

yy 

1-080 

2,609 

135 

94-8 

100-0 

29-66 

2,966 

yy 

1-285 

3,096 

130 

95-8 

99-8 

37-20 

3,713 

yy 

1-610 

3,870 

157 

96-0 

99-5 

’42-00 

4,179 

yy 

1-810 

4,324 

145 

96-7 

99-3 

46-65 

4,633 

yy 

2-002 

4,792 

150 

96-9 

99-2 

50-40 

5,000 

yy 

2-160 

5,174 

174 

96-7 

99-0 

52-16 

5,164 

yy 

2-240 

5,422 

258 

95-3 

98-9 

55-60 

5,499 

yy 

2-383 

5,702 

203 

96-1 

98-8 

57-68 

5,700 

yy 

2-478 

5,885 

185 

96-9 

98-9 

59-32 

5,867 

yy 

2-550 

6,041 

174 

97-3 

98-7 

61-32 

6,053 

yy 

2-633 

6,271 

218 

96-7 

98-8 

62-16 

6,142 

ty 

2-672 

6,344 

202 

£6-8 

98-7 

63-00 

6,218 

yy 

2-700 

6,426 

208 

96-8 

98  7 

64-00 

6,317 

yy 

2-750 

6,522 

205 

96-9 

98-6 

64-74 

6,384 

2-775 

6,598 

214 

96-9 

fore  there  must  be  an  increase  in  mean-square  or  maximum 
value  of  the  primary  current,  so  that  its  greater  value  at  light 
loads  is  a compensation  for  the  greater  difference  of  phase 
between  the  primary  and  the  secondary  current.  This  is  on 
the  assumption  that  the  secondary  circuit  is  a practically  non- 
inductive  circuit.  If  the  carefully-drawn  current  diagram  of 
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Table  B. — Test  of  a Swinburne  Hedgehog  ” Transforiiur, 
Power,  3,000  watts.  Secondary  volts,  100. 

Frequency  used,  81’1  periods  per  second. 

Average  final  temperature  of  transformer,  145°F. 

Volts  on  primary  circuit  (Vi)  = 2,400  (kept  constant). 
Primary  circuit  resistance  = 24*00  ohms  at  145°F. 

Secondary  circuit  resistance  = 0'051  ohm  at  145°F. 


Secondary  Circuit. 

Primary  Circuit. 

C t. 

(U  <u 

U g 

O 

rt.S 
o P. 

H P 

1 « 

p. 

w c 

Volts. 

Amperes. 

Power 
taken  out 
in  watts, 
W2. 

Volts. 

Amperes 

Power 
given  in 
watts  Wi. 

101-8 

0 

0 

2,400 

0-756 

121 

121 

0 

101-7 

1 00 

102 

>> 

0-761 

213 

111 

47-9 

101-5 

2-97 

301 

}9 

0-786 

414 

113 

72-7 

101-3 

4 84 

490 

0-811 

608 

118 

80-6 

101-3 

6-00  ' 

t07  . 

99 

0-829 

730 

123 

83-1 

101-2 

8-00 

810 

99 

0-862 

943 

133 

85-9 

101-0 

10-20 

1,030 

91 

0-915 

1,161 

131 

88  6 

100-9 

12-00 

1,211 

99 

0960 

1,361 

150 

89  0 

100-6 

14-00 

1,408 

99 

1-013 

1,551 

143 

90-8 

100-3 

15-87 

1,5'2 

99 

1-066 

1,750 

158 

91-1 

100-0 

17-89 

1,789 

99 

1-133 

1,951 

162 

91-7 

100-0 

19-80 

1,980 

99 

1-197 

2,129 

]49 

93-0 

99-9 

21-12 

2,180 

99 

1,260 

2,344 

164 

93-0 

99-7 

23-66 

2,359 

99 

1-321 

2,525 

166 

93-3 

99-5 

25-46 

2,534 

1-397 

2,732 

198 

92-8 

99-3 

26-46 

2,628 

99 

1-430 

2,823 

195 

93-2 

99-1 

27-42 

2,718 

99 

1-465 

2.914 

196 

93-4 

99-0 

28-28 

2,8C0 

99 

1-500 

2,988 

188 

93-7 

98-9 

29-26 

2,896 

99 

1-532 

3,103 

207 

95-3 

99-0 

30-20 

2,9c0 

99 

1-566 

3,185 

195 

94-0 

any  closed-circuit  transformer  of  constant-potential  type  are 
examined,  it  will  be  seen  that  the  difference  between  the  ordi- 
nates of  the  primary  and  secondary  current  curves  or  lines 
increases  slightly  very  near  the  origin,  and  as  we  shall  see  pre- 
sently this  is  an  indication  of  the  fact  that  the  primary  current 
is  for  all  loads,  except  very  small  ones,  practically  in  exact 
opposition,  as  regards  phase,  to  the  secondary  current.  As  an 
example  of  the  measurements  of  a complete  test  of  a closed 
circuit  and  open  circuit  transformer,  we  give  on  page  564 
and  above,  in  Tables  A and  B,  the  figures  obtained  for  a 
Westinghouse  and  Swinburne  transformer  respectively. 
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§ 7.  The  Power  Factor  of  Transformers. — If  under  anf 
conditions  of  load  on  the  secondary  circuit  we  measure  tho 
true  power  Pj  being  taken  up  by  the  primary  circuit,  and  also 
the  mean-square  (V' mean^)  value  A of  the  primary  current 
and  the  mean-square  value  V of  the  primary  terminal  potential 
difference,  the  ratio  of  Pj  to  the  product  A V is  called  the 
poiver  factor  of  the  transformer  at  that  load.  The  product 
A V is  often  called  the  apparent  power  or  apparent  watts  given 
to  the  transformer,  and  the  value  of  Pj  is  the  true  power 
or  true  watts  given  to  the  transformer.  Hence  the  power 
factor  (F)  is  defined  thus  : — 

Power  fac-'l^  _ True  power  in  watts  given  to  the  transformer 

tor  (F)  / Apparent  power  in  watts  given  to  the  transformer 

The  above  relation  may  be  symbolically  expressed  by 
writing 

“ Pi=(PA)v. 

This  last  mode  of  writing  it  exposes  the  appropriateness  of 
the  term  “power  factor”  ; since  we  see  that  it  is  a factor  by 
which  the  value  of  the  total  mean-square  value  of  the  current 
must  be  multiplied  to  obtain  that  current  which,  when  multi- 
plied by  the  mean-square  value  of  the  potential  difference 
V,  will  give  the  true  mean  power  being  taken  up  in  tho 
circuit.  Thus,  if  the  power  factor  is  denoted  by  F,  this 
signifies  that  the  portion  F A of  the  current  A is  effective  in 
conveying  power,  and  the  remainder  (1  - F)  A is  ineffective, 
or,  as  it  is  sometimes  called,  is  the  wattless  component  of  the 
current.  Hence,  we  may,  in  imagination,  divide  the  apparent 
power  AV  into  two  portions:  a part  FAV,  which  is  a measure 
of  the  true  power  given  to  the  circuit ; and  a part  (1  - F)  AV, 
which  is  the  wattless  or  powerless  portion. 

The  true  power  is  obtained  from  the  correct  wattmeter 
reading,  and  the  apparent  power  A V is  the  value  of  the  product 
of  the  readings  of  an  electrostatic  voltmeter  used  to  measure 
the  mean-square  value  of  the  potential  difference  and  that  of 
an  alternating-current  ammeter  used  to  measure  the  mean- 
square  value  of  the  current.  A very  important  constant  with 
respect  to  any  transformer  is  its  power  factor  at  no  load  or  on 
open  secondary  circuit,  and  the  Table  on  page  567  gives  the 


Power  Factors  of  Various  Types  of  Transformers  at  No  Load,  or  on 
Open  Secondary  Circuit. 
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Alternator 
employed  for 
test. 

Ferranti. 

ditto. 

ditto. 

ditto. 

ditto. 

ditto. 

ditto. 

ditto. 

ditto. 

ditto. 

ditto. 

ditto. 

ditto. 

ditto. 

ditto. 

Mordey. 

Thomson-Houston. 

Power 
factor  = 

Pi 

AV. 

K)  to 

vOoorroLOO'— iLOOLOCTir"*— 

vO'Or^t>[>t>cpco^oc>i>cpipvpi><jr 

ooooooooooooooooo 

Apparent 

power 

absoi'bed 

=AV. 

CMOOOOOOOCNlOiLOCOOCvlvOCTiCCCOct 

K500rHOU)COO[>i-l03CO[>ai':i-COOa 

CO  O CO  i-H  CN  tH  i-I  ro  03  r-J^ 

iH  tH  CVl  I— 1 

True 
power  in 
watts  taken 
up  in 

transformer 
at  no  load 

= Pl- 

COO'^COCTiCOCOCOCOsOUOOi-tCOCMOr'* 

oo-^'^[>tHK)'^cMi-iioa3^vOOLoa3LO 

CM  LO  ^ lO  0^i-H  rHCMrHi-t  r-1  i-li-tI>UO 

Primary 
volts  = V. 

vOOiOD-CDOOOOOOOCNIOOOO 

.-lOrO^COOOOOOOOOSOOOO 

of  oa'  cm"  cm"  cm"  cm"  cm"  cm"  cm"  cm"  cm"  cm"  cm"  cm"  cm"  cm"  cm" 

Magnetis- 
ing current 
in  am  pel  es 
= A. 

t>  vO  cm  5^  vO  CM  K)  to  CM 

COrOLO^I>[>I>rHe:tCJ3LOI>rOCO^(03vO 
rHK)CMrOtOOOrHt>rHOOOOi-H«3-tp 
OOOOOOOOOiHOOOOOOO 

Maximum 
output  in 
watts  from 
secondary. 

lOOOOOOOOOOOOOOOOO 

|>aoOLOOOLOOOOOOLOOOOO 

00  I>  to  CM^^O  lO^CM  OOOtOO[>iOOOO 
r-T  to"  t>"  r-T  to'  o"  r-T  Lo"  to"  md"  o"  vo"  «a-"  o"  c5“ 

1— 1 T-l  I— I tH  to  to 

RANSFORMER. 

385  pattern 

ditto  

ditto  

ditto  

ditto  

392  pattern 

ditto  

ditto  

(Hedgehog) 

ditto  

ise  

92  pattern  

ditto  

[ouston 

94!.’.*  .’!!  !.*;  !!! 

[ouston 

Ferranti,  1! 
Ditto 
Ditto 
Ditto 
Ditto 
Ferranti,  1 
Ditto 
Ditto 
Swinburne 
Ditto 

Westinghoi 
Mordey,  18 
Ditto 
Thomson-I 
Kapp 

Mordey,  1£ 
Thomson-I: 
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values  of  the  no-load  power  factor  for  various  types  of  trans- 
formers taken  on  certain  alternators. 

Generally  speaking,  it  is  found  that  the  power  factor  of 
most  closed  iron  circuit  transformers  has  a value  lying  between 
0*5  and  0*8,  but  that  for  induction  coils  on  open-circuit 
transformers,  such  as  the  “Hedgehog”  transformer,  the  power 
factor  is  about  one-tenth  of  the  value  for  closed  iron  circuit 
transformers. 

It  must  not  be  supposed,  however,  that  the  power  factor  of 
an  induction  coil  or  transformer  has  a constant  and  fixed 
value  for  any  particular  transformer.  The  value  of  the  power 
factor  is  affected  to  a very  considerable  degree  by  the  form  of 
the  curve  of  primary  terminal  potential  difference,  and  may 
vary  within  wide  limits  according  as  the  curve  is  varied  in 
form. 


Power  Factors  of  Transformers  taken  off  different  Alternators  at 
the  same  Primary  Voltage. 


Transformer. 

j 

1 

Size  in  1 

Kilow’tts 

Power  Factor. 

Magnetising  Currents 
in  Amperes. 

On 

Thomson- 

Houston 

Alternator 

On 

INIordey 

Alternator 

On 

Thomson- 

Houston 

Alternator 

On 

Mordey 

Alternator 

Mordey-Brush  . . . 

50 

0-609 

0-704 

0-668 

0-623 

Thomson-Houston 

30 

0-490 

0-536 

0-562 

0*569 

Mordey-Brush  . . . 

18 

0-685 

0-751 

0-326 

0*332 

In  the  Table  above  are  given  the  power  factors  at  no 
load  of  three  transformers  taken  off  a Mordey  alternator 
having  an  E.M.F.  curve  similar  to  that  shown  in  Fig.  175, 
and  a Thomson-Houston  alternator  having  an  E.M.F.  curve 
of  the  kind  shown  in  Fig.  174,  and  it  will  be  seen  that  the 
power  factors  and  magnetising  currents  of  the  transformers 
are  quite  different  in  the  two  cases. 

We  must  not,  therefore,  regard  the  power  factor  as  an 
absolute  constant  for  the  transformer,  but  as  a function  to 
some  degree  of  the  form  of  the  primary  E.M.F.  curve,  although 
at  the  same  time  dependent  essentially  upon  the  nature  of 
the  magnetic  circuit  of  the  transformer. 
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If  the  primary  E.M.F.  curve  and  current  curve  were  both 
•simple  periodic  or  sine  curves,  then  the  power  factor  would  be 
simply  the  cosine  of  the  angle  of  lag  of  the  current  behind  the 
■electromotive  force.  If  the  transformer  has  its  secondary 
■circuit  loaded  up,  the  power  factor  approximates  to  unity  as 
this  loading  takes  place. 

In  the  case  of  most  closed-circuit  transformers  a very  little 
loading-up  of  the  secondary  circuit  causes  the  power  factor  to 
become  unity,  but  in  the  case  of  an  open-circuit  transformer, 
whilst  the  loading-up  of  the  transformer  increases  the  power 
factor,  it  never  actually  reaches  unity. 


Table  0. — Test  of  a W estinghouse  Transformer, 

Primary  volts,  2,400  (kept  constant). 
Secondary  volts  at  no  load  = 101*0. 


Primary  Current, 

Ii. 

Secondary 
Current,  I2. 

Copper  Losses  in  Watts. 

Total  Secondary 
Drop  in  volts. 

Primary  Watts. 

h\i 

§3  II 
% Ph 

0 

Pm 

S-I  Oi 

go 

.1  X 

Secondary, 

122x0*0108. 

Total. 

True  Power 
= W. 

Apparent 
Power  = Wj. 

.0*050 

0 

0 

0 

0 

0 

0 

95 

120 

0*79 

0*100 

1*00 

0*042 

0 

0 

0 

0*1 

205 

240 

0*85 

0*140 

1*98 

0*083 

0*1 

0 

0 

0*2 

306 

336 

0*91 

0*180 

2*94 

0*122 

0*2 

0 1 

0 

0*2 

401 

432 

0*93 

0*218 

3*87 

0*161 

0*3 

0*2 

0 

0*3 

493 

523 

0*94 

0*250 

4*79 

0*199 

0*4 

0*2 

1 

0*3 

597 

600 

0*99 

0*382 

8*00 

0*333 

0*9 

0*7 

2 

0*3 

920 

917 

1*00 

■0*472 

10*15 

0*423 

1*3 

1*1 

2 

0*6 

1,139 

1,133 

1*00 

0*580 

13*07 

0*545 

2*0 

• 1*8 

4 

0*7 

1,440 

1,392 

1*03 

0*800 

18*00 

0*750 

3*8 

3*5 

7 

0*9 

1,930 

1,920 

1*00 

■0*880 

19*90 

0*830 

4*6 

4*3 

9 

0*9 

2,118 

2,112 

1*00 

0*960 

21*93 

0*914 

5*5 

5*2 

11 

1*0 

2,330 

2,304 

1*01 

1*080 

24*74 

1*031 

6*9 

6*6 

14 

1*0 

2,609 

2,592 

1*01 

1*285 

29*66 

1*238 

9*8 

9*5 

19 

1*0 

3,096 

3,085 

1*00 

1*610 

37*20 

1*550 

15*4 

14*9 

30 

1*2 

3,870 

3,864 

1*00 

1*810 

42*00 

1*750 

19*5 

19*0 

39 

1*5 

4,324 

4,344 

0*99 

2*002 

46*65 

1*945 

23*5 

23*5 

47 

1*7 

4,792 

4,805 

1*00 

2*160 

50*40 

2*100 

23*7 

27*5 

55 

1*8 

5,174 

5,184 

1‘00 

2*240 

52*16 

2*171 

29*8 

29*5 

59 

2*0 

5,422 

5,376 

1*01 

2*383 

55*60 

2*320 

33*9 

33*5 

67 

2*1 

5,702 

5,719 

1*00 

2*478 

57*68 

2*404 

36*5 

36*0 

73 

2*2 

5,885 

5,947 

0*99 

2*550 

59*32 

2*474 

38*7 

38*1 

77 

2*1 

6,041 

6,120 

0*99 

2*633 

61*32 

2*560 

41*2 

40*6 

82 

2*3 

6,271 

6,319 

0 99 

2*672 

62*16 

1 2*594 

42*5 

41*8 

84 

2*2 

6,344 

6,413 

0*99 

2*700 

63*00 

; 2*623 

43*3 

42*9 

86 

2*3 

6,426 

6,480 

0*99 

2*750 

64*00 

2*665 

45*0 

44*2 

89 

2*3 

6,522 

6,600 

0*99 

5*775 

64*74 

1 2*700 

45*8 

45-3 

91 

2*4 

1 6,598 

6,660 

1*00 
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This  may  best  be  illustrated  by  giving  the  figures  of  test  of 
two  transformers,  one  of  the  closed-circuit  type  (Westinghouse) 
and  one  of  the  open-circuit  type  (Swinburne)  {see  Tables  C 
and  D).  It  will  be  seen  that  a very  small  loading  of  the 
closed-circuit  type  suffices  to  bring  the  power  factor  up  to 
unity. 

Hence  it  follows  that  for  closed- circuit  transformers  the 
apparent  power  given  to  the  transformer  is  equal  to  the  real 
power  at  and  beyond  about  one-tenth  of  full  load.  In  Fig.  201 
are  shown  three  curves  illustrating  the  gradual  rise  of  the 
power  factor  towards  unity  in  the  case  of  three  types  of 
transformer.  In  the  case  of  an  open-circuit  transformer  at 
no  stage  of  the  load  is  the  true  power  taken  up  by  the 
transformer  identical  in  value  with  the  apparent  power  given 
to  the  transformer. 


Table  D. — Test  of  a Swinburne  “ Hedgehog  ” Transformer. 
Primary  volts,  2,400  (kept  constant). 

Secondary  volts  at  no  load  = 102  ’00. 


I’riniary  Current, 
h. 

Secondary 

Current, 

lo. 

i 

! 

j Copper  Losses  in  Watts. 

Total  Secoi  dary 
Drop  in  Veits. 

Primary  Watts. 

Power  Factor, 
F-W 

Wj- 

1 

i b® 

1 2^ 

1 .=  X 

i 

Secondary, 
I.>^X  0*051. 

Total. 

True  Power 
= W. 

Apparent, 
Power=  Wj. 

0-756 

0 

0 

13-7 

0 

14 

0 

121 

1,816 

0-07 

0-761 

1-02 

0-042 

14-0 

0-1 

14 

0-1 

228 

1,829 

0-13 

0-786 

2-98 

0-124 

14-9 

0-5 

15 

0-2 

d'.O 

1,886 

0-22 

0-811 

4-84 

0-202 

1 15-8 

1-2 

17 

0-4 

621 

1,948 

0-32 

0-829 

6-00 

0-250 

i 16-5 

1-8 

18 

0-6 

730 

1,988 

0-37 

0-862 

8-00 

0-333 

1 17-8 

3 3 

21 

0-8 

943 

2,067 

0-46 

0-911 

10-00 

0-417 

19-9 

5-1 

25 

1-0 

1,152 

2,188 

0-53 

0-960 

12-00 

0-500 

1 22-6 

73 

30 

1-2 

1,353 

2,301 

0-59 

1-013 

14-00 

0-584 

i 24-7 

10-C 

35 

1-3 

1,538 

2,432 

0-63 

1-066 

15-88 

0-663 

27-2 

12-9 

40 

1.5 

1,746 

2,559 

0-68 

1-133 

17-89 

0-746 

30-9 

16-3 

47 

1-7 

1,932 

2,720 

0-71 

1-197 

19-80 

0-825 

34-5 

20-0 

55 

1-9 

2,129 

2,873 

0-74 

1-260 

21-63 

0-902 

38-2 

24-0 

62 

2-1 

2,320 

3,022 

0-77 

1-321 

23-68 

0-983 

42-0 

28-3 

70 

2-4 

2,510 

3,172 

0-79 

1-395 

25-46 

1-060 

46-6 

33  1 

80 

2-7 

2,706 

3,350 

0-81 

1-426 

26-38 

1-098 

48-9 

35-4 

84 

2-9 

2,829 

3,422 

0-83 

1-460 

27-28 

1-136 

51-2 

38  0 

89 

3-0 

2,890 

3,501 

0-83 

1-498 

28-21 

1-175 

54-0 

40-8 

95 

3-0 

2,993 

3,596 

0-83 

1-529 

29-19 

1-215 

56-1 

43-5 

100 

3-2 

3,042 

3,666 

0-83 

1-567 

30-33 

1-262 

59-0 

46-9 

106 

3-3 

3,163 

3,761 

0-84 
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In  Fig.  201  the  three  curves  show  the  progress  of  increase 
of  the  power-factor  as  the  load  on  the  secondary  circuit  is 
progressively  increased.  The  upper  curve  represents  the 
growth  of  power  factor  (F)  for  a 6, 500- watt  Westinghouse 
transformer.  Beginning  at  0*8,  it  rises  up  to  unity  at  about 
one-tenth  of  full  load.  Hence  at  and  after  this  load  the 
apparent  watts  are  the  same  as  the  true  watts,  and  the 
real  power  taken  up  in  the  transformer  is  quite  accurately 
given  by  the  product  of  the  primary  terminal  pressure  and  the 
primary  current,  mean-square  ( ^meah-^;)  values  being  under- 


Fig.  201.— Relation  of  Power  Factor  to  Secondary  Output. 


stood.  For  an  open  magnetic  circuit  transformer  like  the 
“Hedgehog’'  the  case  is  quite  different.  The  power  factor 
begins  at  a value  of  0-08  or  0*06,  and  it  never  rises  up 
above  0*8.  Hence  at  no  stage  of  the  load  is  the  real  power 
taken  up  by  the  transformer  equal  to  the  “ apparent  watts.” 
A transformer  like  the  4,000-watt  Kapp  appears  to  occupy  an 
intermediate  position,  and  although  it  has  a medium  power 
factor  to  start  with,  its  power  factor  rises  up  to  unity  at 
about  half-load.  The  importance  of  this  fact  in  alternate- 
current  station  working  is  very  great.  It  shows  us,  if  we 
have  a station  wholly  supplied  with  transformers  of  the  type 
of  Mordey,  Westinghouse,  Thomson-Houston,  Ferranti,  &c., 
that  the  apparent  power  supplied  to  the  transformers  is  equal 
to  the  real  power  at  any  hour  when  all  the  transformers  are 
more  than  one- tenth  loaded. 
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The  reciprocal  of  the  power  factor  of  a transformer  on  open 
secondary  circuit  is  a measure  of  the  reluctance  of  the  mag- 
netic circuit  of  the  transformer.  In  the  case  of  a transformer 
with  an  air-iron  magnetic  circuit  (open-circuit  type)  the  reluc- 
tance of  the  iron  circuit  is  large  and  the  reciprocal  of  the  power 
factor  large  also,  and  may  be  a number  approximating  to 
16  or  17.  In  the  case  of  a closed  iron  circuit  transformer  like 
the  Mordey  transformer,  with  very  short  magnetic  circuit  and 
very  small  reluctance,  the  reciprocal  of  the  power  factor  is 
very  small,  and  will  be  a number  approximating  to  1-2  to  1*4. 
The  introduction  of  any  bad  magnetic  joint  into  the  iron 
circuit,  or  the  employment  of  iron  of  small  permeability,  im- 
mediately decreases  the  magnitude  of  the  power  factor  of  that 
transformer.  Any  joint  or  break  in  the  magnetic  circuit 
accordingly  increases  the  value  of  the  reciprocal  of  the  power 
factor,  and  although  this  alone  will  not  affect  the  total  core 
loss  in  the  transformer,  it  is  an  indication  of  the  increased 
reluctance  of  the  magnetic  circuit.  The  advantage  of  a large 
power  factor  is  that  it  involves  a small  value  of  the  magnetising 
current  of  the  transformer.  In  the  case  of  an  alternating 
current  station  large  magnetising  current  involves  additional 
waste  of  power  in  the  passage  of  this  current  through  the 
distributing  mains.  This  point  will  be  discussed  at  greater 
length  in  connection  with  the  subject  of  alternating  current 
distribution. 

§ 8.  Magnetic  Leakage  and  Secondary  Drop. — If  a trans- 
former has  the  mean-square  value  of  the  potential  difference 
of  its  primary  terminals  kept  perfectly  constant,  whilst  at 
the  same  time  secondary  currents  of  various  magnitudes  are 
taken  from  its  secondary  coil  by  altering  the  resistance  of  the 
•external  secondary  circuit,  we  find  that  the  mean-square  value 
of  the  potential  difference  between  the  secondary  terminals  of 
the  transformer  changes  with  every  change  in  the  secondary 
load. 

The  secondary  terminal  potential  difference  (S.P.D.)  becomes 
less  as  the  secondary  current  and  load  increases.  The  diffe- 
rence between  the  secondary  terminal  potential  difference  at 
no  load  and  at  any  load  is  called  the  secondary  drop  of  the 
transformer  due  to  that  load. 


Secondary  P.D. 
Volts. 
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We  may  represent  the  variation  of  secondary  drop  with 
secondary  load  by  a diagram  as  follows  : Let  a horizontal  line 
be  taken  on  which  are  set  off  distances  representing  the 
fractions  of  the  full  secondary  load,  and  let  vertical  ordinates 
set  up  at  these  points  represent  the  value  of  the  secondary 
potential  differences  at  these  loads.  For  convenience  sake 
we  may  make  these  ordinates  represent  the  magnitude  of  the 
secondary  terminal  potential  difference  diminished  by  a certain 
constant  amount  which  is  less  than  the  least  difference  found 
with  full  load.  For  instance,  suppose  the  secondary  terminal 
potential  difference  at  no  load  is  100  volts  and  at  full  load  is 
97  volts,  we  may  make  the  vertical  ordinates  represent  the 
terminal  potential  difference  minus  90  volts.  The  curve 


ah  is  the  horizontal  line  through  «;  Curve  ac  is  the  Curve  of  Drop  due  to 
secondary  resistance  ; Curve  ad,  that  due  to  primary  resistance ; and  Curve  ae  is 
the  Curve  of  total  Drop, 


Fig.  202. — Secondary  Drop  Carves  of  6,500-watt  Westinghouse  Transformer.- 


defined,  as  in  Fig.  202,  by  the  extremities  of  these  ordinates 
is  called  the  secondary  terminal  volt  curve,  and  it  shows 
in  a graphical  manner  the  gradually  diminishing  secondary 
terminal  potential  difference  as  the  transformer  is  loaded 
up.  This  “ secondary  drop  ” arises  from  two  causes.  The 
first  is  the  loss  of  potential  due  to  resistance,  and  the 
second  is  the  loss  of  secondary  potential  due  to  magnetic 
leakage.  Let  the  resistance  of  the  secondary  coil  of  the 
transformer  be  represented  by  Kg,  and  the  secondary  current 
(mean-square  value)  be  represented  by  (la).  Then  K2(l2) 
is  the  loss  of  voltage  due  to  secondary  resistance.  If  tho 
primary  terminal  potential  difference  is  kept  constant,  then,. 
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over  and  above  the  loss  of  secondary*  voltage  due  to  the 
resistance  of  the  internal  secondary  circuit,  there  is  a portion 
•of  the  secondary  drop  which  is  due  to  loss  of  voltage  by  the 
resistance  of  the  primary  circuit,  and,  in  addition  to  this, 
the  loss  above  mentioned,  which  is  due  to  magnetic  leakage. 
Furthermore,  the  secondary  drop  is  to  a considerable  extent 
dependent,  as  will  be  explained  presently,  upon  the  form  of 
the  curve  of  primary  terminal  potential  difference.  Hence 
the  difference  between  the  potential  difference  of  the  secondary 
'terminals  of  the  transformer  at  no  load  and  full  load,  primary 
'potential  difference  being  constant,  is  dependent  on  four 
things,  viz.,  upon — 

(1)  The  resistance  of  the  primary  circuit ; 

(2)  The  resistance  of  the  secondary  circuit ; 

^(3)  The  magnetic  leakage  of  the  transformer  as  affected  by, 

(а)  Its  construction. 

(б)  The  form  of  the  curve  of  primary  terminal  poten- 

tial difference. 

The  effect  called  the  magnetic  leakage  in  a transformer 
may  be  generally  described  as  follows  : The  primary  current 

• creates  in  the  iron  core  a certain  total  induction,  or  in  usual 
language  creates  a certain  number  of  lines  of  induction  in  the 

• core  which  are  linked  with  the  primary  circuit.  The  mag- 
netising effect  of  the  secondary  current  is  at  any  instant 
opposed  to  that  of  the  primary,  and  hence  creates  an  induction 
in  the  core  in  an  opposite  direction.  The  resultant,  or  actual 
induction  in  the  core  at  any  place  is  due  to  the  difference  of 
the  opposed  magnetising  forces  acting  on  the  core.  When 
the  transformer  has  its  secondary  circuit  open  the  magnetic 
induction  in  the  core  is  that  due  to  the  primary  current  only, 
which  is  then  generally  called  the  magnetising  current.  When 
the  secondary  circuit  is  closed  and  a secondary  current  produced, 
the  rise  of  induction  in  that  part  of  the  core  enveloped  by  the 
secondary  circuit  is  delayed,  and  its  maximum  value  is 
reduced.  The  simplest  way  in  which  the  effect  of  increasing 
the  secondary  current  of  the  transformer  can  be  regarded  is  as 
follows : Let  us  denote  by  the  letter  the  maximum  value 
of  the  total  magnetic  induction  in  the  core  which  would  be 
produced  by  the  primary  current  if  it  acted  alone,  and  by  Zj 
the  same  due  to  the  secondary  current,  these  values  being 

'the  inductions  just  within  that  part  of  the  core  enveloped  by 
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the  primary  and  secondary  coils  respectively.  The  whole  of 
the  induction  Zj  which  is  linked  with  the  primary  coil  turns 
is  not,  however,  linked  with  the  secondary.  Let  a fraction,  say 
P Zj,  of  this  primary  induction  escape  linkage  with  the  secon- 
dary coil,  and  a similar  fraction,  say  /5  Zg,  of  the  secondary 
induction  will  escape  linkage  with  the  primary  coil.  Then  the 
total  induction  linked  with  the  primary  coil  is  Zi  - Z2(l  -^8), 
because  the  induction  caused  by  the  primary  current  is  opposed 
in  direction  to  the  induction  caused  by  the  secondary  current, 
and  the  inductions,  like  the  two  currents,  are  opposite  in  phase 
and  reach  their  maxima  nearly  coincidently.  Also,  for  the 
same  reasons,  the  total  induction  linked  with  the  secondary 
circuit  is 


P is  called  the  coefficient  of  leakage. 

The  value  of  the  total  induction  linked  with  the  primary 
circuit  is  therefore  the  product  of  the  number  of  primary 
turns  Ni  and  the  resultant  induction  - - P),  and, 
similarly,  the  value  of  the  total  induction  linked  with  the 
secondary  circuit  is  given  by  the  product  of  the  number  of 
secondary  turns  N2  and  the  resultant  induction  Z^  [1-  P)  - Z^, 
Hence  we  have  the  relation. 

The  total  linkage  of  primary  circuit' 

and  induction  traversing  it  _ Nj  {Zi  - Z2  (1  - /3)}  _ 
The  total  linkage  of  secondary  N2{Zi  (1  - - Zo} 

circuit  and  induction  traversing  it 

It  will  be  shown  presently  that  this  fraction  T represents 
the  ratio  of  the  mean-square  value  of  the  primary  terminal 
potential  difference  to  that  of  the  secondary  terminal  potential 
difference. 

This  ratio,  which  is  denoted  by  T,  is  called  the  transforma- 
tion ratio  of  the  transformer.  Since  the  difference  between 
Zi  and  Z2  remains  nearly  constant  as  Zj  and  Z2  increase,  it  is 
easily  seen  that  the  transformation  ratio  increases  as  Z^  and  Zg 
increase,  subject  to  the  condition  that  Zi  — Zais  nearly  constant 
at  all  loads. 

Hence,  if  the  mean-square  value  of  the  primary  electro- 
motive force  is  kept  constant,  that  of  the  secondary  potential 
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difference  decreases  as  the  currents,  and  therefore  the 
inductions,  in  the  core  increase,  and  this  effect  is  called  the 
“ secondary  drop.” 

The  predetermination  of  the  magnetic  leakage  of  a trans- 
former is  a matter  of  some  difficulty,  and  can  only  be  antici- 
pated in  certain  limited  cases.  We  can  obtain  the  relation 
between  the  leakage  drop,  the  resistance  drop,  and  the 
total  drop  if  we  assume  an  approximately  simple  periodic 
variation  of  the  electromotive  forces,  currents  and  inductions,, 
as  follows : — 

Let  Ej  be  the  true  resistance  of  the  primary  circuit  and 
Ea  that  of  the  secondary  circuit  of  the  transformer,  and  let  & 
be  the  cross-section  of  the  magnetic  circuit  or  core.  Let 
be  the  number  of  primary  turns,  Ng  the  number  of  secondary 
turns,  and  a stand  for  the  ratio  of  Nj  to  Na.  Let  \ be  at  any 
instant  the  induction  density  in  that  part  of  the  core  enveloped 
by  the  primary  coil,  and  that  part  enveloped  by  the  secon- 
dary coil;  the  difference  between  these  inductions  may  be 
called  the  density  of  the  leakage  of  induction,  and  be  denoted. 
by  h.  Hence 

h = h^  — ^2. 

In  other  words,  if*  S is  the  cross-section  of  the  core,  then 
S 5 = S - S &2  and  S h represents  that  part  of  the  induction 
linked  with  the  primary  coil  which  is  not  linked  with  the 
secondary  coil.  If  e-^  is  the  primary  terminal  potential  diffe- 
rence at  any  instant,  and  that  of  the  secondary  terminal  at 
the  same  instant,  and  % and  % the  currents  at  the  same 
moment,  then,  by  fundamental  equations,  we  have 

= + (146) 

(it 

and  0 = + . . . (147) 

d t 

N 

Let  us  write  h = h-^-h^\ 

we  have  by  elimination  from  the  fundamental  equations  the 
result 

+ + = . . (148) 

a a dt 
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If  varies  in  a simple  periodic  manner  so  that  = Ej  sin  p t, 
then,  since  is  always  opposite  in  phase  and  similar  in  form 
to  we  must  have 

^2=  - Eg  sin  p t. 

Moreover,  when  the  transformer  is  fully  loaded,  the  currents 
and  are  in  step  with  the  electromotive  forces  e-^  and 
but  i.2  differs  ISOdeg.  in  phase  from 

Hence  ^i  = Iisin/?^ 

-IgSin^Jt. 

We  can  also  write  6=  - B sinp^,  because  the  leakage  b is  deter- 
mined by,  and  is  in  step  very  nearly  with,  the  secondary 
current.  Hence,  by  substitution  of  the  above  values  in  the 
equation  (148)  we  arrive  at  the  equation 

f— -E2-E2I2-B1-A  sin_p^=  - S N27:>B  cospf. 

The  quantity  S N2jt?  B cos  pi  is  the  instantaneous  value  of  the 
potential  difference  of  the  secondary  circuit  lost  by  leakage — 
that  is  to  say,  it  is  the  measure  of  the  amount  by  which  the 
secondary  terminal  potential  difference  would  be  increased  if 
there  were  no  leakage.  Hence  the  left-hand  side  of  the  above 
equation  represents  the  same  thing.  The  factors  which  mul- 
tiply the  sin  p t and  cos  p t respectively  in  the  above  equation 
give,  therefore,  the  maximum  value  of  the  “leakage,”  and  there- 
fore, when  divided  by  V2,  represent  the  mean-square  value. 

(E  T \ 1 

— 1 - Eg  - Eg  I2  — Rj  y which 

comes  to  the  same  thing,  the  quantity 
“ n/2  v'2  V2  “ 


represents  the  mean-square  ( ^mean^)  value  of  the  loss  of 
potential  difference  of  the  secondary  circuit  due  to  magnetic 
leakage  when  the  potential  difference  is  measured  in  volts. 


E 

The  quantities 


E.  I, 


n/2 


n/^»  represent  the  magnitude 


of  the  currents  and  potentials  as  read  in  alternating-current 


p p 


5YS  MB  INDUCTION  COIL  AND  TBANSFORMEE. 


ammeters  and  voltmeters.  We  may  denote  these  mean-square 
values  by  the  symbols  (EJ,  (Eg),  (Ij),  (I2),  and  the  values 
which  these  mean-square  potential  differences  and  currents 
have  at  full  and  at  no  secondary  load  by  the  symbols  (Ej)^, 
(Ej)/,  (Ei)„,  (£2)0,  &c. 

The  total  loss  of  secondary  terminal  voltage  between  full 
and  no  secondary  load  will  be  given  by  the  difference  between 
the  values  of  the  expressions 

I - (^1)/  “ (^2)/“  ^2  (^2)/  ~ - 1^1  (Ii)/| 

'.a  a ) 

and  {1(Ei)o-(E2)„-E2(I,)„--Ri(I,)„|.  . 

la  a j 

The  value  of  (12)0  is,  of  course,  zero. 

If  the  primary  terminal  potential  difference  is  the  same  at 
no  load  as  at  full  load,  we  have  for  the  secondary  drop  due  to 
magnetic  leakage  the  expression 

(E,)„  - (E,)/-  |r,  (r,V  + i R.  (I.)/  - 1Ri  (Ii)„).(149) 

The  secondary  terminal  volts  at  full  load  being  denoted  by 
(Ea)/,  and  that  at  no  load  by  (Ea)^  we  see  that  the  quantity 
(E2)o— (Ea)/  represents  the  total  secondary  drop  due  to  all 
causes.  The  quantity 

{Ri(l2)/+iRi(Ii)/--R,(I,)o}  . . (150) 

V (X  (X  ^ 

therefore  represents  that  part  of  the  drop  due  to  the  resistance 
of  the  primary  and  secondary  circuits. 

Hence  we  have  the  following  rule  for  determining  the  drop 
due  to  magnetic  leakage  : — Add  together  the  product  of  the 

secondary  resistance  and  secondary  current  and  - multiplied 

a 

into  the  product  of  primary  resistance  and  primary  current, 
after  deducting  from  the  last  value  the  primary  current  at  no 
load.  Subtract  this  sum  from  the  total  observed  drop,  and 
the  remainder  is  the  secondary  potential  difference  due  to 
magnetic  leakage. 

Testing  in  this  way  a number  of  transformers,  the  author 
found  that  where  the  primary  and  secondary  circuits  were 
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intermixed,  the  magnetic-leakage  drop  was  small,  but  that 
where  the  primary  and  secondary  circuits  were  separated,  and 
in  each  consisting  of  one  coil  only,  the  magnetic  leakage  drop 
was  large. 

In  the  diagram  in  Fig.  202  are  shown  three  curves,  by  which 
the  three  sources  of  secondary  drop  have  been  distinguished, 
the  lines  acy  ad  showing  the  curves  of  drop  due  respec- 
tively to  the  primary  and  secondary  resistance,  and  the  curve 
a e showing  the  total  drop. 

In  designing  a transformer,  it  is  not  permissible  to  purchase 
small  core  loss  at  the  expense  of  large  secondary  drop.  In  a 
proper  specification  for  a transformer  a limitation  should  be 
put  upon  the  amount  of  secondary  drop  allowed,  and  it  is 
usual  to  express  it  as  a percentage  of  the  normal  potential 
difference  or  voltage  of  the  secondary  circuit  when  the  trans- 
former is  unloaded. 

It  is  advantageous  to  so  arrange  the  winding  of  the 
secondary  circuit  that  if  the  drop  is,  say,  2 per  cent.,  and 
the  secondary-circuit  voltage  is  100,  that  the  transformer  shall 
give  101  volts  terminal  pressure  at  no  load,  and  99  volts  at  full 
load.  In  this  way  the  full  drop  is  divided  and  is  not  felt  so 
much  in  working  on  100-volt  lamps  as  if  the  transformer  were 
wound  to  give  100  volts  at  no  load  and  98  at  full  load. 

§ 9.  Effect  of  the  Form  of  the  Curve  of  Primary  Electro- 
motive Force  in  the  Transformer  Efficiency  and  Currents. — It 

has  generally  been  assumed  by  many  of  those  who  have  written 
on  the  subject  of  the  alternate-current  transformer  that  the 
efficiency,  power  factor  and  secondary  drop  were  characteristics 
of  the  transformer  only.  It  has  already,  in  previous  sections, 
been  suggested  that  the  form  of  the  curve  of  primary  potential 
difference  or  primary  electromotive  force  had  a considerable 
effect  in  modifying  the  value  of  these  quantities,  and  it  will 
now  be  necessary  to  examine  the  matter  a little  more  in  detail. 
We  will  consider  in  the  first  place  the  effect  of  the  form  of 
primary  terminal  potential  difference  upon  the  form  of  the 
current  curves  and  magnitude  of  the  mean-square  value  of  the 
currents. 

The  widely-difterent  forms  which  the  primary  current  of  a 
transformer  on  open  secondary  circuit  may  have  is  shown  in 

pp  2 
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the  diagrams  in  Figs.  203  and  204.  Fig.  203  shows  the 
primary-current  curve  of  a small  transformer  taken  off  a Ganz 
alternator  having  a peaked  curve  of  electromotive  force.  The 
curves  in  Fig.  204  show  the  primary  electromotive  force  and 
primary- current  curves  of  the  same  transformer  taken  from  a. 
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FlO.  203. — Primary  Current  Cuive  II  and  Primary  Electromotive  Force 
Curve  I of  a Transformer  taken  off  Ganz  Alternator. 
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Fig.  204. — Primary  Current  Curve  II  and  Primary  Electromotive  Force 
Curve  I of  the  same  Transformer  taken  off  Wechsler  Alternator. 

Wechsler  alternator.  These  and  the  following  curves  are 
from  an  interesting  Paper  by  Dr.  G.  Eoessler.* 

* “ Das  Verhalten  von  Transformatoren  unter  den  Einflusse  voii' 
Wechselstromen  Verschiedenen  Periodischen  Verlaufs.”  A Paper  read  at 
the  third  annual  meeting  of  the  Verband  Deutscher  Electrotechniker^ 
Munich,  July  6, 1895.  See  also  The  Electrician,  Y (A.  XXXVI.,  1895,  p.  150» 
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Not  only  do  the  forms  of  the  current  curves  differ  when 
taken  with  different-shaped  electromotive  force  curves,  but  if 
the  primary  electromotive  force  is  kept  at  the  same  mean- 
square  value,  and  if  the  transformer  is  gradually  loaded  up,  the 
mean-square  values  of  the  primary  current  corresponding  to 
given  secondary  currents  will  differ  if  the  curves  of  primary  elec- 
tromotive force  have  different  forms.  This  is  shown  in  Fig.  205, 
where  the  ordinates  represent  the  mean-square  values  of  the 
secondary  and  primary  currents  of  one  and  the  same  trans- 
former, taken  off  a Ganz  and  Wechsler  machine  respectively. 
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Fig.  205. — Current  Diagram  of  a certain  Transformer.  Curve  I,  Primary 
Current  taken  with  Ganz  Alternator.  Curve  II,  Primary  Current  taken 
with  Wechsler  Alternator.  Curve  III,  twice  value  of  Secondary  Current. 
Transformation  ratio  of  Transformer  = 2 :1. 

It  is  thus  seen  that  the  peaked  electromotive  force  curve  gives 
a primary  current  with  smaller  mean- square  value  than  a 
rounded  curve. 

The  most  important  fact,  however,  is  that  the  iron  core  loss 
in  the  transformer,  and  therefore  its  efficiency,  is  sensibly 
affected  by  the  form  of  the  curve  and  primary  electromotive 
force.  In  Fig.  206  are  shown  two  curves,  the  ordinates  of 
which  represent  the  total  power  given  to  a transformer  for 
certain  values  of  the  secondary  output  represented  by  the 
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abscissae,  the  transformer  being  tested  in  the  two  cases  on 
the  Ganz  and  Wechsler  alternators. 

There  is  between  the  two  power  lines  a nearly  constant- 
difference  of  ordinate,  showing  that  the  cause  is  to  be  sought 
in  the  difference  between  the  iron  core  losses  in  the  two  cases. 
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Fig.  206. — Energy  Diagram  of  Transformer.  Curve  I,  Ganz  Alternator. 
Curve  II,  Wechsler  Alte  nator. 
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Fig.  207. — Efficiency  Curve  of  Transformer.  Curve  I taken  on  Ganz 
Alternator.  Curve  II  taken  on  Wechsler  Alternator. 

It  follows  that  both  the  efficiency  curves  and  power- factor 
curves  of  the  transformer  plotted  in  terms  of  the  secondary 
output  will  differ  if  the  form  of  the  primary  electromotive 
force  curve  is  varied. 

In  Figs.  207  and  208  are  shown  the  forms  of  the  efficiency 
and  power-factor  curves  of  the  same  transformer  when  taken 
off  the  Ganz  machine  with  peaked  electromotive  force  curve 
and  the  Wechsler  machine  with  a rounded  curve. 

We  find  also  that  the  secondary  drop  is  considerably  affected 
by  the  form  of  the  primary  electromotive  force  curve.  In 
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Fig.  209  are  shown  the  secondary  drop  curves  of  the  same 
transformer  taken  on  the  above-mentioned  alternators,  the 
primary  electromotive  force  having  in  each  case  the  same 
constant  mean-square  value. 

It  is  clear,  therefore,  that  a peaked  electromotive  force  curve 
of  the  type  given  by  the  Ganz  alternator  causes  a less  iron 
core  loss  but  a greater  magnetic  leakage  than  does  a curve  of 
a more  rounded  form  similar  to  that  of  the  Wechsler  machine. 
Numerous  tests  and  experiments  made  by  the  author  with  the 
Mordey  and  Thomson-Houston  alternators  had  established  this 
fact  prior  to  the  appearance  of  the  Paper  by  Dr.  G.  Eoessler, 
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Fig.  208. — Power  Factor  Curves  of  a Transformer.  Curve  I taken  on 
Ganz  Alternator.  Curve  II  taken  on  Wechsler  Alternator. 
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Fig.  209. — Curve  of  Secondary  Drop  of  Transformer.  Curve  I taken  on 
Ganz  Alternator.  Curve  II  taken  on  Wechsler  Alternator. 


from  which  the  above  transformer  diagrams,  taken  off  the  Ganz 
and  Wechsler  alternators,  are  copied.  It  is  generally  true  that 
a sharp-peaked  electromotive  force  curve  gives  a less  hysteresis 
loss  in  the  iron  than  does  a rounded  or  sine  electromotive 
force  curve  having  the  same  mean-square  value. 


§ 10.  The  Form  Factor  and  Amplitude  Factor  of  a Periodic 
Curve. — The  above  differences  are  closely  connected  with  the 
magnitude  of  the  form  factor  of  the  curve  of  primary  electro- 
motive force.  This  quantity  is  defined  as  the  ratio  of  the 
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square  root  of  the  mean  of  the  squares  of  the  equispaced 
ordinates  of  a curve  to  the  true  mean  value  of  the  equispaced 
ordinates.  If  we  denote  the  first  function,  viz.,  the  mean- 
square  value,  by  the  letters  R.M.S.  (root  mean  square),  and 
the  second  function  by  the  letters  T.M.  (true  mean),  then  the 
form  factor  of  any  single- valued  periodic  curve  is  defined  as 
follows : — 

The  form  factor  - value  of  equispaced  ordinates  _ . 

The  T.M.  value  of  equispaced  ordinates 

Take,  for  instance,  in  the  case  of  a simple  sine  curve,  the 
R.M.S.  value  of  the  equispaced  ordinates  is  equal  to  the  value 
of  the  maximum  ordinate  divided  by  Jti.  The  T.M.  value 
of  the  equispaced  ordinates  is  equal  to  the  value  of  the  maxi- 

2 

mum  ordinate  multiplied  by  -. 

TT 

Since  J:^=  0-707  and?  =0-637, 

V'2 


the  ratio  of  the  R.M.S.  value  to  the  T.M.  value  for  a simple 
0-707 


sine  curve  is  - — = 1-1. 
0-637 


For  several  other  simple  forms  of  curve  the  form  factor, 
R.M.S.  value,  and  T.M.  value  are  as  below,  the  maximum 
ordinate  in  each  case  being  taken  as  unity  : — 


Curve. 

T.  M.  value  of 
ordinate  as 
fraction  of  max. 
ordinate. 

R.M.S.  value 
of  ordinate  as 
fraction  of  max. 
ordinate. 

Form  factor 

/. 

Sine  

0-637 

0-707 

1-1 

Semicircle 

0-7854 

0-835 

1-063 

Triangle  

0-5 

0-58 

1-16 

Rectangle 

1-0 

1-0 

10 

Semi-ellipse 

Parabola  with  axis 

0-785 

0816 

1-039 

vertical 

Two  semi  - parabolas 

0-666 

0-730 

1-096 

meeting  at  a cusp. . 

0-33 

0-447 

1-35 

The  form  factor  of  any  curve  can  easily  be  obtained  geome- 
trically as  follows  : On  one  side  of  a straight  line  (see  Fig.  210) 
plot  a wave  diagram  of  the  curve,  and  on  the  other  side  of  the 
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line  plot  a polar  diagram  of  the  same  curve,  with  its  pole  on 
the  line  of  reference.  Then,  by  the  proposition  on  page  193, 
the  radius  of  the  semicircle,  so  drawn  that  its  area  is  equal  to 
the  area  of  the  polar  curve,  is  the  K.M.S.  value  of  the 
ordinates,  and  the  height  of  the  rectangle  described  on  the 
base  line,  so  that  its  area  is  equal  to  that  of  the  wave  curve, 
gives  the  T.M.  value  of  the  ordinates.  Hence  the  ratio  of  the 
radius  of  the  semi-circle  to  the  height  of  the  rectangle  is  the 
form  factor  of  the  curve,  which  is  represented  by  the  wave  or 
.polar  diagram. 


This  form  factor  is  an  important  quantity  in  the  design  of 
alternators,  and  by  suitably  proportioning  the  width  of  arma- 
ture coils  and  field  poles  the  form  factor  can  be  varied  within 
wide  limits. 

It  is  evident  that  for  the  same  B..M.S.  value  the  form 
factor  will  be  greater  if  the  curve  is  a sharp-peaked  curve 
than  if  it  is  a rounded  curve  like  a semicircle  or  sine  curve. 

If  some  of  the  ordinates  of  any  curve  are  increased  so  as 
"to  form  a peak,  this  operation,  geometrically  considered, 
increases  the  R.M.S.  value  faster  than  it  increases  the  T.M. 
rvalue,  and  so  increases  the  form  factor  of  the  curve. 
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The  amplitude  factor  of  a periodic  curve  is  defined  as  the 
ratio  between  the  root  mean-square  (E.M.S.)  value  of  the 
ordinates  and  the  value  of  the  maximum  ordinate,  or 

The  amplitude!  ^R.M.S.  value  of  equispaced  ordinates _ 
factor  j Value  of  maximum  ordinate 

For  the  same  R.M.S.  value  the  amplitude  factor  is  less  for  a 
sharp-peaked  curve  than  for  a rounded  or  flat  curve. 

These  two  factors — the  form  factor  / and  the  amplitude 
factor  g — are  important  quantities  in  the  case  of  periodic  curves* 


§11.  General  Analytical  Theory  of  the  Transformer  and 
Induction  Coil. — It  remains,  then,  to  indicate  the  manner  in. 
which  the  various  periodic  and  fixed  quantities  concerned  in 
the  action  of  the  transformer  are  connected  and  how  they  can 
be  determined. 

For  convenience  we  may  collect  together  the  symbols 
employed  to  represent  the  various  quantities  with  whicli 
w^e  are  concerned. 

^^  = The  value  of  the  primary  terminal  potential  dif- 
ference or  primary  E.M.F.  at  any  instant. 

Ej  = The  maximum  value  of  the  same. 
m6^  = The  true  mean  (T.M.)  value  of  during  the 
period. 

= root-mean-square  (R.M.S.)  value  of  e-^  during 
the  period. 

E I 

m e r same  quantities  for  the  secondary  terminal 

j potential  difference. 

Rj  = The  resistance  of  the  primary  circuit. 

R2  = The  resistance  of  the  secondary  circuit. 

Nj  = The  number  of  turns  on  the  primary  coil. 

Ng  = The  number  of  turns  on  the  secondary  coil. 

6j  = The  density  of  magnetic  induction  in  the  core 
inside  primary  coil. 

Bj  = The  maximum  value  of  induction  density 
Zj  = The  total  induction  produced  in  the  core  due  to 
primary  coil. 

62,  B2,  Z2  are  the  same  quantities  for  the  secondary  circuit. 
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= Primary  current  at  same  instant  that  the  primary 
terminal  potential  difference  is  e^. 

Ij  = Maximum  value  of 

m . = True  mean  value  of  during  the  period. 

= Root-mean-square  value  of  during  the  period, 
tg,  m are  the  same  quantities  for  the  secondary 

circuit. 

/q  = Magnetic  force  due  to  the  primary  current 
= Maximum  value  of  /q. 

/q  = Magnetic  force  due  to  the  secondary  current. 

Hg  = Maximum  value  of  /q. 

X = Total  power  loss  in  watts  in  the  iron  core. 

Y = Hysteresis  loss  in  watts  in  the  iron  core  per  cubic 

centimetre. 

U = Eddy-current  loss  in  watts  in  the  core  per  cubic 
centimetre. 

V = Total  volume  of  the  iron  core. 

S = Cross-sectional  area  of  iron  core. 

Z = Mean- length  of  magnetic  circuit. 
f=The  form  factor  = R.M.S-^T.M.  value. 

<7  = The  amplitude  factor  = R.M.S.  4- maximum  value. 
n = The  frequency. 

7?  = 27rw  = the  angular  velocity. 

T = periodic  time  = w~h 

Then  the  fundamental  equations  are  as  follows : — 

When  the  secondary  circuit  is  open  and  the  transformer, 
therefore,  at  no  load,  we  have 

«i  = Eiii  + SNj^ (151) 

The  above  equation  holds  good  also  when  the  transformer 
is  loaded  up,  provided  we  then  interpret  to  mean  the 
resultant  induction  density  in  the  iron  core  as  affected  by  the 
current  in  the  secondary  coil. 

In  all  good  modern  closed  iron  circuit  transformers  the 
value  of  Rj  q is  so  smull  at  all  times  during  the  period,  when 
compared  with  that  we  may  without  sensible  error  write 


^i  = SNi 


dh^ 

dt* 


Hence 


6/  i = S Nj  c? 


• r 


. . (152) 
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If  we  integrate  this  last  equation  throughout  one-quarter 
period  we  have  already  seen  that 

T 

S Nj  Bj  = l^e^dt  = m 

''  0 I 

but  T = -. 

n 

Hence  4 S ^^n  = m. . (153) 

But  if/ is  the  form  factor  of  the  curve  of  primary  potential 
difference,  then 

(15i) 

m,  . 

Therefore,  from  equations  (153)  and  (154),  we  have 

= 4 /yt  Nj  S Bj,  . . . (155) 

which  gives  us  the  E.M.S.  value  of  the  primary  potential 
difference  in  terms  of  the  maximum  value  of  the  induction 
density  in  the  core  within  the  primary  coil. 

If  the  secondary  circuit  of  the  transformer  is  closed,  and  a 
secondary  current  is  being  taken  from  the  transformer,  then 
the  currents,  inductions  and  potentials  are  determined  by  the 
two  equations, 

= + (156) 

and  0 = R2*2  + «2  + N2S5^ (157) 


If  the  secondary  circuit  is  open,  and  hence  R2  equal  to  zero, 

and  Rj  practically  negligible  in  comparison  with  S we 
may  write  (156)  and  (157) 


db^ 

dt 


and 


^ ^ dt 


and,  therefore,  as  already  shown. 


and 


???, . <?^  = 4 S Bp  ....  (158) 
w?  . <’2  = 4 n N2  S B2 (159) 
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In  the  previous  section  we  have  shown  that  the  total 
induction  S Bj  linked  with  the  primary  turns  may  be 
expressed  as  (Z^  + where  Z^  is  the  maximum  value 

of  the  total  induction  due  to  the  primary  current  alone,  and 
Zg  that  due  to  the  secondary  current  alone. 

Hence,  as  before,  writing  Z^  - Z^  + Z^  P for  S B^,  and 
Zj  - Zg  — Zj  ^ for  S Bg,  we  have,  by  substitution  in  equations 
(158)  and  (159),  the  results 

m . = 4 « Nj^  (Zj^  — Z2  + Zg  P)f 

and  7)1.62  = in  N,(Z,-Z,-Z^/3). 

It  is  an  experimental  fact  that  the  curve  of  secondary 
potential  is  an  exact  copy  of  the  curve  of  primary  potential  at 
no  load,  and  very  nearly  also  at  any  load ; hence  the  form 
factors  of  the  curves  of  primary  and  secondary  potentials  are 
the  same.  Writing/ for  this  form  factor  we  have 

sJriiT^  = fin  . 
and  J m . ef'  = fin . 

Hence  the  transformation  ratio  of  the  transformer  T is  given 
by  the  equation 

rp  _ Jin . ef  _ N2  (Zj  ~ Zg  — Zj  P)  n 60^ 
N,{Z^-Z2  + Z2P)  * • ^ ^ 

Accordingly  we  see  that  the  transformation  ratio  of  the 
transformer  is  never  exactly  equal  to  the  ratio  of  the  turns 
unless  the  leakage  coefficient  P is  zero,  and  that  the  trans- 
formation ratio  diminishes  as  Z^  and  Z^  increase  with  load, 
because  their  difference  Z^—Z^  always  remains  approximately 
constant  at  all  loads,  and  is  the  mean  core  induction. 

The  leakage  coefficient  ^ is  a function  of  the  form  factor /, 
such  that  P is  greater  as  / is  greater.  Thus,  peaked  primary 
potential  curves  give  greater  secondary  drop  than  rounded 
potential  curves,  even  if  they  have  the  same  R.M.S.  value. 

From  equation  (155)  we  see  that  the  maximum  value  of  the 
core  induction  B,  either  within  the  primary  or  secondary  coil, 
is  smaller  in  proportion  as  the  form  factor  / is  greater,  if  the 
R.M.S.  value  of  the  primary  potential  remains  constant. 
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Hence  the  maximum  value  B of  this  core  induction  is  less 
for  pointed  or  peaked  primary  electromotive  force  curves  than 
for  rounded  or  flat  curves,  the  R.M.S.  value  of  the  primary 
terminal  potential  difference  being  constant. 

This  has  been  experimentally  proved  by  Dr.  Roessler  in  his 
researches  .on  the  influence  of  the  form  of  the  potential  and 
current  curves  on  transformer  action. 

In  Fig.  211  are  shown  three  curves.  The  curve  marked  I 
is  the  magnetisation  curve  of  a small  transformer  measured 
with  the  ballistic  galvanometer  in  the  ordinary  way.  The  curve 
marked  II  is  the  curve  of  induction  as  obtained  with  alter- 
nating currents,  using  a Wechsler  alternator,  and  the  curve 
.marked  III  that  obtained  in  the  same  way,  hurt  by  the  use  of 


Magnetising  Force. 

Fig.  211. 

a Ganz  alternator.  The  values  of  the  maximum  induction 
B for  the  alternating  currents  are  obtained  from  the  primary 
electromotive  force  curves,  as  already  described. 

It  is  seen  that  the  curves  of  induction  as  obtained  by  the 
alternating-current  machines  lie  below  that  obtained  by  the 
continuous  currents  and  ballistic  galvanometer. 

In  other  words,  for  a given  induction,  the  magnetising  force 
required  is  greater  with  alternating  than  with  continuous 
currents.  There  are  two  reasons  for  this  : first,  the  existence 
of  eddy  currents  in  the  core,  which,  acting  like  smaller  closed 
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secondary  currents,  increase  the  primary  current,  and,  second, 
the  existence  of  magnetic  leakage  when  alternating  currents 
are  used.  The  curves  show,  however,  that  w^hen  the  peaked 
form  of  primary  electromotive  force  curve  given  by  the  Ganz 
machine  is  used,  the  induction  corresponding  to  a given  mag- 
netising force  is  less  than  when  the  Wechsler  machine  with 
rounded  electromotive  force  curve  is  employed,  the  sameE.M.S. 
values  of  the  primary  electromotive  force  being  employed. 

The  root-mean- square  values  of  the  primary  and  secondary 
currents,  viz.,  y/m.i^  and  are  connected  with  the 

maximum  values  of  these  variables  by  the  equations 


a/ in  . =g\ 


and  J III . = 9 ^2’ 

where  9 is  the  quantity  already  called  the  amplitude  factor. 

It  has  been  shown  that  for  peaked  or  pointed  curves  the 
amplitude  factor  is  smaller  than  for  flat  or  rounded  curves. 
Hence  for  the  same  root  meaiU-square  value  of  the  primary 
and  secondary  currents  the  maximum  values  of  these  quantities 
are  greater  for  peaked  current  curves  than  for  rounded  or  flat 
curves.  Hence  the  inductions  created  by  these  currents 
respectively  are  greater — that  is,  and  will  be  greater  for 
peaked  current  and  potential  curves  than  for  flat  or  rounded 
curves. 

Accordingly,  whilst  the  respective  primary  and  secondary 
inductions  Z^  and  are  greater  for  electromotive  force  curves 
with  large  form  factors,  their  difference,  Zj  - Zg,  which  is  the 
resultant  core  induction  B,  is  less.  Hence  we  see  that  the 
secondary  drop,  or  increase  of  transformation  ratio  produced 
by  loading  up  the  transformer  must  be  greater  when  the 
primary  electromotive  force  curve  is  peaked  than  when  it  is 
rounded,  the  same  mean-square  value  of  this  last  being 
preserved  constant. 

We  have,  then,  to  discuss  the  form  of  the  curves  of  primary 
current  under  variations  of  form  factor  of  the  electromotive 
force  curve. 

If  /<!  is  the  instantaneous  value  of  the  magnetising  force  due 
to  the  primary  current  fj,  then 


Itt  Nj 

10  “T"’ 
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and  on  open  secondary  circuit  we  have 


= Ej  i-^  + S 


d t 


Hence  ej  = EiJi  + Ni 


d dt 


or 


* * ^ 10  L dd,  dt 


. (161) 


This  last  equation  is  true  for  all  forms  of  primary  electro- 
motive force  curves. 

If  the  permeability  of  the  iron  was  constant,  the  value  of 


— I would  be  constant  and  equal  to  fi,  but  in  practice  it  is  not 

db, 

found  to  be  constant.  We  see,  however,  that  ^ is  the  slope 


of  the  geometrical  tangent  to  the  hysteresis  curve  at  the 
instant  considered — that  is,  it  is  the  trigonometrical  tangent 
of  the  angle  which  the  geometrical  tangent  to  the  hysteresis 
curve  makes  with  the  positive  direction  of  the  axis  of  time, 
and  this  is  not  found  to  be  a constant  quantity  as  we  travel 


round  the  hysteresis  curve.  The  value  of  however,  is  not 

d /q 

greatly  affected  by  the  form  of  the  curve  of  e^.  Hence,  for 
curves  of  primary  electromotive  force  which  have  a peaked 
form,  and  therefore  a large  maximum  value,  the  value  of 


or  the  slope  of  the  current  curve,  will  be  greater  than  for 
d t 

flatter  curves  of  electromotive  force.  This  is  seen  to  be  the 
case  by  reference  to  Figs.  203  and  204,  which  show  the  no- 
load  primary-current  curves  and  primary  electromotive  force 
curves  of  the  same  transformer  tested  by  Dr.  Eoessler  on  the 
Ganz  and  the  Wechsler  alternator. 

The  exact  predetermination  of  the  form  of  the  primary 
current  at  no  load  from  the  curve  of  primary  electromotive 
force  is,  at  any  rate  as  yet,  an  impossible  matter.  It  would 
be  an  easy  thing  to  predetermine  if  the  hysteresis  curve 
always  had  the  same  form,  but  as  this  last  is  affected  ta 
a considerable  extent  by  variations  in  the  quality  of  the 
iron  and  of  the  reluctance  of  the  magnetic  circuit,  it  i& 
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not  of  much  use  to  make  assumptions  which  are  not  justified 
in  practice. 

A knowledge  of  the  power  factor  of  transformers  of  any 
particular  type  will  always  enable  us  to  make  an  approximation 
to  the  value  of  the  magnetising  current  if  the  total  power 
taken  up  in  the  core  is  known  and  the  mean-square  value  of 
the  primary  electromotive  force.  For  if  X is  the  total  power 
taken  up  in  the  core  at  no  load,  and  Jm  Jm  are  the 
E.M.S.  values  of  the  primary  electromotive  force  and  current, 

and  F is  the  power  factor,  then  F = — == -=^,  from 

which  Jrn . can  be  obtained. 

It  is  seen,  however,  that  the  primary  current  curve  at  no 
load  is  always  a more  irregular  curve  than  the  curve  of 
primary  electromotive  force,  and  that  for  the  same  R.M.S. 
value  of  the  primary  electromotive  force  the  R.M.S.  value  of 
the  primary  current  at  no  load  (the  magnetising  current)  is 
less  for  pointed  or  peaked  potential  curves  than  for  flat 
curves. 

§ 12.  Iron  Core  Loss  in  Transformers  and  Induction  Coils. — 

It  has  already  been  explained  that  two  distinct  causes  of 
energy  dissipation  exist  in  the  iron  cores  of  transformers  and 
induction  coils — viz.,  the  magnetic  hysteresis  loss  and  the 
eddy-current  loss.  The  former  of  these  is  not  affected  or 
diminished  by  any  amount  of  lamination  of  the  core,  but 
the  latter  can  be  reduced  to  a very  small  percentage  of  the 
total  loss  by  constructing  the  core  of  iron  plates  of  thickness 
not  greater  than  0*014  inch,  the  plates  being  separated  from 
each  other  by  very  thin  paper,  or  a layer  of  paint  or  varnish. 
In  the  chapter  in  the  Second  Volume  of  this  Treatise  devoted 
to  the  Construction  of  the  Transformer,  the  various  practical 
details  connected  with  the  core  construction,  and  the  pre^ 
determination  of  the  core  loss  for  plates  or  wires  of  given  size 
are  considered. 

Supposing,  however,  that  the  core  is  properly  laminated, 
and  in  planes  parallel  to  the  lines  of  induction  in  the  core, 
there  will  still  be  a certain  dissipation  of  energy,  by  reason  of 
eddy  electric  currents  set  up  in  the  iron  as  the  induction 
changes  its  direction.  If  we  consider  a small  circuit  described 
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anywhere  in  the  iron  plate,  in  a plane  perpendicular  to  the 
lines  of  induction,  then,  if  e is  at  any  instant  the  electromotive 
force  set  up  in  this  circuit  by  reason  of  the  variation  of  the 
induction  through  it,  the  mean  rate  at  which  energy  is  being 
dissipated  in  this  circuit  must  be  equal  to  some  constant, 
multiplied  by  the  value  of  the  mean  of  the  square  of  e.  But 
we  have  seen  that  if  B is  the  maximum  value  of  the  induction 
in  the  core,  then  the  R.M.S.  value  of  the  electromotive  force 
of  induction  induced  in  the  primary  circuit  is  equal  to  the 
value  of  the  expression  4 /N^ . w S B,  where / is  the  form  factor 
of  the  curve  of  electromotive  force. 

Hence  the  mean-square  value  of  the  electromotive 

force  of  induction  must  be  numerically  proportional  to  12,2  B^; 
also  the  same  holds  good  for  the  eddy-current  electromotive 
force  and  rate  of  energy  dissipation,  and  the  eddy  current  loss 
per  unit  of  volume  in  the  core  measured  in  watts  must  be 
proportional  to  the  product  of  some  constant  f and  the 
quantity  f ' 11^  B^.  In  other  words,  the  eddy-current  loss  will 
be  equal  to  f/2  B'^  watts  per  unit  of  volume  of  the  core, 

where  / is  the  form  factor  of  the  curve  of  primary  electro- 
motive force,  n the  frequency,  and  B the  maximum  value  of 
the  induction. 

Mr.  Steinmetz  has  shown  that  the  hysteresis  loss  in  iron 
cores  can  be  represented  by  an  arbitrary  formula,  expressing 
the  fact  that  the  hysteresis  loss  per  unit  of  volume  of  the 
core  is  proportional  to  the  product  of  a constant,  the  frequency, 
and  the  maximum  value  of  the  induction  raised  to  a power 
very  near  to  1-6.  Hence,  if  H is  the  hysteresis  loss  in  the 
core  per  unit  of  volume, 

ll  = 7^  n Bi-0, 

where  rj  is  called  the  hysteretic  constant  of  the  iron. 

This  law,  although  only  an  empirical  one,  deduced  entirely 
from  observation,  yet  appi  ars  to  be  sufficiently  exact  to  guide 
practice  within  the  limus  of  the  range  of  induction  density 
employed  in  transformeis. 

Hence  the  total  loss  T in  a transformer  core  of  volume  V 
is  given  by  the  expression 


T = V(//  . . . (1G2) 
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The  eddy-current  loss  varies  as  the  square  of  the  maximum 
value  of  the  induction,  and  the  hysteresis  loss  as  the  l*6th 
power  of  the  same. 

Since  the  E.M.S.  value  ( of  the  primary  electro- 

motive force  has  been  shown  to  be  related  to  B by  the 
equation 

v«r!l?=4/Ni7iSB, 


we  can  substitute  for  B,  in  equation  (162),  its  value  in  terms 
of  V m and  we  arrive  at  the  equation 


T = V 


m . 

16  S^J 


. (163) 


This  last  equation  shows  us  that  the  eddy-current  loss  is 
mot  affected  by  the  form  factor  of  the  curve  of  primary  electro- 


/ 

y 

[> 

O 

§ 


Maximum  Value  of  Core  Induction. 


Fig.  212. — Curve  I taken  with  Ganz  Machine.  Curve  II  taken  with 
Wechsler  Machine. 


motive  force,  but  that  the  hysteresis  loss  is  affected  by  it, 
because  the  form  factor  / appears  in  the  hysteresis  term  of 
the  expression  for  T but  not  in  the  eddy  current  term. 

Hence  variation  in  the  form  factor  of  the  curve  of  primary 
•electromotive  force  will  alter  the  total  core  loss  in  the  trans- 
former, and  make  it  less  in  proportion  as  the  form  factor  is 
greater.  This  has  been  pointed  out  both  by  the  author  and 
by  Dr.  G.  Roessler,  and  is  amply  confirmed  by  experiment. 

Hence  the  total  core  loss  in  a transformer  is  not  an 
absolute  and  fixed  quantity,  but  depends  upon  the  form  of 
the  wave  of  primary  electromotive  force  to  a not  inconsiderable 
■degree. 
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This  dependence  of  the  core  loss  upon  the  form  factor  of 
the  curve  of  electromotive  force  is  shown  by  the  results  of 
Dr.  Roessler’s  experiments  embodied  in  the  diagrams  in 
Figs.  20G  and  212.  From  Fig.  212  it  will  be  seen  that  at 
a given  induction  the  core  loss  is  greater  when  the  trans- 
former is  worked  off  the  Ganz  alternator  than  off  the 
Wechsler  alternator  ; and  from  Fig.  206  it  is  shown  that  for 
the  same  R.M.S.  value  of  the  primary  potential  difference 
the  core  loss  is  greater  wdth  the  Wechsler  than  with  the 
Ganz  alternator. 

Broadly  speaking,  pointed  or  peaked  potential  curves  give 
rise  to  greater  core  loss  than  rounded  or  flat  primary  potential 
curves. 

In  the  Second  Volume  of  this  Treatise,  we  return  to  the 
discussion  of  these  matters,  and  enter  into  more  details  as 
to  the  practical  considerations  to  which  they  lead  in  the 
Construction  of  the  Induction  Coil  and  Transformer. 


End  of  Volume  1. 
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Note  A.  (See  page  19.) 

The  Magnetic  Force  at  any  Point  in  the  Plane  of  a Circular 
Current. — The  magnetic  force  at  any  point  in  the  plane  of  a 
circular  conductor  conveying  a current  may  be  found  by  an 
elegant  geometrical  method  due  to  Mr.  A.  Eiussell  (see  The 
Electrician^  Vol.  XXXI.,  p.  284). 


Let  P be  any  point  in  the  plane  of  a circular  current,  and 
let  F be  the  magnetic  force  at  P due  to  a current  of  strength 
i in  the  wire.  Let  d s be  an  element  of  length  of  the  circle, 
and  let  0 R be  the  radius  of  the  circle.  Take  any  point  R 
on  the  circumference  of  the  circle  (see  Fig.  1),  draw  the 
diameter  through  0 P,  and  at  R draw  a tangent  to  the  circle. 
Then  draw  the  radius  0 R,  and  through  P draw  P N perpen- 
dicular to  the  tangent.  Join  PR.  Let  OP  = a,  OR  = R, 
P R = r,  P N =p,  and  the  angle  R P N = <^. 
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Then,  by  Ampere’s  law,  the  magnetic  force  F at  P due  to  the 

element  c?  s of  the  circuit  at  R is  equal  to  — . Hence 

r-  r 


_ fids  p 

J ? r 


But 

p ds  = 

hence 

F = 

and,  since 

r = 

therefore. 

1_ 

r 

Hence,  F = 

/ 

R-^-aVo 

r2jr 


1 _ sin*^  (fi  + a cos  (h 

R ’^  - 

^ i a 

- 0?  sin^  4>d<fi-h 


cos 


The  second  integral,  taken  between  the  assigned  limits,  is 

r^ir  

zero.  The  first  integral,  1 V sin- 4>  d (f>,  is  called  an 

•'  0 

elliptic  integral  of  the  second  order,  and  represents  the  length 
of  the  circumference  of  an  ellipse  which  has  0 for  its  centre,. 
P for  one  of  its  foci  and  2 R for  its  major  axis. 

Hence,  if  we  describe  an  ellipse  on  the  diameter  of  the 
circle,  with  0 as  its  centre  and  P as  its  focus,  the  magnetic 
force  F at  the  point  P due  to  a current  ^ in  the  circle  is  equal 

to  the  value  of  „ x the  length  of  the  circumference  of  this 
R^-a^ 

ellipse. 


In  practice  we  can  easily  describe  this  ellipse  by  means  of 
two  pins  and  a thread,  and  then  measure  the  length  of  its 
circumference  with  a measuring-wheel,  such  as  is  used  for 
measuring  distances  upon  a map,  or  by  laying  a thread  round 
the  ellipse  and  measuring  its  length. 

In  this  way  a practical  measurement  can  be  made  of  the 
magnetic  force  due  to  a circular  current  at  any  point  in  its 
plane. 

Up  to  the  limit  of  rt  = 0-8R,  the  length  I of  the  circum- 
ference of  the  ellipse  can  be  calculated  approximately  from  the 
formula — 


2 = ^{R+  V'R‘‘-a“4. 
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Note  B.  (See  page  35.) 


The  Total  Induction  in  a Circular  Solenoid. — If  we  consider 
a circular-sectioned  ring  to  be  closely  wound  over  with  turns 
of  wire,  we  obtain  a circular  solenoid. 

Let  a be  the  mean  radius  of  the  circular  cross-section  of 
the  solenoid,  and  let  R be  the  radius  of  the  circular  axis  of 
the  solenoid.  The  whole  solenoid  may  be  considered  to  be 
resolved  into  elementary  solenoids.  Let  d S be  the  cross- 
section  of  one  of  these,  and  let  x be  the  radius  of  the  circular 
axis  of  the  circular  elementary  solenoid. 

Let  N be  the  total  number  of  turns  of  wire  on  the  ring. 

N 

Then,  for  the  elementary  solenoid,  there  are  ^ — turns  per 


unit  of  length. 

The  magnetic  force  in  the  interior  of  the  elementary  solenoid 
IS  H,  and 


H: 


27r  X 


where  I is  the  current  in  the  solenoid. 

Hence,  if  the  medium  is  non-magnetic,  the  surface  integral 
of  magnetic  force  is  the  measure  of  the  induction.  Hence  the 
magnetic  induction  in  the  interior  of  the  elementary  solenoid  is 


2NI 


d S.  Hence  the  whole  induction  Q through  the  whole 

solenoid  is  obtained  by  integrating  this  last  expression  over 
the  area  of  the  solenoid,  viz.,  tto?.  Therefore  between  proper 
limits  r j Q 

Q = 2Nir-ie. 

J X 


/d  S 

_ taken  over  the  circular  cross-section 

X 

be  shown  to  be  equal  to  27r  {R  - 


can 


and  hence  Q = Itt  N I {R  - VR'^  - a^}. 

This,  then,  is  the  expression  which  should  be  employed  for 
the  total  induction  over  the  circular  cross-section  of  the  ring, 
if  the  mean  radius  of  cross-section  a is  not  very  small 
compared  with  the  radius  of  the  circular  axis  R. 

If  — is  a small  quantity,  then,  since 
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Ave  have  R - a/R-'-  a"  = nearly  when  ^ is  small,  and  hence 


Q-47rNli^-=47r-Zl  (7r(P), 
^ 2R  27rR^ 


or  477  times  the  current  turns  per  unit  of  length  of  solenoid 
multiplied  by  the  area  of  cross-section  of  the  solenoid ; and 
for  a very  large  thin  circular  solenoid  the  magnetic  force  in 
the  centre  is  i-  times  the  current  turns  per  unit  of  length. 


Note  C.  ( See  page  62. ) 

The  Calibration  of  the  Ballistic  Galvanometer. — A galvano- 
meter consists  generally  of  two  parts — a magnet  and  a coil 
of  wire.  The  magnet  may  be  fixed  and  the  coil  suspended 
and  movable;  or  the  magnet  suspended  and  movable  and 
the  coil  fixed.  If  the  arrangements  are  such  that  the  movable 
system  when  disturbed  is  brought  to  rest  without  vibration, 
or  with  very  few  vibrations,  the  galvanometer  is  called  a 
damped  or  aperiodic  galvanometer.  If,  however,  the  resistance 
to  motion  is  so  small  that  the  movable  part,  when  disturbed 
or  made  to  oscillate,  continues  for  a long  time  to  oscillate  with 
very  slowly  decreasing  amplitude  of  vibration,  the  galvano- 
meter is  called  a ballistic  galvanometer. 

If  a body  is  suspended  so  as  to  vibrate  about  a vertical  axis, 
and  if  when  given  an  angular  displacement  about  that  axis 
it  returns  when  released  to  its  original  position,  and  oscillates 
about  it,  the  body  will  in  general  execute  vibrations  of 
decreasing  amplitude.  If  I is  the  moment  of  inertia  of  the 
body  about  that  axis,  and  if  p is  the  torque  or  couple  which 
tends  to  restore  the  body  to  its  original  position  if  displaced 
round  the  axis  by  a unit  angle,  then,  if  at  any  instant  the 
angular  velocity  of  the  oscillating  body  is  w,  the  equation  of 
motion,  neglecting  for  the  moment  resistance  to  motion,  is 

j d (1)  ^ 

1 =pe, 
a t 

where  6 is  the  angle  of  displacement  at  the  instant  when  the 
angular  velocity  is  w. 

Since  w = we  have  as  the  equation  of  motion, 
d t 

dt^  I 
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and  the  time  t of  one  complete  vibration  of  the  body  will  be 


This  gives  us  the  periodic  time  of  oscillation  of  the  body, 
assuming  that  the  resistance  to  motion  due  to  friction  is  nothing. 

If  there  is  any  small  resistance  to  the  motion,  such  as  air 
resistance  or  other  causes  of  energy  dissipation,  the  amplitude 
of  the  swings  of  the  vibrating  body  will  gradually  decrease. 
If  the  experiment  is  tried  of  setting  the  needle  or  coil  of  a 
ballistic  galvanometer  in  motion,  and  observing  the  amplitudes 
Xi,  ^^2,  x.y,  ScG.,  of  successive  swings  to  the  right  and  left,  it 
will  be  found  that  x.2,  x.^,  &c.,  form  a descending  geometrical 
progression,  and  that  the  values  of  log  x^,  log  log  x^,  &c., 
form  a descending  arithmetic  progression. 

If  the  difterence  of  the  logarithms  of  the  amplitudes  of  two 
successive  swings,  one  to  the  right  and  one  to  the  left,  is 
taken,  this  difference,  denoted  by  A,  is  called  the  loffarithunc 
decrement  of  the  galvanometer,  and  it  will  be  found  that  this 
difference  is  approximately  constant  for  any  two  successive 
swings  right  and  left  during  the  progress  of  the  decay  of  the 
excursions.  That  is,  log  - log  a:  = A,  also  log  .^2  - log  ^^3  = A, 
&c.  Hence,  if  the  logarithm  of  the  amplitude  falls  off'  or 
decreases  by  an  amount  A in  the  course  of  the  passage  of  the 
needle  or  coil  of  the  galvanometer  from  the  extremity  of  one 
swing  to  the  right  to  the  extremity  of  one  swing  to  the  left,  it 
may  fairly  be  assumed  that,  if  the  coil  or  needle  is  started  from 
rest  by  a sudden  blow,  the  excursion  Xq  it  would  make  if  there 
were  no  resistance  is  related  to  the  excursion  x^  it  does  actually 
make  with  the  actual  resistance  existing  by  the  relation 


or 


or 


If  the  base  of  the  logarithms  is  10,  or  the  logarithms  are 
ordinary  ones,  then  by  the  exponential  theorem  we  have 


\ 
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where  M is  the  modulus  2-303,  or  the  multiplier  for  converting 
ordinary  logarithms  into  Napierian  logarithms.  M is  the 
logarithm  of  10  to  the  base  e,  the  base  of  Napierian  logarithms. 

If  - is  small,  we  may  neglect  — and  higher  powers  in  com- 
2 4 

parison  with  and  write 


10^  =1+M_, 
2 


nearly. 


Hence 

or 


— = 1 + M -,  nearly, 

2 

x^  = x,(l+M^,  nearly. 


In  other  words,  we  can  find  what  the  excursion  x^  would  be 
if  there  were  no  air  resistance  by  multiplying  the  actual  first 


excursion 


aji  by  a factor  ^1  + M called  the  correcting  factor.. 


Hence,  if  the  movable  system  of  a ballistic  galvanometer 
receives  a sudd-en  blow  or  impulse  when  at  rest,  and  if  it  then- 
makes  an  excursion  the  angular  magnitude  of  which  is  and 
if  such  excursion  is  slightly  resisted  by  air  friction,  we  cani 
eliminate  the  results  of  this  and  correct  for  the  frictional  resist- 


If  the  logarithmic  decrement  is  measured  directly  in 
Napierian  logarithms,  then  the  correcting  factor  is  simply 


where  X equals  the  Napierian  logarithmic  decrement,  or  the 
logarithm  of  the  ratio  of  one  swing  to  the  next. 

Returning  to  the  equation  of  motion  of  the  needle  or  coil, 
since  we  have  at  any  moment 


I 


d (jo 

It 


= 1x6, 


let  us  consider  a small  magnetic  needle  of  magnetic  length  I 
hanging  in  the  centre  of  a coil  so  wound  that  when  a current 
flows  through  the  coil  there  is  a uniform  magnetic  field  due 
to  the  current  in  all  the  region  within  which  the  needle  lies. 
Let  the  normal  position  of  the  needle  when  at  rest  be  such 
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that  the  magnetic  axis  of  the  needle  is  at  right  angles  to 
the  direction  of  the  field  due  to  the  current  in  the  coil. 

Then  let  M be  the  magnetic  moment  of  the  needle,  H the 
strength  of  the  controlling  field,  the  direction  of  H being  at 
right  angles  to  the  field  due  to  the  current  in  the  coil. 

Let  the  needle  be  set  oscillating  by  a sudden  impulsive 
couple  acting  upon  it  when  at  rest.  Let  6 be  the  angular 
displacement  of  the  magnetic  axis  of  the  needle  at  any 
instant  t. 

The  restoring  couple  acting  on  this  needle  at  that  instant 
is  M H sin  6,  and,  by  the  equation  of  motion, 


= MH  sin  0. 
d t 

Hence, 

d t 

but 

dO 

= 0). 

d t 

Hence 

I (0  d (0  = M H sin  ^ d 

Integrate  the  above  equation  from  the  instant  when  the 
needle  leaves  its  position  of  rest  with  a finite  angular  velocity 
il  until  it  reaches  a displacement  0 and  has  a zero  angular 
velocity.  We  have 

fO  [0 

IJ  (i)  d io  = M HJ  sin  ^ d 6, 
or  ^ 1 = M H (1  - cos 

= 2MHsin2-^-; 

2 ’ 

therefore  12  = 2 /MJ?  sin  . . . (1) 

V I 2 ^ ^ 

If  the  impulse  which  starts  the  needle  from  rest  with  a 
finite  velocity  is  that  due  to  the  fiow  of  a quantity  of  electricity 
through  the  coil  surrounding  the  needle,  which  flow  is  all  over 
before  the  needle  has  had  time  to  move  sensibly  from  rest,  we 
can  obtain  a relation  between  the  quantity  of  electricity  so 
sent  through  and  the  excursion  of  the  needle. 

For  let  ^ be  the  current  in  the  coil  at  any  instant,  and  let 
G be  a constant  depending  upon  the  form  of  the  galvanometer 
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coils,  such  that  G i is  the  magnetic  field  due  to  the  current. 
Then,  since  M is  the  moment  of  the  needle,  M G i is  the  whole 
couple  acting  on  needle,  and  the  impulse  of  this  couple  is 
M G i d i in  a time  d t.  If  the  whole  impulse  is  over  before 
the  needle  has  had  time  to  move,  then  the  whole  impulse  of 
the  couple  must  be  equal  to  the  total  gain  of  angular  momen- 
tum I d oj  taking  place  in  the  time  d t. 

Hence  M G t d i = I d oj ; 

but  if  d 2 is  the  quantity  of  electricity  which  has  flowed 
through  the  galvanometer  coils  in  the  time  d t,  we  have 

iJj. 

cl  t 


and  M G ^ d i = M G d g = I d oj. 

But  since  the  whole  impulse  is  over  before  the  needle  has  time 
to  leave  its  position  of  rest,  we  have,  by  integrating  from  w = 0 
to  to  = 12,  the  equation 

MGQ  = I12, 


where  12  is  the  angular  velocity  with  which  the  needle  leaves 
its  position  of  rest.  But  by  equation  (1), 


therefore 


12  = 2 V sin  - 


h) 


*/41H  . 0 

V (.2  . O’ 


or 


Q = /.•  sin 


d_ 

2’ 


Hence  we  see  that,  when  a quantity  Q of  electricity  is  dis- 
charged suddenly  through  the  coils  of  a ballistic  galvanometer, 
the  whole  discharge  being  over  in  a very  short  time  compared 
with  the  period  of  free  vibration  of  the  needle,  the  quantity 
of  electricity  is  proportional  to  a constant,  h,  called  the  hallistic 
constant,  multiplied  by  the  sine  of  half  the  angle  of  excursion 
of  the  needle. 

If  the  galvanometer  has  a logarithmic  decrement  A,  which 
is  moderately  small,  say  not  more  than  10  per  cent.,  then  to  a 
close  approximation 
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To  determine  k for  any  galvanometer,  the  easiest  way  is  to 
charge  a condenser  having  a capacity  of  c microfarads  to  a 
potential  of  v volts  by  placing  it  in  contact  with  a battery  of 
known  voltage,  and  then  discharging  this  quantity  c v micro- 
coulombs through  the  ballistic  galvanometer.  If  this  quantity 
c V gives  a ‘‘  throw  ” 0,  we  have 


c V 


Hence  k is  determined. 

Such  a calibrated  ballistic  galvanometer  can  immediately 
be  employed  to  measure  a magnetic  field.  For  if  a loop  of 
wire  having  N turns  is  placed  in  a field  of  induction  so  that 
the  induction  is  linked  with  the  circuit,  and  if  the  loop  is 
connected  with  the  ballistic  galvanometer,  then  on  suddenly 
withdrawing  the  loop  from  the  field  we  shall  get  a ‘‘throw” 
of  the  galvanometer  which  can  be  interpreted  to  mean  so  ■ 
much  quantity  in  microcoulombs  passing  through  the  galvano- 
meter. Then,  by  the  principles  explained  on  page  31,  the 
total  change  in  induction  linked  with  the  circuit  is  equal  to 
the  product  of  the  resistance  of  the  circuit  and  the  quantity 
set  flowing  through  it,  or 

Induction  x linkages  = resistance  x quantity. 

If  induction  is  measured  in  microwebers — one  weber  bein" 
10®  C.G.S.  lines  or  units  of  induction,  and  one  microwebei’ 
therefore  100  C.G.S.  units — we  have  the  rule — 

Microwebers  x linkages  = microcoulombs  x ohms ; 

and  if  one  microweber  of  induction  passing  through  the  loop 
linked  once  with  this  circuit,  is  suppressed,  it  will  cause  one 
microcoulomb  of  electric  quantity  to  flow  through  the  circuit . 
if  its  resistance  is  one  ohm. 

In  employing  the  ballistic  galvanometer  to  measure  mag- 
netic induction,  it  must  be  observed  that  the  condition  of 
application  of  the  above  principles  is  that  the  whole  change  of 
induction  must  be  completed  in  a very  short  time  compared 
with  the  periodic  time  of  the  needle  of  the  galvanometer. 

To  suggest,  as  is  sometimes  done,  that  the  induction  in  the 
field  magnets  of  a dynamo  can  be  measured  by  surrounding 
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them  with  a loop  of  wire  connected  to  a ballistic  galvanometer, 
and  then  short-circuiting  or  breaking  the  field  circuit,  is  to 
presuppose  a most  unlikely  event,  viz.,  that  the  time  during 
which  such  change  of  induction  takes  place  is  small  compared 
with  the  periodic  time  of  an  ordinary  ballistic  galvanometer. 

If  the  galvanometer  is  one  with  a movable  coil  of  the 
d’Arsonval  type,  then  it  is  better  to  standardize  the  galvano- 
meter by  means  of  a coil  of  known  length,  turns  and 
resistance,  placed  in  the  axis  of  a long  cylindrical  coil,  the 
turns  per  unit  of  length  of  which  are  known.  The  reason 
for  this  is  that  if  the  galvanometer  circuit  is  always  closed  the 
movement  of  the  coil  in  the  strong  magnetic  field  induces 
currents  in  the  galvanometer  which  resist  its  motion.  Hence 
a powerful  damping  action  comes  into  play  from  this  cause 
alone.  To  ascertain  what  induction  change  caused  a given 
galvanometer  throw  we  proceed  thus  : — The  standardizing 
secondary  coil  should  be  joined  up  in  series  with  the  galvano- 
meter coil  and  with  the  secondary  or  exploring  coil,  and  it 
should  be  placed  in  the  axis  of  a long  coil,  of  which  the 
field  can  be  calculated.  If,  then,  under  the  influence  of 
an  unknown  induction  linked  or  unlinked  with  the  exploring 
coil  we  obtain  a galvanometer  throw  6,  we  can  find  out 
what  was  the  induction  causing  this  throw  by  interrupting 
or  reversing  a known  current  in  the  long  standard  field  coil, 
.and  thus  linking  or  unlinking  a known  induction  with  the 
standard  secondary  coil.  If  the  current  through  the  standard 
field  coil  is  altered  until  it  gives  a similar  throw  0 on  being 
interrupted  or  reversed,  we  know  at  once  that  the  value  of 
the  unknown  induction  linked  or  unlinked  with  the  secondary 
or  exploring  coil  which  gives  an  equal  throw,  must  be  the 
same  as  that  calculable  induction  linked  with  the  standardizing 
secondary  coil. 


INDEX 


Action  at  a Distance,  10 
Actions  taking  place  in  Transformers,  518 
Admittance  of  Condenser,  186 
Alternating  Current  Curve  Tracers,  522 
Alternating  Current  Curve  Tracing,  530 
Alternating  Current  Flow  in  Conducting 
Circuits,  492 

Alternating  Current  Flow,  Theory  of,  293 
Alternating  Currents,  Distribution  of,  in 
Conductors,  306 

Alternating  Currents,  Propagation  of, 
through  Conductors,  292 
Alternative  Path,  Experiment  of  the,  401 
Ampere’s  Discoveries  on  Electromagnetism, 
307 

Ampere’s  Fundamental  Law,  15 
Amplitude  Factor  of  a Periodic  Curve,  583 
Analysis  of  Compound  Periodic  Curve,  90 
Analytical  Theory  of  Transformer,  586 
Apparent  Power,  157 
Apparent  Power  given  to  Circuit,  205 
Ballistic  Galvanometer,  51,  Appendix  Note 
C.,  600 

Ballistic  Galvanometer,  Use  of,  51 
Bernstein’s  Researches  on  Induction,  251 
Blaserna’s  Researches  on  Induction,  246 
Branch  Circuits,  Impedance  of,  163 
Cardew  Voltmeter,  155 
Circuit,  Inductive,  110 
Circuit,  Magnetic,  33 
Circuit  Non-Inductive,  110 
Circular  Current,  Magnetic  Force  at  the 
Centre  of,  18 

Circular  Solenoid,  Magnetic  Force  in  In- 
terior of,  23 

Classificaiion  of  Transformers,  517 
Clock  Diagram  for  Inducing  and  Induced 
Circuits,  177 
Clock  Diagrams,  141 
Closed  Circuit  Transformer,  515 
Closed  Magnetic  Circuit,  38 
Coefficient  of  Mutual  Inductance,  121 


Coefficient  of  Self-Induction,  119 
Coil  Induction,  Theory  of,  232 
Complex  Periodic  Functions,  202 
Compound  Periodic  Curve,  84 
Compound  Periodic  Curve,  Harmonic 
Analysis  of,  91 
Condenser  Equation,  183 
Condenser,  Flow  of  Current  into,  182 
Condenser,  Time-Constant  of,  184 
Conducting  Power  for  Lines  of  Force,  40 
Conduction  Current,  335 
Confirmation  of  Maxwell’s  Theory  by 
Hertz,  477 

Correcting  Factor  of  Wattmeter,  168 
Current  and  Electromotive  Force  Curves,  81 
Current  Diagram  of  Transformer,  561 
Current  Equation,  126 
Current  Flow  in  Circuits  having  Capacity, 
Inductance  and  Resistance,  Initial  Con- 
ditions of,  199 

Current  Flow  in  Inductive  Circuits,  Initial 
Conditions  of,  194 

Current  Growth  in  Inductive  Circuits,  123 
Current  Sheet,  339 
Curve  of  Hysteresis,  60 
Curve  of  Induction,  Determination  of,  528 
Curves,  Logarithmic,  130 
Curves  of  Current  and  E.M.F.  of  Various 
Ti’ansformers  on  Open  Secondary  Circuit, 
538,  539,  540 

Curves  of  Magnetisation,  51,  55,  58 
Curves  of  Power  and  Hysteresis  of  Trans- 
former, 551 

Curves  of  Primary  and  Secondary  Alternat- 
ing Electromotive  Force  of  Transformer, 
542 

Cycle,  Magnetic,  60 

Delineation  of  Periodic  Curves  of  Current 
and  Electromotive  Force,  519 
Derived  Curves,  103 

Description  of  Simple  Periodic  Curve,  96 
■ Description  of  Transformer  Diagrams,  535 


008 


IKI)L\Y. 


Determination  of  Values,,  “v,”  359 
Dielectric  Constants  of  Various  Substances, 
351-355 

Discovery  of  Electromagnetic  Induction,  2 
Discovery  of  Induced  Currents,  2 
Displacement  CuiTent,  334 
Displacement  Currents  and  Displacement 
Waves,  338 

Direction  of  Magnetic  Force,  14 
Dove’s  Experiments  on  Induction,  262 
Effect  of  Closing  Secondaiy  Circuit  of 
Induction  Coil,  271 

Effect  of  Form  of  Curve  of  Electromotive 
Force  on  the  Efficiency  of  Transformers, 
579 

Efficiency  Curves  of  a Transformer  taken 
on  Various  Alternators,  582 
Efficiency  Curves  of  Transformers,  557 
Efficiency  of  Transformers,  555 
Electrical  Oscillations,  372 
]31ectrical  Kesearches  of  Faraday,  1 
Electric  Currents  produced  by  Magnetism,  5 
Electric  Displacement,  334 
Electric  Elasticity,  334,  338 
Electric  Surgings,  412 
Electric  Waves  in  Wires,  461 
Electrodynamic  Induction,  3 
Electromagnetic  Energy,  120 
Electromagnetic  Gyroscope,  324 
Electromagnetic  Induction,  14 
Electromagnetic  Induction,  Discovery  of,  2 
Electromagnetic  Medium.  335 
Electromagnetic  Momentum,  118 
Electromagnetic  Radiation,  478 
Electromagnetic  Repulsion,  307 
Electromagnetic  Repulsion,  Theory  of,  315 
Electromagnetic  Rotations.  320 
Electromagnetic  Theory,  332 
Electromagnetic  Waves  in  Air,  469 
Electromotive  Force  Curves,  81 
Electromotive  Force  Diagram  for  Inductive 
Circuit,  144 

Electromotive  Force  of  Induction,  72 
Electromotive  Force  of  Rotating  Coil,  76 
Electromotive  Intensity,  337 
Electro-Optic  Phenomena,  478 
Electrostatic  Induction,  1 
Electrotonie  State,  7,  118 
Elihu  Thomson’s  E.xperiments  of  Electro- 
magnetic Repulsion,  313 
Energy  Dissipation  by  Hysteresis,  64 
Equation  for  Charge  of  a Condenser,  183 
Equation  for  Periodic  Current  in  Inductive 
Circuit,  135 

Equation  for  Rise  of  Current  in  Inductive 
Circuit,  127 

Equipotential  Surface,  46 
Ether,  533 


Experimental  Determination  of  Electro-- 
magnetic  Wave  Velocity,  499 
Experimental  Determination  of  Instan- 
taneous Value  of  a Periodic  Current,  620 
Experimental  Determination  of  the  Form 
of  Periodic  Curves  of  Transformer,  527 
Experimental  Measurement  of  Periodic 
Currents  and  Electromotive  Forces,  154 
Experimental  Proof  of  Existence  of  Oscilla- 
tory  Discharge,  381 

Experimental  Researches  on  Alternating 
Current  Transformers,  558 
Faraday’s  Copper  Disc  Experiment,  5 
Faraday’s  Discoveries,  1 
Faraday,  Discovery  of  Self-Induction  by, 
111 

Faraday’s  Electrical  Reseai'ches,  1 
Faraday’s  Experiment  with  the  IronRing,  3 
Faraday’s  Law  of  Induction,  31 
Faraday’s  Ring  Coil,  see  Frontispiece 
Faraday’s  Theories,  6 

Flow  of  Simple  Periodic  Currents  into 
Condenser,  182 
Flux  of  Magnetic  Force,  26 
Force,  Magnetic,  43 
Form  Factor  of  a Periodic  Curve,  583 
Form  Factor  of  Various  Curves,  584 
Fourier’s  Theorem,  85 

Function  of  the  Condenser  in  an  Induction 
Coil,  390 

Galvanometer,  Ballistic,  51,  Appendix  Note 
C.,  600 

General  Analytical  Theory  of  the  Trans- 
former, 586 

General  D .scrip tion  of  the  Action  of 
Transformer,  514 
Geometrical  Illustrations,  138 
Graphic  Representation  of  Periodic  Cur- 
rents, 139 

Harmonic  Analysis  of  Transformer  Dia- 
grams, 550 

Harmonic  Curve,  Description  of,  87 
Hedgehog  Transformer,  Current  Diagram 
of,  562 

Helmholz’s  Researches  on  Induction,  252 
Henry,  Discovery  of  Electro-magnetism 
by,  11 

Henry,  Joseph,  11 
Henry  Joseph,  Researches  of,  207 
Henry’s  Discovery  of  Induced  Currents  of 
Higher  Orders,  219 
Henry’s  Electromagnets,  11 
Henry’s  Experiments  on  Self  and  3Iutual 
Induction,  207 

Henry’s  Experiments  with  Electromagnets, 

12 

Henry’s  Investigations,  11 
Henry,  The,  122 


INDEX 


■609 


Hertz’s  Confirmation  of  Maxwell’s  Theory, 
449 

Hertz’s  Electrical  Papers,  461 
Hertz’s  Experiments  of  Propagation  of 
Alternating  Currents  in  Conductors,  492 
Hertz’s  Kesearches  on  the  Propagation  of 
Electromagnetic  Induction,  418 
Hertz’s  Eesonator,  426 
High  Frequency,  Effect  of,  in  changing 
Distribution  of  Current  in  Conductor, 
294 

Historical  Introduction,  1 
Hopkinson’s  Kesearches  on  Hysteresis,  65 
Hughes’  Experiments  on  Transmission  of 
Alternating  Currents,  281 
Hughes’  Induction  Balance,  274 
Hughes’  Induction  Bridge,  Theory  of,  285 
Hughes’  Sonometer,  276 
Hysteresis  Curves,  60 
Hysteresis  Curve  of  Ganz  Transformer,  553 
Hysteresis,  Dissipation  of  Energy  by,  64 
Hysteresis,  Magnetic,  59 
Hysteresis,  Magnetic  Variation  of,  with 
Temperature,  68 

Hysteresis,  Value  of,  for  complete  Cycle,  62 
Hj’steresis,  Values  of,  for  various  kiiuls  of 
Iron,  63 

Im])edance,  136 
Impedance  Diagram,  146 
Impedance  of  Branch  Circuits,  163 
Impedance  to  Sudden  Rushes  of  Current, 
416 

Impressed  and  Effective  Electromotive 
Forces,  143 

Impulsive  Discharges,  399 
Impulsive  Impedance,  417 
Inclexof  Refraction  of  Various  Substances, 
350 

Induced  Currents,  239 
Induced  Currents,  Discovery  of,  2 
Induced  Currents,  Duration  of,  246,  247 
Induced  Currents,  Duration  of,  Helmholz’s 
Researches  on,  254 

Induced  Currents,  Felici’s  Researches  on, 
243 

Induced  Currents  of  Higher  Orders,  219 
Induced  Currents,  Investigations  on,  226 
Induced  Currents,  Lenz’s  Researches  on, 
243 

Induced  Currents,  Magnetic  Effect  of,  231 
Induced  Currents,  Various  Effects  of,  230 
Inductance,  108,  119 
Inductance  and  Inductive  Circuits,  107 
Inductance  and  Inertia,  Analogies  of,  109 
Inductance,  Annulment  of,  by  Capacitv, 
189 

Inductance  Bridge,  116 
Inductance,  Discovery  of,  111 


Inductance,  Mode  of  exhibiting,  113 
Inductance  of  Various  Circuits,  123 
Induction  at  a Distance,  2l4 
Induction  Balance,  274,  279 
Induction  Coil,  Theory  of,  232 
Induction,  Electromotive  Force  of,  72 
Induction,  Faraday’s  Law  of,  31 
Induction  in  closed  Magnetic  Circuits,  36 
Induction  in  open  Magnetic  Circuits,  37 
Induction,  Magnetic,  24 
Induction  Mutual,  211, 

Induction  of  Electric  Currents,  3 
Induction  Phenomena  in  open  Circuits, 
424 

Induction  Phenomenon  in  Dieletrics,  449 
Induction,  Prevention  of,  259 
Induction,  Willoughby  Smith’s  Researches 
on,  261 

Inductive  Circuit,  110 
Inductive  Circuits,  Division  of  Current 
between,  159 

Inductive  Effects  by  Leyden  Jar  Dis- 
charges, 224 

Inductive  Effects  by  Transient  Electric 
Currents,  222 

Initial  Conditions  at  Starting  Current,  194 
Instantaneous  Value  of  Periodic  Current, 
135 

Integral  Calculus,  Important  Theorem  in, 
90 

Intensity  of  Magnetisation,  42 
Interference  of  Electric  Waves,  471 
Interference  Phenomenon  of  Electric 
Waves,  464 

Iron  Ring,  Permeability  of,  53 
Joubert’s  Instantaneous  Contact  Maker,520 
Kelvin,  Lord,  on  Flow  of  Alternating 
Currents  in  Conductors,  303 
Kunz’s  Researches  on  Magnetic  Hysteresis, 
68 

Lemma,  Trigonometrical,  161 
Lightning  Protectors,  403 
Light,  Velocity  of,  358 
Line  Integral  of  Magnetic  Force,  25 
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German  High-Pressure  Regulations. 

Board  of  Trade  Regulations  as  to  Railways  in  Metal-Lined  Tunnels 

London  County  Council  Regulations  as  to  Theatre  Lighting,  Overhead  Wires,  Electric  Meter  Testing,  &c. 

Rules  and  Regulations  for  the  Prevention  of  Fire  Risks  ari«i ng  from  Electric  Lighting  : British  and  Foreign — 
Lloyd’s  Suggestions  for  the  Use  of  Electric  L^ght  on  Board  Vessels.  [(Special.) 

Electric  Lighting  and  Electric  Traction  Notices  for  the  year. 

Provisional  Ord'^rs  and  Licenses  granted  by  the  Board  of  Trade  in  the  preceding  year 
Light  (Electric)  Railway  applications  granted  in  the  preceding  year. 

New  Companies  Registered  and  Companies  Wound  Up  in  the  preceding  year. 

CENTRAL  LIGHTING  STATIONS  OF  THE  UNITED  KINGDOM.— (Speciilly-Coynpiled  Folding  Sheet.) 
COLOURED  SKETCH  MAP  OF  PROVINCIAL  SUPPLY  STATIONS,  with  System  of  Supply,  &c.  (Special. 

A SHEET  TABLE  GIVING  TECHNICAL  PARTICULARS  OF  THE  ELECT RiC  RAILWAYS  AND  TRAMWAYS 
IN  THE  UNITED  KINGDOM.— (Specially-Compaed  Folding  Sheet.) 

Exports  of  Electrical  Apparatus  and  Material.  Foreign  Weights  and  Measures,  with  English  Equivalents. 
Colonial  and  Foreign  Import  Duties  on  Electrical  Machinery  and  Apparatus. — (Specially  prepared.) 

Table  of  Systems  of  Charging  for  Electric  Current,  “ E isy  ” Wiring,  “ Free  ” Lamps,  Motors,  fee. 

Wire  Gauge  Tables.  Resistance  and  Weight  Tables.  Comparative  Price  of  Electricity  and  Gas. 

Tables  relating  to  Water  Power.  Hydraulic  Heads,  Rope  Gearing,  &c.  Sinking  Fund  Tables. 

Electric  Traction  Tables  and  Data.  Carrying  Capacity  of  Resistance  Materials*. 

Notes  on  Illumination.  Table  and  Curve  of  Hours  of  Lighting.  Post  Office  Regulations.  Electric  Heating  Table 
TELEGRAPHIC  COMMUNICATION  between  Great  Britain,  Colonies,  and  Foreign  Countries. 

TELEGRAPH  TARIFFS  from  the  United  Kingdom  to  all  parts  of  the  World. 

The  Submarine  Cables  of  the  World.  The  Land  Lines  of  the  World.  The  World’s  Cable  Fleet. 

Telephone  Statistics,  including  Post  Office  Telephone  Trunk  Line  Regulations,  Forms  of  Telephone  Licence  for 
Local  Authorities  and  Companies,  British  Telephone  Dwelopments,  &c. 

BRITISH  AND  FOREIGN  GOVERNMENTS  AND  THE  CHIEF  OFFICIALS  OF  ELECTRICAL,  ENGINEERING 
AND  WORKS  DEPARTMENTS. -(SpmaL)  [Committees. -(SpeemL) 

Local  Authorities  and  Chief  Officers  in  London  and  Provinces,  with  Chairmen  of  Lighting  and  Electric  Traction 
Post  Office  Telegraphs  : Chief  Officials.  Institution  of  Electrical  Engineers  ; Officers,  Rules,  (fee. 

List  of  Universities,  Colleges,  Schools,  (fee.  (with  Professors). 

Institution  of  Electrical  Engineers  Benevolent  Fund. 

Soci6t4  Internationale  des  Electriciens,  Verband  Deutscher  Elektrotechnischer,  American  Institute  of  Electrical 
Engineers  and  other  Foreign  Electrical  Societies  ; Officials,  (fee. 

Davy-Faraday  Research  Laboratory  of  the  Royal  Institution. 

ELECTRICAL  LIMITED  LIABILITY  COMPANIES,  FINANCIAL  PARTICULARS  CONCERNING.— (NpeciaL) 
DIRECTORY  OF  DIRECTORS  OF  ELECTRICAL  .JOIN I'  STOCK  UNDERTAKINGS  -(Special.) 

The  BIOGRAPHICAL  SECTION  contains  sketches  of  the  careers  of  about  300  of  the  leading  men  in  the  Electrical 
profession,  with  OG  Por*^r9it'i. 

It  will  be  seen  at  once  from  the  above  Abstract  that  no  similar  Publication  so  effectively  caters  for  the 

Electrical  and  Allied  Industries. 

A Digest  of  the  Contents  and  other  particulars  of  the  last  issue  will  be  sent  free  on  application. 


\ (Specially 
I prepared.) 
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Vol.  I.  SECOND  ISSUE.  4^6  pages,  price  post  free, 

Vol  tl.  568  pages,  price  ^6..,  post  free  ; abroad, 

ELECTROMAGNETIC  THEORY. 

By  OLIVER  HEAVISIDE. 

EXTRACT  FROM  PREFACE  TO  VOL.  t. 

This  work  is  something  approaching  a connected  treatise  on  electrical  theory,  though  without 
the  strict  formality  usually  associated  with  a treatise.  The  following  are  some  of  the  leading 
points  in  this  volume.  The  first  chapter  is  introductory.  The  second  consists  of  an  outline  scheme  of 
the  fundamentals  of  electromagnetic  theory  from  the  Faraday- Maxwell  point  of  view,  with  some 
small  modifications  and  extensions  upon  Maxwell’s  equations.  The  third  chapter  is  devoted  to 
vector  algebra  and  analysis,  in  the  form  used  by  me  in  former  papers.  The  fourth  chapter  is 
devoted  to  the  theory  of  plane  electromagnetic  waves,  and,  being  mainly  descriptive,  may  perhaps  be 
read  with  profit  by  many  who  are  unable  to  tackle  the  mathematical  theory  comprehensively. 
1 have  included  in  the  present  volume  the  application  of  the  theory  (in  duplex  form)  to  straight 
wires,  and  also  an  account  of  the  effects  of  self-induction  and  leakage,  which  are  of  some 
significance  in  present  practice  as  well  as  in  possible  future  developments. 

EXTRACT  FROM  PREFACE  TO  VOL.  II. 

From  one  point  of  view  this  volume  consists  essentially  of  a detailed  development  of  the 
mathematical  theory  of  the  propagation  of  plane  electromagnetic  waves  in  conducting  dielectrics, 
according  to  Maxwell’s  theory,  somewhat  extended.  From  another  point  of  view,  it  is  the 
development  of  the  theory  of  the  propagation  of  waves  along  wires.  But  on  account  of  the 
important  applications,  ranging  from  Atlantic  telegraphy,  through  ordinary  telegraphy  and 
telephony,  to  Hertzian  waves  along  wires,  the  author  has  usually  preferred  to  express  results  in 
terms  of  the  concrete  voltage  and  current,  rather  than  the  specific  electric  and  magnetic  forces 
belonging  to  a single  tube  of  flux  of  energy.  . . . The  theory  of  the  latest  kind  of  so  called 

wireless  telegraphy  (Ledge,  Marconi,  &c.)  has  been  somewhat  anticipated,  since  the  waves  sent  up 
the  vertical  wire  are  hemispherical,  with  their  equatorial  bases  on  the  ground  or  sea,  which  they 
run  along  in  expanding.  {See  § 60,  Vol.  I.  ; also  § 393  in  this  volume.)  The  author’s  old  predictions 
relating  to  skin  conduction,  and  to  the  possibilities  of  long-distance  telephony  have  been  abundantly 
verified  in  advancing  practice  : and  his  old  predictions  relating  to  the  behaviour  of  approximately 
distortionless  circuits  have  also  received  fair  support  in  the  quantitative  observation  of  Hertzian 
waves  along  wires. 

SECOND  ISSUE  (1900).  370  pages,  150  illustrations.  Price  10s.  6d.,  post  free. 

MAGNETIC  INbUGTTON  IN  IRON  AND  OTHER  METALS. 

By  J.  a.  EWING,  M.A.,  B.Sc., 

Pfnfp<f<tor  of  Mechanism  and  Applied  Mechanics  in  the  University  of  Cambridge. 

SYNOPSIS  OF  CONTENTS. 

Sfter  an  introductory  chapter,  which  attempts  to  explain  the  fundamental  ideas  and  the 
terminology,  an  account  is  given  of  the  methods  which  are  usually  employed  to  measure  the 
magnetic  quality  of  metals.  Examples  are  then  quoted,  showing  the  results  of  such  measurements 
for  various  specimens  of  iron,  steel,  nickel  and  cobalt.  A chapter  on  Magnetic  Hysteresis  follows, 
and  then  the  distinctive  features  of  induction  by  very  weak  and  by  very  strong  magnetic  forces 
are  separately  described,  with  further  description  of  experimental  methods,  and  with  additional 
numerical  results.  The  influence  of  Temperature  and  the  influence  of  Stress  are  next  discussed. 
The  conception  of  the  Magnetic  Circuit  is  then  explained,  and  some  account  is  given  of  experi- 
ments which  are  best  elucidated  by  making  use  of  this  essentially  modern  method  of  treatment. 
The  book  contains  a chapter  on  the  Molecular  Theory  of  Magnetic  Induction,  and  the  opportunity 
is  taken  to  refer  to  a number  of  miscellaneous  experimental  facts  on  which  the  molecular 
theory  has  an  evident  bearing.  The  concluding  chapter  deals  with  the  important  subject  of 
Practical  Magnetic  Teslinp. 

Strongly  hound  in  Cloth,  price  5s.,  post  free. 

COMPREHENSIVE  INTERNATIONAL  WIRE  TABLES 

FOR  FXjFCTRIO  COnsriDTJCTORS- 

By  W.  S.  BOULT. 

Giving  very  Full  Particulars  of  Wires  and  Cables  ranging  from  2‘26in.  to  *001  in.  diameter,  and 
including  Board  of  Trade,  Standard,  Biimingbam,  Brown  and  Sharpe,  and  iletric  Gauges  to  the  number  of  469, 
arranged  in  consecutive  order  according  to  cross-section,  so  that  when  any  conductor  is  sought  the  nearest  sizes 
in  the  other  gauges  can  at  once  be  foiiiTd.  Any  No.  of  any  one  of  the  gauges  named,  Sintjle  Wire  or  Cable,  can 
be  readily  ascertained.  Full  particulars  are  given  of  Cross-section,  Gauge,  Weiglit  and  Resistance  in  English, 
American  and  Coiitinental  Units,  one  Table  supplying  the  place  of  the  various  independent  Tables  which 
have  hitherto  been  published.  Great  pains  have  been  taken  throughout  these  Tables  to  ensure  accuracy. 
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“ THE  ELECTRJCJilN^’^  SJSRIES— 

NOW  RE^OV.-NEW^AnKIdHEAPEII  edition  (1900). 

Very  fully  illustrated^  handsomely  hound,  on  good  yaper,  yrice  6s, 

ELECTRIC  LAMPS  AND  ELECTRIC  LIGHTINC. 

By  Prof.  J.  A.  FLEMING,  M.A.,  D.Sc.,  F.E.S.,  M.KL, 

Professor  of  Electrical  Engineering  in  University  College,  London. 

SYNOPSIS  OF  CONTENTS. 

I.  — A Retrospect  over  25  Years— Present  Condition  of  Electric  Lighting — Chief  Properties  of  an  Electric 
Current — IS'ames  of  Electrical  Units — Chemical  Power  of  an  Electric  Current— Hydraulic  Analogies— Electric 
Pressure— Fall  of  Electric  Pressure  Down  a Conductor— Ohm’s  La^v— Joule’s  Law— Units  of  Work  and  Power — 
The  Watt  as  a Unit  of  Power — Incandescence  of  a Platinum  Wire— Spectroscopic  Examination  of  a Heated 
Wire— Visible  and  Invisible  Radiation— Luminous  Efficiency— Radiation  from  Bodies  at  Various  Teraperaturer 

-Efficiency  of  Various  Sources  of  Light— The  Glow  Lamp  and  Arc  Lamp  as  Illuminants— Colours  and  Wave- 
ifiCngths  of  Rays  of  Light— Similar  and  Dissimilar  Sources  of  Light — Colour-Distinguishing  Power — Causes  o 
Colour— Comparison  of  Brightness  and  Colour— Principles  of  Photometry— Limitations  Due  to  the  Eye — 
Luminosity  and  Candle  Power — Standards  of  Light — Standards  of  Illumination— The  Candle  Foot— Comparison 
of  Sunlight  and  Moonlight— Comparison  of  Lights— Ritchie’s  Wedge— Rumford  and  Bunsen  Photometers— 
Comparison  of  Lights  of  Different  Colours— Spe’ctro  Photometers— Results  of  Investigations. 

II. — The  Evolution  of  the  Incandescent  Lamp— The  Nature  of  the  Problem— Necessary  Conditions  — 
Allotropic  Forms  of  Carbon— The  Modern  Glow  Lamp— Processes  for  the  Manufacture  of  the  Filament— Edison- 
Swan  Lamps- The  Expansion  of  Carbon  when  Heated- Various  Forms  of  Glow  Lamps — Velocity  of  Molecules  of 
Gases— Kinetic  Theory  of  Gases — Processes  for  the  Production  of  High  Vacua — Necessity  for  a Vacuum— Mean 
Free  Path  of  Gaseous  Molecules -Voltage,  Current  and  Candle  Power  of  Lamps— Watts  per  Candle  Power- 
Characteristic  Curves  of  L imps— Life  of  Glow  Lamps— Molecular  Shadows— Blackening  of  Glow  Lamps— Self- 
Recording  Voltmeters— Neeessity  for  Constant  Pressure  of  Supply -Changes  Produced  in  Lamps  by  Age— 
Sm-ashing  Point— Efficiency  of  Glow  Lamps— Statistics  of  Age— Variation  of  Candle  Power  with  Varying  Voltage 
—Cost  of  Incandescent  Lighting — Useful  Life  of  Lamps — Importance  of  Careful  “ Wiring  ” — Average  Energy 
Consumption  of  Lamps  in  Various  Places— Load  Factors— Methods  of  Glow  Lamp  Illumination  for  Production 
of  Best  Effects— Artistic  Electric  Lighting— Molecular  Physics  of  the  Glow  Lamp— High  Voltage  Lamps  — 
Varieties  of  Carbon— Densities  and  Resistances— Deterioration  of  Carbon  Lamps— High  Efficiency  Lamps— 
Recently  Suggested  Improvements. 

III. — Forms  of  Electric  Discharge— Vacuum  Tubes— Sparking  Distance— The  Electric  Arc— The  Optical 
Projection  of  the  Arc— The  Arc  a Flexible  Conductor— The  High  Temperature  of  the  Arc— Non- Arcing  Metals— 
Lightning  Protectors— The  Distribution  of  Light  from  the  Arc — Continuous  and  Alternating  Current  Arcs- 
VoPage  Required  to  Produce  an  Arc — The  Physical  Actions  in  the  Arc — The  Changes  in  the  Carbons — The 
Distribution  of  a Potential  in  the  Arc — The  Unilateral  Conductivity  of  the  Arc — The  Temperature  of  the  Crater 
—Comparison  with  Solar  Temperature— The  “Watis  per  Candle”  of  the  Sun— Intrinsic  Brightness  and  Dissi- 
pative Power  of  Heated  Surfaces— Comparison  of  Glow  Lamp,  Arc  Lamp  and  Sun  in  Respect  of  Brightness  and 
Radiation — Arc  Lamp  Mechanism— Arc  Lamp  Carbons — The  Hissing  of  Arc  Lamps— The  Applications  of  Arc 
Lamps— Inverted  Arcs— Series  and  Parallel  Arc  Lighting— The  Enclosed  Arc  Lamp. 

IV. — The  Generation  and  Distribution  of  Electric  Current -The  Magnetic  Action  of  an  Electric  Current— 
The  Magnetic  Field  of  a Spiral  Current— The  Induction  of  Electric  Currents— The  Peculiar  Magnetic  Property 
of  Iron — Iron  and  Air  Magnetic  Circuits— The  Typical  Cases  of  an  Iron  Conduit  With  and  Without  Air  Gaps  — 
The  Prototypical  Forms  of  Dynamo  and  Transformer— The  Transformation  of  Electrical  Energy— Hydraulic 
Illustrations— The  ilechanical  Analogue  of  a Transformer — The  M >de  of  Construction  of  an  Alternate  Current 
Transformer— The  Fundamental  Principle  of  all  Dynamo  Electric  Machines- Alternating  and  Direct  Current 
Dynamos— Alternating  Current  Systems  of  Electrical  Distribution  -Description  of  the  Electric  Lighting  Station 
in  Rome— The  Tivoli- Rome  Electric  Transmission— Views  of  the  Tivoli  Station— Continuous  Current  Systems — 
The  Three-Wire  System— Description  of  St.  Pancras  Vestry  Electric  Lighting  Station— Liverpool,  Glasgow  and 
Brussels  Electric  Lighting  Stations — Direct  Driven  Dynamos— Alternating  and  Continuous  Current  Systems 
Contrasted— Secondary  Batteries— House  and  Maximum  Demand  Meteis. 


NEW  EDITION  READY  EARLY  IN  1900. 

800  pages,  specially  bound  hookwise  to  lie  open,  7s.  6d.  nett,  post  free  7s.  9d.  {abroad,  83.,  post  free). 

Al  JPOCItET  - book  O IT 

ELECTRICAL  ENGINEERING  FORMULJ:.  &c. 

By  W.  GEIPEL  and  H.  KIL(K)UR. 

With  the  extension  of  all  branches  of  Electrical  Engineering  (and  particularly  the  heavier 
branches),  the  need  of  a publication  of  the  Pocket-Book  style  dealing  practically  therewith 
increases  ; for  while  there  are  many  such  books  referring  to  Mechanical  Engineering,  and  several 
dealing  almost  exclusively  with  the  lighter  branches  of  electrical  work,  none  of  these  suffice  for  the 
purposes  of  the  numerous  body  of  Electrical  Engineers  engaged  in  the  application  of  electricity  to 
Lighting,  Traction,  Transmission  of  Power,  Metallurgy,  and  Chemical  Manufacturing.  It  is  to 
supply  this  real  want  that  this  most  corajirehensive  book  has  been  prepared. 

Compiled  to  some  extent  on  the  lines  of  other  pocket-books,  the  rules  and  formulaB  in  general 
use  among  Electricians  and  Electrical  Engineers  all  over  the  world  have  been  supplemented  by 
brief  and,  it  is  hoped,  clear  descriptions  of  the  various  subjects  treated,  as  well  as  by  concise 
articles  and  hints  on  the  construction  and  management  of  vai  ious  plant  and  machinery. 

No  pains  have  been  spared  in  compiling  the  various  sections  .to  bring  the  book  thoroughly  up 
to  date  ; and  while  much  original  matter  is  given,  that  which  is  not  original  has  been  carefully 
selected,  and,  where  necessary,  corrected.  Where  authorities  differ,  as  far  as  practicable  a mean  has 
been  taken,  the  differing  formulae  being  quoted  for  guidance. 

Specimen  Pages,  dec.,  sent  post  free  on  ap]  lication. 
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NEW  EDITION— Almost  entirely  Rewritten,  and  brought  up  to  date. 

More  than  600  pages  and  213  Illustrations,  12s.  6d.  post  free  ; abroad,  13s. 

THE  ALTERNATE  CURRENT  TRANSFORMER 

IN  THEORY  AND  PRACTICE. 

By  J.  A.  FLEMING,  M.A.,  D.Sc.,  F.E.S.,  M.R.L,  &c., 

Prof essor  of  Electrical  Engineering  at  University  College,  London, 

Since  the  flrst  edition  of  this  Treatise  was  published,  the  study  of  the  properties  and  applications  of 
alternating  electric  currents  has  made  enormous  progress.  . . . The  author  has,  accordingly,  rewritten  the 
greater  part  of  the  chapters,  and  availed  himself  of  various  criticisms,  with  the  desire  of  removing  mistakes  and 
remedying  defects  of  treatment.  In  the  hope  that  this  will  be  found  to  render  the  book  still  useful  to  theincreas- 
ing  numbers  of  those  who  are  practically  engaged  in  alternating-current  work,  he  has  sought,  as  far  as  possible, 
to  avoid  academic  methods  and  keep  in  touch  with  the  necessities  of  the  student  who  has  to  deal  with  the 
subject  not  as  a basis  for  mathematical  gymnastics  but  with  the  object  of  acquiring  practically  useful  knowledge. 

SYNOPSIS  OF  CONTENTS  OF  VOL.  i. 

CHAPTER  I,— Introductory.— Faraday’s  Electrical  Researches— Faraday’s  Theories— Magneto-Electric 
Induction— Views  of  Maxwell,  Helmholtz  and  Kelvin— Action  at  a Distance— The  Electro-Magnetic  Medium— 
.^eph  Henry’s  investigations. 

CHAPTER  II.— Electro-Magnetic  Induction.— Magnetic  Force  and  Magnetic  Fields— MagneticIForce 
«.'ar  Conductors— Typical  Cases— Magneto- Motive  Force  and  Magnetic  Induction— Flux  of  Force— Magnetic 
1 ermeability— Lines  of  Induction  -Faraday’s  Law  of  Induction— Electromotive  Force  Due  to  the  Change  of  Induc- 
tion—The  Magnetic  Circuit— Magnetic  Resistance— Lines  of  Induction  of  Closed  and  Open  Magnetic  Circuits— 
Fundamental  Relations  Between  Magnetic  Force  and  Magnetic  Induction— Intensity  of  Magnetba' ion— Magnetic 
Moment— Lines  and  Tubes  of  Magnetic  Induction — Curves  of  Magnetisation— Permeability  curves — Determina- 
tion of  Permeability— Magnetic  Hysteresis— Hysteresis  Curves — H.B.  Diagram— Ffieck  of  Temperature  on  Hyster- 
esis-Electromotive Force  of  Induction— Graphical  Representations— Electromotive  Force  of  Self-Induction. 

CHAPTER  III.— THe  Theory  of  Simple  Periodic  Currents.- Variable  and  Steady  Flow— Current 
and  Electromotive  Force  Curves -Fourier’s  Theorem— Mechanical  Harmonographs— Mathematical  Sketch  of 
Fourier’s  Theorem — Practical  Application  of  Fourier’s  Theorem  to  the  Harmonic  Analysis  of  a Periodic  Curve 
Simple  Periodic  Currents  and  Electromotive  Forces— Description  of  a Simple  Periodic  Curve — The  Mean  Value 
of  the  Ordinate  of  a Sine  Curve— The  Square  Root  of  the  Mean  of  the  Squares  of  the  Ordinates  of  a Simple 
Periodic  Curve— Derived  Curves— Inductance  and  Inductive  Circuits;  Inductance,  Resistance  and  Capacity  of 
Circuits  ; Inductive  and  Non-Inductive  Circuits— Faraday’s  and  Henry’s  Experiments  on  Self-Induction -Edluncl’s 
and  Maxwell  s Arrangement  for  Exhibiting  Inductance  of  Circuits  -Electro-Magnetic  Momentum — Electrotmic 
State  and  Electromagnetic  Energy— Co-efficient  of  Mutual  Induction;  Energy  of  Two  Circuits— The  Lbiit  of 
Tiiductance— 'V’alue  of  the  Self-Induction  in  Henry’s  for  Various  Instruments— Current  Growth  in  Inductive 
Circuits— Analogy  of  Current  and  Velocity  Change  ; Fundamental  Equations  for  Current  Growth  in  Inductive 
'"ircuits— Equation  for  the  Establishment  of  a Steady  Current  in  Inductive  Circuits — Time  Constant  of  an 
Inductive  Circuit- Logarithmic  Curves— Instantaneous  Value  of  Simple  Periodic  Current — Solution  of  Current 
Equation- Impedance  of  Inductive  Circuit— Relations  of  Impressed  Electromotive  Force,  Current  and  Im- 
pedance-Geomet'ical  Illustrations— Impressed  and  Effecive  Electromotive  Foices— Clock  Diagram  of  Electro- 
motive Foices  in  Inductive  Circuit— Triangle  Representing  Resistance,  Impedance  and  Reactance  of  Ci  cult— 
I he  Mean  V'alue  of  the  Power  of  a Periodic  Current— Geometrical  Theorem -Power  Curves  for  Inductive  and 
Non-Inductive  Circuits— Experimental  Measurement  of  Periodic  Currents  and  Electromotive  Forces— Mean 
Square  Value— Method  of  Measuring  the  True  Mean  Power  Given  to  an  Inductive  Circuit— Theory  of  the 
Wattmeter— Divided  Circuit.s— Important  Trigonometrical  Lemma — Impedance  of  Branched  Circuits — Watt- 
lueter  Measurement  of  Periodic  Pov/er— Mutual  Induction  of  Two  Circuits  of  Constant  Induct  mcs— The 
Flow  of  Simple  Periodic  Currents  into  a Condenser — Time  Constant  of  a Condenser— Charging  a Condenser 
through  a Resistance- Condenser  equation— Annulment  of  Inductance  by  Capacity— Representation  of  Periodic 
Currents  by  Polar  Diagrams— Initial  Conditions  on  Starting  Current  Flow  in  Inductive  Circuits— Complex 
Periodic  Functions— Apparent  and  True  Power  given  to  Inductive  Circuits— Power  Factor. 

CHAPTER  IV.—  Mutual  and  Self-Induction.— The  Researches  of  Joseph  Henry— Experiments  with 
Coils  and  Bobbins  ; Discovery  of  Self-Induction— Mutual  Induction— Induction  at  a Distance— Induction  between 
Telephone  Circuits— Induction  over  Great  Distances— Induced  Currents  of  Higher  Orders— Inductive  Effects  by 
Transient  Electric  Currents— Magnetic  Screening— Direction  of  Induced  Currents— Various  Qualities  of  an 
Induced  Current— Elementary  Theory  of  Mutual  Induction  of  Two  Circuits— Theory  of  Induction  Coil  with  Noii- 
Magnetic  Core— Comparison  of  Theory  and  Experiment— Duration  of  Induced  Currents— Magnetic  Screening 
Action  of  Good-Conducting  Masses— Faraday’s  and  Henry’s  Experiments— Willoughby  Smith’s  Investigations  on 
Magnetic  Screening— Dove  s Experiments  and  Henry’s  Views  on  same— The  Reaction  of  the  Secondary  Currents 
on  tne  Primary  Circuit  in  the  Case  of  an  Induction  Coil— Induction  Balance  and  Sonometer— Transmission  of 
Alternating  Currents  through  Conductors— Prof.  Hughes’  Experiments— Lord  Rayleigh’s  Researches— Flow  of 
Current  through  Conductor- Surface  Flow  of  Alternating  Currents— Increased  Resistance  of  Conductors  for 
^ternating  Currents  of  High  Frequency— Limiting  Size  of  Conductors  for  Conveyance  of  Altercating  Currents  — 
Stephan’s  Analogies— Electro-Magnetic  Repulsion— Elihu  Thomson’s  Experiments — Electro-Magnetic  Rotations. 

CHAPTER  V.— Dynamical  Theory  of  Induction.— Electro-Magnetic  Theory— Faraday’s  Concep- 
uon  of  an  Electro-Magnet'c  Medium— Maxwell’s  Suggestion— The  Lumini’erous  Ether— Maxwell s Theory  of 
Electric  Displacement — Electric  Elasticity  of  the  Medium— Displacement  and  Conduction  Currents— Electro- 
motive Intensity — Displacement  Currents  and  Displacement  Waves — Theory  of  Molecular  Vortices — Mechanical 
Analogy — Comparison  of  Theory  and  Experiment — Maxwell’s  Law  Connecting  Dielectric  Constant  and  Refrac- 
tivity  of  a Dielectric — Tables  of  Comparison — Velocity  of  Propagation  of  Electro-Magnetic  Disturbances— 
v alues  of  “ v ’’-Vector  Potential— Electrical  Oscillation — Charge  and  Discharge  of  Leyden  Jar — The  Function 
of  the.  Condenser  in  an  Induction  Coil— Impulsive  Discharges  and  Relation  of  Inductance  Thereto— Impulsive 
Imp^lance— Hertz’s  Researches— Experimental  Determination  of  the  Velocity  of  Electro-Magnetic  Waves. 

CHAPTER  VJ.— The  Induction  Coil  and  Transformer. — General  Description  of  the  Action  of 
me  Transfoimer  or  Induction  Coil— The  D^lineation  of  Periodic  Curves  of  Current  and  Electromotive  Force- 
Curve  Traceis— 'Transformer  Diagrams- Curves  of  Electromotive  Force- Cuj rent  and  Induction  in  Cases  of 
^^arious  Transformers  Taken  off  Vaiious  Alternators — Open-Circuit  Current  of  Transformers— Symmetry  of 
Transformer  Curves— Harmonic  Analysis  of  Transformer  Curves— Power  and  Hysteresis  Curves— Hysteresis 
Curves  of  Various  Transformers— Efficiency  of  Transformers— Efficiency  Curves  of  Transformers — Tables  of 
Efficiencies— Current  Diagrams  of  a Transformer — Tables  of  Complete  Tests— The  Power  Factor— Open  and 
Closed  Circuit  Transformers— Magnetic  Leakage  and  Secondary  Drop— Various  Causes  of  Secondary  Drop — 
Determination  of  Magetic  Leakage— Investigations  if  the  Author  and  Dr.  Roessler— Form  Factor  and  Amplitude 
factor  of  a Periodic  Curve— General  Analytical  Theory  of  the  Transformer  aud  Inductiou  Coil. 
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THIRD  ISSUE.  More  than  600  pages  and  over  300  illustrations.  Price  12s.  6d.,  posi  frei  ; 

abroad,  13s. 

THE  ALTERNATE  CURRENT  TRANSFORMER 

IN  THEORY  AND  PRACTICE. 

By  J.  A.  FLEMING,  M.A.,  D.Sc.,  F.E.S.,  M.E.L,  &c., 

Professor  of  Electrical  Engineering  in  University  College  London, 

SYNOPSIS  OF  CONTENTS  OF  VOL.  2. 

CHAP.  I. — Historical  Development  of  Induction  Coil  and  Transformer. 

The  Evolution  of  the  Induction  Coil — Page’s  Researches — Callan’s  Induction  Apparatus — 
Sturgeon’s  Induction  Coil — Bachhoffner’s  Researches — Callan’s  Further  Researches — Callan’s 
Great  Induction  Coil — Page’s  Induction  Coil — Abbot’s  Coil— Automatic  Contact  Breakers — 
Ruhmkorff’s  Coils  — Poggendorh’s  Experiments — Stobrer’s,  Heaider’s,  Ritchie’s  Induction 
Apparatus — Grove’s  Experiments — Apps’  Large  Induction  Coils- -.(ablochkoff’s  Patent — Fuller’s 
Transformer — Early  Pioneers — Gaulard  and  Gibbs — Zipcvnowsky’s  Transformers — Improvements 
of  Rankin  Kennedy,  Hopkinson,  Ferranti,  and  others — Tlie  Modern  Transformer  since  1885. 

CHAP.  II.— Distribution  of  Electrical  Energy  by  Transformers. 

Detailed  Descriptions  of  Large  Alternate-Current  Electric  Stations  using  Transformers  in 
Italy,  England,  and  United  States — Descriptior  s of  the  Systems  of  Zipernowsky-Deri-Blathy, 
Westinghouse,  Thomson-Houston,  Mordey,  Lourie  IJall,  Ferranti,  and  others —Plans,  Sections, 
and  Details  of  Central  Stations  using  Transformers — Illustrations  of  Alternators  and  Transformers 
in  Practical  Use  in  all  the  chief  British,  Continental,  and  American  Transformer  Stations. 

CHAP.  III.— Alternate-Current  Electric  Stations. 

General  Design  of  Alternating-Current  Stations,  Engines,  Dynamos,  Boilers — Proper  Choice’ 
of  Units — Water  Power — Parallel  Working  of  Alternators— Underground  Conductors— Various 
Systems — Concentric  Cables — Capacity  Effects  dependent  on  Use  of  Concentric  Cables — Phenomena 
of  Ferranti  Tubular  Mains — Safety  Devices — Regulation  of  Pressure — Choice  of  Frequency — 
Methods  of  Transformer  Distribution — Sub-Stations — Automatic  Switches. 

CHAP.  IV. — The  Construction  and  Action  of  Transformers. 

Transformer  Indicator  Diagrams — Ryan’s  Curves — Curves  of  Current — Electromotive  Force 
and  Induction-Analysis  of  Transformer  Diagrams — Predetermination  of  Eddy  Current  and 
Hysteresis  Loss  in  Iron  Cores — Calculation  and  Design  of  Transformers — Practical  Predetermina- 
tion of  Constants — Practical  Construction  of  Transformers — Experimental  Tests  of  Transformers 
— Measurement  of  Efficiency  of  Transformers — Calometric  Dynamometer  and  Wattmeter  Methods 
— Reduction  of  Results. 

CHAP.  V. — Further  Practical  Application  of  Transformers. 

Electrical  Welding  and  Heating  Transformers  for  producing  Large  Currents  of  Low  Electro- 
motive Force — Theory  of  Electric  Welding — Other  Practical  Applications — Conclusion. 


NEW  EDITION.- JUST  PUBLISHED. 

Fully  Illustrated.  Price  6s.  net,  post  free  ; abroad  6s.  3d. 

STXJOEisrrrs’  gxjioe  to 

SUBMARINE  CABLE  TESTING. 

By  H.  K.  C.  FISHER  and  J.  C.  H.  DARBY. 

The  authors  of  this  book  have,  for  some  years  past,  been  engaged  in  the  practical  work  of  Submarine  Cable 
Testing  in  the  Eastern  Extension  Telegraph  Company’s  service,  and  have  embodied  their  experience  in  a Guide 
for  the  use  of  those  in  the  Telegraph  Service  who  desire  to  qualify  themselves  for  the  examinations  which  the 
Cable  Companies  have  recently  instituted.  To  those  desirous  of  entering  the  Cable  Service,  Messrs.  Fisher  and 
Darby’s  book  is  indispensable,  as  it  is  now  necessary  for  probationers  to  pass  these  examinations  as  part  of  the 
qualification  for  service. 


1,  2'’  and  3,  Salisbury  Court,  Fleet  Street,  London,  FnC. 
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In  Two  Volumes,  2s.  6d.  each,  post  free  2s.  9d.  each.  Single  Primers,  3d.,  post  free  3\d. 

“THE  ELECTRICIAN”  PRIMERS. 

(FULLY  ILLUSTRATED.) 

A Series  of  Helpful  Primers  on  Electrical  Subjects  for  the  use  of  those  seeking  a 
Knowledge  of  Electricity— Theoretical  and  Practical. 

rrJRLBlLiE:  of  CONT’DDFNnPS. 


Volume  I.— THEORY.  > 

Primer 

No. 

1.  The  Effects  of  an  Electric 

Current. 

2.  Conductors  and  Insulators. 

3.  Ohm’s  Law. 

4.  Primary  Batteries. 

6.  Arrangement  of  Batteries. 

6.  Electrolysis. 

7.  Secondary  Batteries. 

8.  Lines  of  Force. 

9.  Magnets. 

10.  Electrical  Units. 

11.  The  Galvanometer. 

12.  Electrical  Measuring  In- 

struments. 

13.  The  Wheatstone  Bridge. 

14.  The  Electrometer. 

16.  The  Induction  Coil. 

16.  Alternating  Currents. 

17.  The  Leyden  Jar. 

18.  Influence  Machines. 

19. ^Lightning  Protectors. 

20.  Thermopiles. 


The  object  of  “The  Electrician  ’ 
Primers  is  to  briefly  describe  in  sim- 
ple and  correct  language  the  present 
state  of  electrical  knowledge.  Each 
Primer  is  short  and  complete  in  itself, 
and  is  devoted  to  the  elucidation  of 
some  special  point  or  the  description 
of  some  special  application.  Theo- 
retical discussion  is  as  far  as  possible 
avoided,  the  principal  facts  being 
stated  and  made  clear  by  reference 
to  the  uses  to  which  they  have  been 
put.  Both  volumes  are  suited  to 
readers  having  little  previous  ac- 
quaintance with  the  subject.  The 
matter  is  brought  up  to  date,  and  ; 
^ the  illustrations  refer  to  instruments 
and  machinery  in  actual  use  at  the 
present  time.  It  is  hoped  that  the 
Primers  will  be  found  of  use  where- 
ever  the  want  of  a somewhat 
popularly  written  work  on  electricity 
and  its  industrial  applications,  pub- 
lished at  a popular  price,  has  been 
felt.  Electricity  Committees  of 
Town  Councils  will  find  the  Primers 
of  great  service.  Artisans  will  find 
the  Primers  useful  in  enabling 
them  to  obtain  clear  notions  of  the 
essential  principles  underlying  the 
apparatus  of  which  they  may  be 
called  upon  to  take  charge. 


/Yolumell.— PRACTICE. 

Primer 

No.  

21.  The  Electric  Telegraph. 

22.  Automatic  and  Duplex 

Telegraphy. 

23.  The  Laying  and  Repair  of 

Submarine  Cables. 

24.  Testing  Submarine  Cables. 

25.  The  Telephone. 

26.  Dynamos. 

27.  Motors. 

28.  Transformers. 

29.  The  Arc  Lamp. 

30.  The  Incandescent  Lamp. 

31.  Underground  Mains. 

32.  Electric  Meters. 

33.  Electric  Light  Safety  De- 

vices. 

34.  Systems  of  Electric  Distri- 

bution. 

35.  Electric  Transmission  of 

Energy. 

36.  Electric  Traction. 

37.  Electro-Deposition. 

38.  Electric  Welding. 


Nczo  Edition  in  March,  price  3s.,  post  free. 

A DIGEST  OF  THE 

LAW  OF  EI.ECTRIC  LIOIITING,  ELECTRIC  TRACTION, 
ANI)  OTHER  SUBJECTS. 

By  A.  C.  CUETIS-HAYWAED,  B.A.,  M.I.E.E. 

Being  a full  critical  abstract  of  the  Electric  Lighting  Acts,  1882  and  1889,  of  the  Tramways  Act,  1870,  and  of 
the  various  docimients  emanating  from  the  Koai  d of  Trade  dealing  with  Electric  Lighting  and  Electric  Traction, 
including  the  Rules  as  to  the  procedure  in  connection  with  applications  to  the  Light  Railway  Commissioners 
for  Orders  under  the  Light  Railways  Act,  189G.  The  Digest  treats  first  of  the  manner  in  which  persons  desirous 
of  supplying  electricity  must  set  to  work,  and  then  of  iheir  rights  and  obligations  after  obtaining  Parliamentary 
powers  ; and  gives  in  a succinct  form  information  of  great  value  to  Local  Authorities,  Electric  Light  Contractors, 
&c.,  up  to  date.  The  Board  of  Trade  Regulations  as  to  the  Supply  of  Electrical  Energy,  the  Loudon  County 
Council  Regulations  as  to  Overhead  Wires,  Theatre  Lighting,  Ac.,  together  with  the  Bye-laws  enforced  in 
prrrsuance  of  Part  II.  of  the  Public  Health  Acts  Amendment  Act,  1890,  by  the  various  Urban  Sanitary 
Authorities  are  also  given. 

440  pp.  Fourth  Edition.  Price  7s.  6d. 

GXJix>ia  TO  tme: 

COHRECTIOX  OF  ERRORS  IN  CODE  AND  OTHER  TELEGRAMS. 

Containing  about  70,000  examples,  many  of  which  are  the  outcome  of  actual  experience.  A 
large  proportion  of  the  presumed  enora  'in  telegrams  may  be  explained  by  a reference  to  these 
pages.  Invaluable  to  Telegraph  aud  Cable  Companies,  and  to  Comniercial  Houses  using  Code 
Vocabnlarie«.  

i,  2 and  3,  Salisbury  Court,  Fleet  Street,  London,  E.C. 
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MOTIVE  POWER  AND  GEARING 

A Treatise  on  the  Theory  and  Practice  of  the  Mechanical  Equipment  of  Power  Stations  for  Electric 

Supply,  and  for  Electric  Traction. 

By  E.  TEEMLETT  CARTER,  C.E.,  M.LE.E.,  F.R.A.S.,  F.RS.  (Lond.),  &c. 

650  pages,  200  Illustrations,  Scale  Drawings  and  Folding  Plates,  and  over  80  Tables  of  Engineering  Data. 

IN  ONE  VOLUME. 

Part  I. — lauroductory.  Part  II. — The  Steam  Engine.  Part  III. — Gas  and  Oil  Engines. 
Part  IV. — Water  Power  Plant.  Part  V. — Gearing.  Part  VI. — Types  of  Power  Stations 

This  work  presents  to  consulting  engineers,  contractors,  central-station  engineers,  and 
engineering  students  the  latest  and  most  approved  practice  in  the  equipment  and  working  of 
■mechanical  plant  in  electric-power  generating  stations.  Every  part  of  the  work  has  been  brought 
completely  up  to  date  ; and  especially  in  the  matter  of  the  costs  of  equipment  and  working  the 
latest  available  information  has  been  given.  The  treatise  deals  with  Steam,  Gas,  Oil  and  Hydraulic 
Plant  and  Gearing  ; and  it  deals  with  these  severally  from  the  three  standpoints  of  (1)  Theory, 
(2)  Practice  and  (3)  Costs 

“ Motr^e  Power  and  Gearing  for  Electrical  Machinery  ” is  a handbook  of  modern 
electrical  engineering  practice  in  all  pai.,  f the  world.  It  offers  to  the  reader  a means  of 
comparing  the  central-station  practice  of  the  CTnited  Kingdom  with  that  of  America,  the  Colonies 
or  other  places  abroad  ; and  it  enables  him  to  study  the  scientific,  economic  and  financial  principles 
■upon  which  the  relative  suitability  of  various  forms  of  practice  is  based,  and  to  apply  these 
tprinciples  to  the  design  or  working  of  plant  for  any  given  kind  of  work,  whether  for  electrical 
supply  or  for  electric  traction.  It  is  a treatise  which  should  be  in  the  hands  of  every  electrical 
engineer  throughout  the  world,  as  it  constitutes  the  only  existing  treatise  on  the  Economics  of 
Motive  Power  and  Gearing  for  Electrical  Machinery. 


NEW  EDITION  (1900R 

Over  /fiO’j^agez^  nearly  250  illustrations.  Price  10s.  6d.,^osi/ree;  abroad,  lls. 

ELECTRIC  MOTIVE  POWER. 

By  ALBION  T.  SNELL,  Assoc.M.Inst.C.E.,  M.I.E.E. 

The  rapid  spread  of  electrical  work  in  collieries,  mines,  and  elsewhere  has  created  a demand  for  a practical 
book  on  the  subject  of  transmission  of  power.  Though  much  had  been  written,  there  was  no  single  work  dealing 
•with  the  question  in  a sufficiently  comprehensive  and  yet  practical  manner  to  be  of  real  use  to  the  mechanical 
■or  mining  engineer ; either  the  treatment  was  adapted  for  specialists,  or  it  was  fragmentary,  and  power  work 
was  regarded  as  subservient  to  the  question  of  lighting.  The  Author  has  felt  the  want  of  such  a book  in  dealing 
with  his  clients  and  others,  and  in  “ Electric  Motive  Power  ” has  endeavoured  to  supply  it. 

In  the  introduction  the  limiting  conditions  and  essentials  of  a power  plant  are  analysed,  and  in  the 
subsequent  chapters  the  power  plant  is  treated  synthetically.  The  dynamo,  motor,  line,  and  details  are 
discussed  both  as  to  function  and  design.  The  various  systems  of  transmitting  and  distributing  power  by  con- 
tinuous and  alternate  currents  are  fully  enlarged  upon,  and  much  practical  informatio  gathered  from  actual 
experience,  is  distributed  under  the  various  divisions.  The  last  two  chapters  deal  exhaustively  with  the 
applications  of  electricity  to  mining  work  in  Great  Britain,  the  Continent  .and  America,  particularly  with 
reference  to  collieries  and  coal-getting,  and  the  results  of  the  extensive  experience  gained  in  this  field  are 
■embodied. 

In  general,  the  Author’s  aim  has  been  to  give  a sound  digest  of  the  theory  and  practice  of  the  electrical 
transmission  of  power,  which  will  be  of  real  use  to  the  practical  engineer,  and  to  avoid  controversial  ^points 
which  lie  in  the  province  of  the  specialist,  and  elementary  proofs  which  properly  belong  to  text-books  on 
electricity  and  magnetism.  

To  meet  the  convenience  of  Continental  readers  and  others,  the  Author  has  prepared 
in  tabular  form  and  in  parallel  columns  the  working  equations  used  in  this  work  in  inch- 
foimd-minute  and  centimetre-gramme-second  units,  so  that  they  may  be  readily  used 
either  system. 


1,  2 and  3,  Salisbury  Court,  Fleet  Street,  London,  E.C 
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THE  LOCALISATION  s FAULTS  IN  ELECTRIC  LIGHT  MAINS. 

By  F.  CHARLES  RAPHAEL. 


Although  the  localisation  of  faults  in  telegraph  cables  has  been  dealt  with  fully  in  several 
hand-books  and  pocket-books,  the  treatment  of  faulty  electric  light  and  power  cables  has  never  been 
discussed  in  an  equp.lly  comprehensive  manner.  Beyond  a few  short  articles  which  have  appeared 
in  the  technical  journals  from  time  to  time,  nothing  has  been  written  on  the  subject.  The  condi- 
tions of  the  problems  presented  for  solution  are,  however,  very  different  in  the  two  cases  ; faults  in 
telegraph  cables  are  seldom  localised  before  their  resistance  has  become  low  compared  with  the 
resistance  of  the  cable  itself,  while  in  electric  light  work  the  contrary  almost  always  obtains.  This 
fact  alone  entirely  changes  the  method  of  treatment  required  in  the  latter  case,  and  it  has  been  the 
author’s  endeavour,  by  dealing  with  the  matter  systematically,  and  as  a separate  subject,  to 
adequately  fill  a gap  which  has  hitherto  existed  in  technical  literature. 

The  various  methods  of  insulation  testing  during  working  have  been  collected  and  discussed,  as 
these  tests  may  be  considered  to  belong  to  the  subject. 


Price  Qs.,  post  free  ; abroad  6s.  6cl, 

THE  POTENTIOMETER  AND  ITS  ADJUNCTS. 

(A  UNIVERSAL  SYSTEM  OF  ELECTRICAL  MEASUREMENT.) 

By  W.  CLARK  FISHER. 

The  extended  use  of  the  Potentiometer  System  of  Electrical  Measurement  will,  it  is  hoped,  be 
sufficient  excuse  for  the  publication  of  this  work,  which,  while  dealing  with  the  main  instrument, 
its  construction,  use  and  capabilities,  would  necessarily  be  incomplete  without  similar  treatment  of 
the  various  ajiparatus  which,  as  adjuncts,  extend  the  range  and  usefulness  of  the  whole  system. 

Electrical  testing  may  be  said  to  have  passed  through  two  stages.  First,  that  which  may  be 
called  the  elementary,  in  which  first  principles  were  evolved  ; secondly,  the  adaptation  of  the  same 
to  the  needs  of  the  telegraph  and  cable  engineer.  But  with  the  advent  of  electric  lighting  and 
other  undertakings,  such  testing  might  be  said  to  have  passed  into  the  third  or  practical  and  com- 
mercial stage,  where  large  quantities  have  to  be  dealt  with,  and  where  the  old  order  of  things 
changeth. 

The  engineer  or  practical  man  demands  that  he  shall  be  shown  results  quickly,  plainly  and 
accurately  with  a minimum  of  trouble,  understanding,  and  consequently  “ Time,”  and  on  that 
account  prefers — like  all  good  mechanics — to  have  one  good  instrument,  which,  once  understood 
and  easily  manipulated,  can  be  used  in  a variety  of  ways  to  suit  his  needs.  It  is  to  this  fact  un- 
doubtedly that  the  “ Potentiometer  ” method  of  measurement  owes  its  popularity.  Its  accuracy 
is  rarely,  if  ever,  impunged.  Measurements  made  by  it  are  universally  accepted  amongst  engineers, 
and  it  might  be  well  termerl  a “ universal  ” instrument  in  “universal”  use. 


Over  400  pages  and  200  specially  drawn  Illush  ations.  Price  12s.  6d.,  post  free. 

SUBMARINE  CABLE-LAYING  and  REPAIRING. 

By  H.  D.  WILKINSON,  M.I.E.E.,  &c.,  kc. 

This  work  describes  the  procedure  on  board  ship  when  removing  a fault  or  break  in  a submerged  cable 
and  the  mechanical  gear  used  in  different  vessels  for  this  purpose  ; and  considers  the  best  and  most  recent 
practice  as  regards  the  electrical  tests  in  use  for  the  detection  and  localisation  of  faults,  and  the  various 
dl^culties  that  occur  to  the  beginner.  It  gives  a detailed  technical  summary  of  modern  practice  in  Manu- 
facttiCjuft,  Laying,  Testing  and  Repairing  a Submarine  Telegraph  Cable.  The  testing  section  and  details  of 
boardshfp  have  been  prepared  with  the  object  and  hope  of  helping  men  in  the  cable  services  who  are 

looking  further  Into  these  branches.  The  description  of  the  equipment  of  cable  ships  and  the  mechanical  and 
electrical  work  carried  on  during  the  laying  and  repairiiig  of  a submarine  cable  will  also  prove  to  some  not 
directly  engaged  in  the  profession,  but  nevertheless  interested  Ir  the  enterpris*^,  a means  of  informing  them- 
selves as  to  the  work  which  has  to  be  done  from  the  moment  a new  cable  is  projected  until  it  is  successfully 
laid  and  worked. 

The  Chapter  on  “ Testing  ” is  especially  valuable  and  up  to  date. 


1.  2 and  3,  Salisbury  Court,  Fleet  Street,  London,  E.C 


“The  Electrician”  Printing  and  Publishing  Co.,  Ltd.,  11 


“THE  ELECTRIGIAI^  ” continued. 


Over  300 pages,  106  illustrations.  Price  10s.  6d.,  post  free. 

The  ART  of  ELECTROLYTIC  SEPARATION  of  METALS 

(THEORETICAL  AND  PRACTICAL). 

By  GEORGE  GORE,  LL.D.,  F.R.S. 

THE  ONLY  BOOK  ON  THIS  IMPORTANT  SUBJECT  IN  ANY  LANGUAGE. 


SYNOPSIS  OF  OONTENTS. 

HISTORICAL  SKETCH, 

Discovery  of  Voltaic  and  Magneto-Electricity — First  Application  of  Electrolysis  to  the 
Refining  of  Copper — List  of  Electrolytic  Refineries. 

THEORETICAL  DIVISION. 

Section  A. : Chief  Electrical  Facts  and  Principles  of  the  Subject. — Electric  Polarity  and 
Induction,  Quantity,  Capacity,  Potential — Electromotive  Force — Electric  Current — Conduction 
and  Insulation — Electric  Conduction  Resistance. 

Section  B. : Chief  Thermal  Phenomena. — Heat  of  Conduction  Resistance — Thermal  Units 
Symbols,  and  Formulse. 

Section  C. : Chief  Chemical  Facts  and  Principles  of  the  Subject. — Explanation  of  Chemical 
Terms — Symbols  and  Atomic  Weights — Chemical  Formulte  and  Molecular  Weights — Relation  of 
Heat  to  Chemical  Action.  . 

Section  D.:  Chief  Facts  of  Chemico- Electric  or  Voltaic  Action. — Electrical  Theory  of 
Chemistry — Relation  of  Chemical  Heat  to  Volta  Motive  Force — Volta-Electric  Relationb  to 
Metals  in  Electrolytes — Voltaic  Batteries — Relative  Amounts  of  Voltaic  Current  produced  by 
Different  Metals. 

Sections.:  Chief  Facts  of  Electro-Chemical  Action. — Definition  of  Electrolysis — Arrange- 
ments for  Producing  Electrolysis — Modes  of  Preparing  Solutions — Nomenclature — Physical 
Structure  of  Electro-Deposited  Metals — Incidental  Phenomena  attending  Electrolysis — Decom- 
posability  of  Electrolytes — Electro-Chemical  Equivalents  of  Substances — Consumption  of  Electric 
Energy  in  Electrolysis. 

Section  F. : The  Generation  of  Electric  Currents  by  Dynamo  Machines. — Definition  of  a 
Dynamo  and  of  a Magnetic  Field — Electro-Magnetic  Induction — Lines  of  Magnetic  Force. 

PRACTICAL  DIVISION. 

Section  G.  Establishing  and  Working  an  Electrolytic  Copper  Refinery. — Planning  a Refinery 
—Kinds  of  Dynamos  Employed — Choice  and  Care  of  Dynamo — The  Depositing  Room — The  Vats 
— The  Electrodes — The  Main  Conductors — Expenditure  of  Mechanical  Power  and  Electric 
Energy— Cost  of  Electrolytic  Refining. 

Section  H. : Other  Applications  of  Electrolysis  in  Separating  and  Refining  Metals. — Elec- 
trolytic Refining  of  Copper  by  other  Methods — Extraction  of  Copper  from  Minerals  and  Mineral 
Waters — Electrolytic  Refining  of  Silver  Bullion  and  of  Lead — Separation  of  Antimony,  of  Tin,  of 
Aluminium,  of  Zinc,  of  Magnesium,  of  Sodium  and  Potassium,  of  Gold— Electrolytic  Refining  of 
Nickel — Electric  Smelting. 

Appendix. — Useful  Tables  and  Data. 


Second  Edition,  price  post  free. 

ELECTRO-CHEMISTRY. 

By  GEORGE  GORE,  LL.D.,  F.R.S. 

This  book  contains,  in  systematic  order,  the  chief  principles  and  facts  of  electro-chemistry 
and  is  intended  to  supply  to  the  student  of  electro-platiug  and  electro-metallurgy  a scientific  basis 
upon  which  to  build  the  additional  practical  knowledge  and  experience  of  his  trade.  A scientific 
foundation,  such  as  is  here  given,  of  the  art  of  electro-metallurgy ’s  indispensable  to  the  electro- 
depositor  who  wishes  to  excel  in  his  calling,  and  should  be  studied  previously  to  aud  simul- 
taneously with  practical  W'orking.  As  the  study  of  electro  chemistry  includes  a kr  o.vledge  not 
only  of  the  conditions  under  which  a given  substance  is  electrolytically  separated,  but  also  of  the 
electrolytic  effect  of  a current  on  individual  compounds,  both  are  described,  and  the  series  of 
substances  are  treated  in  systematic  order.  An  indispensable  book  to  Electro- Metallurgists. 


i,  2 and  3,  Salisbury  Court,  Fleet  Street,  London,  E.C. 
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“THE  ELECTRICIAN”  SERIES  — continued. 


Electrical  Laboratory  Notes  k Forms. 

ARRANGED  AND  PREPARED  BY 

i>i-,  jr.  35:. a..,  f.r.s. 

Professor  of  Electrical  Engineering  in  University  College,  London. 

These  “ Laboratory  Kotes  and  Forms  ” have  been  prepared  to  assist  Teachers,  Demonstrators 
and  Students  in  Electrical  Laboratories,  and  to  enable  the  Teacher  to  economise  time.  They 
consist  of  a series  of  (about)  Twenty  Elementary  and  (about)  Twenty  Advanced  Exercises 
in  Practical  Electrical  Measurements  and  Testing.  For  each  of  these  Exercises  a four-page  Report 
Sheet  has  been  prepared,  two  pages  of  which  are  occupied  with  a condensed  account  of  the  theory 
and  practical  instructions  for  performing  the  particular  Experiment,  the  other  two  pages  being 
ruled  up  in  lettered  columns,  to  be  fdled  in  by  the  Student  with  the  observed  and  calculated 
quantities.  Where  simple  diagrams  will  assist  the  Student,  these  have  been  supplied.^  These 
Exercises  are  for  the  most  part  based  on  the  methods  in  use  in  the  Electrical  Engineering 
Laboratories  of  University  College,  London  ; but  they  are  perfectly  general,  and  can  be  put  into 
practice  in  any  Electrical  Laboratory. 

Each  Form  is  supplied  either  singly  at  5d.  nett,  or  at  3s.  6d.  per  dozen  nett  (assorted  or 
otherwise  as  required)  ; in  sets  of  any  three  at  Is.  nett  ; or  the  set  of  (about)  Twenty  Elementary 
(or  Advanced  ! Exercises  can  be  obtained,  price  5s.  Gd.  nett.  The  complete  set  of  Elementary 
and  Advanced  Exercises  are  price  10s.  6d.  nett,  or  in  a handy  Portfolio,  12s.  nett,  or  bound  in 
strong  cloth  case,  price  12s.  6d.  nett. 

Spare  Tabulated  Sheets  for  Observations,  price  Id.  each  nett. 

Strong  Portfolios,  price  Is.  6d.  each. 

The  very  best  quality  foolscap  sectional  paper  (16in.  by  13iD.)  can  be  supplied,  price  Is 
per  dozen  sheets  nett. 

NOW  READY. — Cheaper  edition  of  “Electrical  Laboratory  Notes  and  Forms.”  These 
cheaper  Forms  have  been  prepared  for  the  use  of  students  and  teachers  at  the  Polytechnic  and 
other  science  classes  throughout  the  country.  These  new  Forms,  which  differ  only  from  the  higher- 
priced  set  in  being  printed  on  smaller  and  cheaper  paper  and  with  less  space  for  tabulated  records, 
are  issued  at  half  the  price  of  the  original  set. 

1.  The  Exploration  of  Magnetic  Fields. 

2.  The  Magnetic  Field  of  a Circular  Current. 

3.  The  Standardisation  of  a Tangent  Galvanometer  by  the  Water  Voltameter 

4.  The  Measurement  of  Electrical  Resistance  by  the  Divided  Wire  Bridge. 

5.  The  Calibration  of  the  Ballistic  Galvanometer. 

6.  The  Determination  of  Magnetic  Field  Strength. 

7.  Experiments  with  Standard  Magnetic  Fields 

8.  The  Determination  of  the  Magnetic  Field  in  Air  Gap  of  an  Eleccro-magnet. 

9.  The  Determinaticn  of  Resistance  with  the  Post  Office  Pattern  Wheatstone  Bridge. 

10.  The  Determination  of  Potential  Difference  by  the  Potentiometer. 

11.  The  Measurement  of  a Current  by  the  Potentiometer. 

12.  A Complete  Report  on  a Primary  Battery. 

13.  The  Standardisation  of  a Voltmeter  by  the  Potentiometer. 

14.  The  Photometric  Examination  of  an  Incandescent  Lamp. 

16.  The  Determination  of  the  Absorptive  Powers  of  Semi-Transparent  Screens 

16.  The  Determination  of  the  Reflective  Power  of  Various  Surfaces. 

17.  The  Determination  of  the  Electrical  Efficiency  of  an  Electromotor  by  the  Cradle  Method. 

18.  The  Determination  of  the  Efficiency  of  an  Electromotor  by  the  Brake  Method. 

19.  The  Efficiency  Test  of  a Combined  Motor-Generator  Plant. 

20.  Efficiency  Test  of  a Gas  Engine  and  Dynamo  Plant. 

21.  The  Determination  of  the  Electrical  Resistivity  of  a Sample  of  Metallic  Wire. 

22.  The  Measurement  of  Low  Resistances  by  the  Potentiometer. 

23.  The  Measurement  of  Armature  Resistances. 

24.  The  Standardisation  of  an  Ammeter  by  Copper  Deposit. 

25.  The  Standardisation  of  a Voltmeter  by  the  Potentiometer. 

26.  The  Standardisation  of  an  Ammeter  by  the  Potentiometer. 

27.  The  Determination  of  the  Magnetic  Permeability  of  a Sample  of  Iron* 

28.  The  Standardisation  of  a High  Tension  Voltmeter. 

29.  The  Examination  of  an  Alternate-Current  Ammeter. 

30.  The  Delineation  of  Alternating  Current  Curves. 

31.  The  Efficiency  Test  of  a Transformer. 

32.  The  Efficiency  Test  of  an  Alternator. 

33.  The  Photometric  Examination  of  an  Arc  Lamp. 

34.  The  Measurement  of  Insulation  and  High  Resistance 

35.  The  Complete  Efficiency  Test  of  a Secondary  Battery. 

36.  The  Calibration  of  Electric  Meters. 

37.  The  Delineation  of  Hysteresis  Curves  of  Iron. 

38.  The  E.xaniination  of  a Sample  of  Iron  for  Magnetic  Hysteresis  Loss 

39.  ‘The  Determination  of  the  Capacity  of  a Concentric  Cable. 

40.  The  Hopkinson  Test  of  a Pair  of  Dynamos 
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“THE  ELECTRICIAN”  SERIES— contiW. 


320  pages,  155  illustrations.  Price  6s.  6d.,  ^)os^  free. 


PRACTICAL  NOTES  FOR  ELECTRICAL  STUDENTS. 


LAWS,  UNITS,  AND  SIMPLE  MEASUEING  INSTRUMENTS. 

By  A.  E.  KENNBLLY  and  H.  D.  WILKINSON,  M.I.E.B. 

CO.NTENTS. 


Chapter  I.— Introductory. 

,,  II.— Batteries. 

,,  III.— Electromotive  Force  and  Potential. 
„ IV.— Resistance. 

,,  V. — Current. 


Chapter  VI.— Current  Indicators. 

,,  VII.— Sraiple  Tests  with  Indicators. 

,,  VIII.— Calibration  of  Current  Indicators. 

,,  IX.— Magnetic  Fields  and  their  Measure- 

ment. 


Now  Ready. — Very  fully  Illustrated.  Price  lOs.  6d. ; po^t  free,  11s, 

Electrical  Testing  for  Telegraph  Engineers. 

By  J.  ELTON  YOUNG. 

This  book  embodies  up-to-date  theory  and  practice  in  all  that  concerns  everyday  work  of  the  Telegraph  Engineer, 

COWsTENTS. 


Chapter  I.— Remarks  on  Testing  Apparatus, 

,,  II.— Measurements  of  Current,  Potential,  and 
Battery  Resistance. 

,,  III.— Natural  and  Fault  Current. 

,.  IV. — Measurement  of  Conductor  Resistanae. 

,,  V.  —Measurement  of  Insulation  Resistance. 

,,  VI.— Corrections  for  Conduction  and  Insulation 
Tests. 


Chapter  VII.— Measurement  of  Inductive  Capacity. 

,,  VIII.— Localisation  of  Disconnections. 

,,  IX.— Localisation  of  Earth  and  Contacts. 

,,  X. — Corrections  of  Localisation  Tests. 

,,  XI.— Submarine  Cable  Testing  during  Manu- 

facture, Laying:  and  Working. 

,,  XII.— Submarine  Cable  Testing  during  Localis- 

ation and  Repairs. 


In  the  Appendices  numerous  tables  and  curves  of  interest  to  telegraph  engineers  are  given. 


Fully  Illustrated.  Price  7s.  6d.,  post  free. 

DRUM  ARMATURES  AND  COMMUTATORS 

^ISriD  I=>]El^Oa?ICE)- 


By  F,  AIARTEN  WEYMOUTH. 

NOW  RE  AOV, 

British  Association  Evening  Discourse  at  Dover,  September  18,  1899. 

THe(!EmAMnFTP.El,EfMCMIT 

By  Prof.  J.  A.  FLEMIiNG,  F.R.S.  1799-L890. 

With  Illustrations  of  early  apparatus  and  interesting  Chronological  Notes. 

m neat  paper  covers  I/-,  post  free  1/3.  Bound  doth  2/-,  post  free. 

i fully  Illustrated.  Price  5s.  nett ; post  free  5s.  3d. 

^Mrii:»oless 

NEW  and  ENLARGED  EDITION  NOW  READY. 

SIGNALLING  ACROSS  SPAGE  WITHOUT  WIRES. 

By  Dr.  OLIVER  J.  LODGE,  E.R.S. 

The  New  Edition  forms  a complete  Illustrated  Treatise  on  Hertzian  Wave  Work.  The  Full  Notes  of  the 
interesting  Lecture  deuveied  by  the  Author  before  the  Roya'  Institution  in  June,  1891,  form  thetirat  chapter  of 
the  book.  The  secf  iid  chapter  is  devoced  to  the  Application  of  Hertz  Waves  and  Coherer  Signalling  to 
Telegraphy,  while  Chapter  3 gives  Details  of  other  Te;egraphic  Developments.  In  Chapter  4 a history  of  the 
Coherer  Principle  is  given,  including  Professor  Hughes’  Early  Observations  before  Hertz  or  Branly,  and  the 
work  of  M Branly.  Chapters  are  also  devoied  to  ‘‘  Communications  with  respect  to  Coherer  Phenomena  on  a 
Large  Scale  ” the  “ Photo-Electric  Researches  of  Drs.  Elster  and  G.itel  ” and  the  Photo-Electric  Researches  of 
Prof.  Righi. 

Price  5s.  post  free.  ; abroad  5s.  3cl. 

Tk  BIBLIOCKAPH?  OP  X-KAV  LITERATURE  and  RESEARCB. 

Being  a carefully  and  accurately  compiled  Ready  RefA’ence  Index  to  the  Literature  on  the  Subject  of  Rontgen 

or  X-Rays. 

Edited  by  CHARLES  E.  S.  PHILLIPS. 

With  an  Historical  Retrospect  and  a Chapter,  “ Practical  Hints,”  on  X-Ray  work  by  the  Editor. 

The  book  will  be  indispensable  for  ibe  Reference  Library,  Public  Libraries,  Colleges,  Technical  Schools 
and  Laboratories,  and  to  all  whose  business  or  pleasure  necessitates  an  up-to-date  acquaintauce  with  the  progress 
of  this  branch  of  Physical  Science. 
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FuUy  Illustrated.  Price  lOs.  6d,  Postage  free. 

CARBOM  WAKING  FOR  All  ELEOIHIOAI  PURPOSES. 


By  FRANCIS  JBIiL. 

This  work  gives  a conche  account  of  the  process  of  making  High  Grade  and  other  Carbon  for  Electric 
Lighting,  Electrolytic,  and  all  other  electrical  purposes. 

CJNTENTP. 


Chapter  I.— Physical  Properties  of  Carbon. 

,,  IT.— Historical  Notes. 

,,  III.— P'acts  concerning  Carbon. 

,,  IV.— The  Modern  Process  of  Manufacturing 

Carbons.  ’ 

,,  V. — Hints  to  Carbon  Manufacturers  and 

Electric  Light  Engineers. 

,,  VI. — A “ New”  Haw  Material. 

,,  VII.— Gas  Generators, 

„ VIII.— The  Furnace. 


Chapter  IX.— The  Fstimation  of  High  Temperatures. 
,,  X.— Gas  Analysis. 

„ XI.— On  the  Capital  necessary  for  starting  a 

Carbon  Works  and  the  Profits  in 
Carbon  Manufacturing. 

,,  XII.— The  Manufacture  of  Electrodes  on  a 

Small  Scale. 

„ XIII.— Building  a Carbon  Factory. 

„ XIV.— Soot  or  Lamp  Black. 

,,  XV.  — Soot  Factories 


Fully  Illustrated.  Price  7s.  6d.,  fost  free, 

THE  INCANDESCENT  LAMP  I ITS  MANUFACTURE. 

By  GILBEBT  S.  BAM. 


190 pages,  116  illustrations.  Price  3s.  6d.,/)ost  free. 

The  steam-engine  INDICATOR  & INDICATOR  DIAGRAMS. 

Edited  by  W.  W.  BEAUMONT,  M.I.C.E.,  M.I.M.E.,  &a. 


Strongly  hound  in  Cloth,  2s,  6d.  net. 

TEMPERATURE  COEFFICIENTS  OF  “ CONDUGTIViTY  ” COPPER. 

The  compilers  of  “TEMPERATURE  COEFFICIENTS  OF  ‘ CONDUCTIVITA^ ’ COPPER ” 
(Messrs.  Clahk,  Fokde  and  Tayl(,>ii,  the  well-known  consulting  engineers)  have  recently  made 
fresh  investigations  of  the  temperature  coefficient  over  the  range  of  temperature  to  which  Cables 
are  usually  exposed  and  the  results  of  their  investigations  are  now  published. 

Table  E.  gives  the  resist,  at  different  temperatures  when  the  Res.  at  32°F.  = 1. 

Table  El,  ditto  ditto  ditto  at60°F.  = l. 

Table  BEI.  ditto  ditto  ditto  at  7o°F.=:  I ; and 

Table  BV.  gives  the  log.  reciprocals  of  co-efficients  in  Talle  III. 

Also  on  strong  cardboard,  price  6d.  net. 

SiHLECSrr  'IFABIL.E:  »liowin^ 

LOG.  RECIPROCALS  of  COEFFICIENTS  for  COPPER  RESISTANCES 

At  different  teuiperatures  from  32°F.  to  81’f)°F. 


NEW  VOLUMES  IN  PREPARATION. 


NEARLY  READY 

“tHE  ELEGTRICIAN”  WiRE»SAN’$  POCKET  BOOK. 

Edited  by  F.  CHAELES  RAPHAEL. 

A valuable  collection  of  Tables  and  Instructions  indispensable  to  those  engaged  in  internal  or  external 
wiring  work,  whether  as  win  men,  superintendents  or  contractors.  The  volume  will  be  of  a size  convenient 
for  the  pocket,  and  will  contain  a number  of  practical  conductor  and  fall  of  potential  tables,  illustrated 
directions  for  joining  wires  and  cables,  diagrams  of  connections,  wiring  rules,  tables  of  casings,  tubing,  &c., 
fuse  tables,  descriptions  of  all  the  various  systems  of  wiring,  insti  notions  for  testing,  &c.  The  greater  part  of 
the  contents  has  been  written  especially  for  the  book,  and  all  has  been  thoioughlj  revised  and  brought  up  to 
date.  The  section  on  UndergrOUDd  Wcrk  will  foim  a special  featuie,  and  will  contain  a mass  of  information 
hitherto  unpublished.  No  pains  are  being  spared  to  make  the  work  as  complete  and  useful  as  possible,  and  to 
give  it  an  essentially  Practical  character 

THE  ELECTRIC  ARC.  Fully  illustrated.  By  Mrs.  Ayrton.  In  the  Press. 

SECONDARY  BATTERIES;  THEIR  CONSTRUCTION  AND  USE. 

By  E.  J.  WADE. 

PRIMARY  BATTERIES:  THEIR  CONSTRUCTION  AND  USE.  By 

W.  R.  Cooper.  In  the  Press. 

COMMERCIAL  TELEPHONY.  By  Dane  Sinclair  and  F.  C.  Pvaphael. 

Fully  illustrated. 
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“THE  ELECTRICIAN”  continued. 


LARQE-SHEET  TABLES, 

Giving  full  particulars  of  the  Electricity  Supply  Stations  throughout  the  United  Kingdom  up  to  January,  1900, 
can  be  obtained  mounted  on  rollers  for  hanging  or  folded  into  cloth  cases.  Tables  (at  foot  of  large  sheet  Table) 
give  analyses  of  Electricity  Supply  undertaking  Costs,  and  a neat  coloured  Map  shows  tho  positions  of  Pro- 
vincial Supply  Stations  and  Systems  of  Supply. 

The  Electric  Railways  and  Tramways  of  the  United  Kingdom, 

Similarly  mounted  for  hanging  or  folded  into  cloth  cases.  PRICES  ON  APPLICATION. 


Fully  illustrated.  Price  Is.  6d.,  free  Is.  9d. 

THE  MANUFACTURE  OF  ELECTRIC  LIGHT  CARBONS. 

A Practical  Guide  to  the  Establishment  of  a Carbon  IVIanufactory. 

The  International  Telegraph  Convention  and  Service  Regulations. 

BUDAPEST  REVISION  (1896). 

In  the  Official  French  Text  with  English  Translation  in  parallel  columns,  by  C.  E.  J.  Twisaday  (of  the 
India  Office,  London),  and  Geo.  R.  Neilson  (of  the  Eastern  Telegraph  Company,  London).  Cloth  (foolscap 
folio),  5s,  nett ; wide  margin  (demy  folio),  7s.  6d.  nett.  With  Supplements,  Is.  extra. 


IVOW  READY. — Price  £1.  5s.,  in  Sepia  or  Black;  in  very  Massive  Frame,  £2.  2s. 

A Handsome  Plate  Reproduction  of  Robert  Dudley’s  famous  Painting  of 

THE  “GREAT  EASTERN” 

(By  permission  of  the  Executors  of  the  late  Sir  JAMES  Anderson). 

The  subject  measures  24in.  byl7in.,  and  is  India  mounted  on  fine  etching  boards,  the  mount  measuring 
27in.  by  21  in.  The  entire  plate  measures  B^in.  by  27in. 


STEEL- fSLiLTB  P»ORTEJLITS 


OF 

WILLOU GHB  Y SMITH  {out  of  print), 
MICHAEL  FARADAY  {Is.  extra),  ' 

SIR  JOHN  PENDER,  G.C.M.  J-., 

*LOBD  KELVIN,  P.R.S., 

G.  H.  B,  PATEY,  C.B. 

(Late  Secretary  of  Telegraphs,  G. P.O.), 

DR.  OLIVER  J.  LODGE,  F.R.S  , 

♦SIR  WILLIAM  CROOKES,  F.R.S, 
HERMANN  VON  HELMHOLTZ, 

♦prof.  W.  E.  AYRTON, 
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COPIES  OF  THESE  ADMIRABLY-EXECUTED  STEEL  ENGRAVINGS  CAN  BE  SUPPLIED,  Price  ONE  SHILLING  EACHt 
post  free  on  Roller,  Is.  2cl.  India  mounts.  Is.  extra. 

Or  framed  in  neat  Black  Pillar  or  Brown  Ornamental  Frames,  price 

FOUR  SHILLINGS  AND  SIXPENCE;  carriage  paid  (U.K.),  FIVE  SHILLINGS. 

_ _ If  with  mount,  Is.  extra.  . 

SECOND  EDITION  NOW  READY. — Large  Quarto,  370  pages,  I40  full-page  Illustrations, 

65  full-page  Tables^  30s. 

ARMATURE  WINDINGS  OF  ELECTRIC  MACHINES. 

By  H.  F.  FARSHALL  and  H.  M.  HOBART. 

The  subjects  dealt  with  in  this  work  include  the  windings  of  continuous-current  machines  and  armatures 
of  single-phase,  two-phase  and  three-phase  machines,  of  induction  motors  for  various  phases,  and  of  alternating 
current  commutating  rnachines.  A chapter  is  given  on  electromotive  force,  explaining  the  properties  ( f the 
different  windings  in  this  respect,  and  includes  a discussion  on  tl\e  Sayers’  armature  windings. 

The  book  will  be  found  of  great  value  to  specialists,  and  is  written  in  such  a manner  as  to  prove  of 
considerable  ass^tance  to  st  idents  and  those  desirous  of  thoroughly  grasping  the  principles  of  dynamo 
construction.  Ihe  exhaustive  list  of  Tables  dealing  with  continuous-current  armature  windings  will  prove 
particularly  valuable  at  this  time,  as  they  show  at  a glance  the  arrangement  possible  for  giving  a number  of 
conductors  and  poies.  b 
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Demy  8vo.,  Cloth,  fully  illustrated,  lOs.  Gii,,  post  free  lls. 

THE  APPLIOATiOH  QF  ELECTRICITY  TO  RAILWAY  WORKING. 

By  W.  E.  LANGDON,  M.I.E  E., 

Superintendent  and  Engineer  of  the  Electrical  Department  of  the  Midland  Eailway  Company. 

This  work  coiitaiiis  sections  on  the  corstinciion  and  surveying  of  Eailway  TelegTaphs,  Construction  of 
Telegraph  Instruments  and  Batteries,  Block  Signalling,  Single-Line  Working,  Automatic  Block  Signalling,  Inter- 
locking, Miscellaneous  Appliances  in  connection  with  Block  Signalling,  Electric  Light  and  Power,  Train  Light- 
ing. Intercommunication  in  Trains.  The  work  also  contains  chapters  relating  to  the  engineering  and  traffic 
branches  of  railways,  as  well  as  specifications  for  telegraph  poles,  galvanised  iron  wire,  copper  wire,  stranded 
laying  rvire,  &c.  • 


1899-1900  Edition  {4th  Year).  12s.  6d.  net. 

MANUAL  OF  ELECTRICAL  UNDERTAKINGS. 

By  EMILE  GAECKE,  M.I.E.E.,  F.S.S. 

The  Manual  contains  financial  particulars,  &c.,  of  all  Electrical  Companies  and  Undertakings.  In  the  majority 
of  cases  the  complete  accounts  of  the  various  undertakings  are  shown,  including  the  last  Balance  Sheet  and 
Profit  and  Loss  Account  and  similar  data,  together  with  much  information  showing  the  progress  of  the  works. 
Particulars  are  given  of  all  Municipal  Electric  Supply  Stations, 


ELECTRICITY  AND  MAGNETISM. 

A TEEATISE  ON  MAGNETISM  AND  ELECTRICITY.  By  Prof  A Gray. 

In  2 vols.  Vol.  I.,  14s.  net.  , 

AN  ELEMENTARY  TREATISE  ON  FOURIER’S  SERIES,  and  Spherical,  \ 

Cylindrical  and  Ellipsoidal  Harmonics,  with  Applications  to  Problems  on  Mathematical  Physics.  By 
Prof.  Byerly,  Harvard  University.  12s.  6d. 

MODER^^  VILWS  OF  ELECTRICITY.  By  Oliver  J.  Lodge,  F.R.S.,  Professor  of 

Physics  in  University  College,  Liverpool.  Illustrated.  6s.  6d. 

THE  ELECTRO-MAGNET  AND  ELECTROMAGNETIC  MECHANISM.  By 

Silvanus  P.  Thompson,  D.Sc.,  F.R.S.  2nd  Edition,  450  pages,  213  illustrations.  15s. 

ELECTRICITY:  ITS  THEORY,  SOURCES  AND  APPLICATIONS.  By 

John  T.  Sprague.  Third  Edition.  Bevised  and  enlarged.  15s. 

ELECTRICAL  PAPERS.  For  Advanced  Students  in  Electricity.  By  Oliver 

Heaviside.  2 vols.  12s.  net.  (Published  31s.  6d.) 

A COURSE  OF  LECTURES  ON  ELECTRICITY,  DELIVERED  BEFORE  THE 

SOCIETY  OF  ARTS.  By  George  Forbes,  M.A..  F.R.S.  (L.  <fe  E.)  With  17  illustrations,  crown  8vo.  68. 

MAGNETS  AND  ELECTRIC  CURRENTS : An  Elementary  Treatise  for 

Electrical  Artisans  and  Science  Teachers.  By  Dr.  J.  A.  Fleming,  M.A.,  F.R.S.,  &c.  Crown  8vo.,  Cloth 
7s.  6d. 

LECTURES  IN’ ELECTRICITY  AT  THE  ROYAL  INSTITUTION,  1875-76 

By  John  Tyndall.  2s.  6d. 

NOTES  OF  A COURSE  OF  SEVEN  LECTURES  ON  ELECTRICAL 

PHENOMENA.  By  .John  Tyndall.  Is.  6d. 

ELECTRIC  WAVES  : Being  Researches  on  the  Propagation  of  Electric  Action 

with  Finite  Velocity  through  Space.  By  Dr.  Heinrich  Hertz.  Ti anslated  by  D.  E.  Jones.  10s.  6d.  net. 

ELECTRICAL  MEASUREMENTS.  By  Prof.  H.  S.  Cai  hart  and  G.  W.  Patterson, 

jnn.  8s.  6d. 

ELECTRIO  MOVEMENTS  IN  AIR  AND  WATER.  By  Lord  Armstrong, 

C.B.,  F.R.S.  New  Edition.  30s.  net. 

LECTURES  ON  SOME  RECENT  ADVANCES  IN  PHYSICAL  SCIENCE. 

By  Prof.  P.  G.  Tait.  Third  Edition.  9s. 

ELEMENTARY  LESSONS  IN  ELECTRICITY  AND  MAGNETISM.  By  Prof. 

Silvanus  P.  Thompson,  H.Sc.,  F.R.S.  New  Edition.  Fcap.  8vo,  4s.  6d. 

PRACTICAL  ELECTRICITY  : A Laboratory  and  Lecture  Course  for  First  Year 

Students  of  Electrical  Engineering.  By  Prof.  W.  E.  Ayrton,  F.R.S.  New  Edition.  Vol.  I.,  Current, 
Pressure,  Resistance,  Energy,  Power  and  Cells.  247  Illustrations.  9s. 

A TREATISE  ON  ELECTRICITY  AND  MAGNETISM.  By  J.  Clerk  Max- 

well.  M.A.,  F.R.S.  Third  Edition.  2 vols.,  demy  8vo,  cloth,  £1.  128. 

CENTENARY  OF  THE  ELECTRIC  CURRENT,  1799-1899  — see  page  J3. 

ELEMENTARY  TREATISE  ON  ELECTRICITY  AND  MAGNETISM. 

Founded  on  Joubert’s  “Traits  Effiinentaire  d’Electricit^.  By  Prof.  G.  C.  Foster,  F.R.S.,  and 
E.  Atkinson,  Ph.D.  Crown  8vo,  7s.  6d. 

MAGNETISM  AND  ELECTRICITY,  AN  ELEMENTARY  MANUAL  OF. 

With  Examination  Questions  and  many  illustrations.  By  Prof.  A.  Jamieson.  Fourth  Edition.  Cr.  8vo,  38.6d. 

1,  2 and  3,  Salisbury  Court,  Fleet  Street,  London,  E.C. 
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AN  ELEMENTARY  TREATISE  ON  ELECTRICITY.  By  J.  Clerk  Maxwell. 

M.A,  F.R.S.  Edited  bv  William  Garnett,  M.A.  Demy  8vo,  cloth,  7s.  6d. 

RECENT  RESEARCHES  IN  ELECTRICITY  AND  MAGNETISM.  By 

Prof.  J.  J.  Thomson,  M.A.,  F.E..S.  18s.  6d. 

THE  THEORY  OF  ELECTRICITY  AND  MAGNETISM.  By  Prof.  A.  G.  Webster. 
COIl“aND  current,  or  the  triumphs  of  ELECTRICITY.  By 

Henry  Frith  and  W.  Stepney  Hawson.  3s.  6d. 

MAGNETISM  AND  ELECTRICITY.  By  W.  J.  Harrison  and  C.  A.  White.  2s. 
MAGNETISM  AND  ELECTRICITY.  By  A.  W.  Poyser,  M.A.  Cloth,  2s.  6d. 
MAGNETISM  AND  ELECTRICITY.  By  H.  C.  Tarn,  F.S.Sc. 

MAGNETISM  AND  ELECTRICITY.  By  J.  Paley  Yorke.  3s.  6d. 
MAGNETISM  AND  ELECTRICITY.  By  K.  Wallace  Stewart,  D.So.  159  Ulus- 

trations.  Second  Edition.  5s.  6d. 

MAGNETISM  AND  ELECTRICITY.  Bv  Edward  Aveling,  D.Sc.  6s. 
MAGNETISM  AND  ELECTRICITY.  By'  John  Angell.  2s. 

MAGNETISM  AND  ELECTRICITY.  By  F.  Guthrie,  B.A.,  Ph.D.  3s.  6d. 
MAGNETISM  AND  ELECTRICITY  FOR  BEGINNERS.  By  H.  E.  Hadley,  B.Sc. 

2s.  ed. 

MANUAL  OF  ELECTRICAL  SCIENCE.  By  George  J.  Burch,  B A.  3s. 
ADVANCED  ELECTRICITY  AND  MAGNETISM.  By  A.  W.  Poyser.  4s.  6d. 
FI  RST  BOOK  OF  ELECTRICITY  AND  MAGNETISM.  By  W.  Perren  May- 

cock.  107  illustrations.  Second  Edition.  2s.  6d. 

ELECTROMAGNETIC  THEORY  — see  page  4. 

A.B.C.  OF  ELEC  TKICITY,  By  W.  H.  Meadowcroft.  Fourth  Edition.  2s. 
ELECTRICITY  AND  MAGNETISM.  Translated  from  the  French  of  Prof. 

E Gerard,  under  the  direction  of  Dr.  Louis  Duncan,  with  additions  by  Dr.  Louis  Duncan,  C.  P, 
Meuuiietz,  A.  E.  Kenneliy  and  Dr.  Cary  T.  Hutchinson.  Cloth,  10s.  6d. 

ELEMENTS  OF  THE  MATHEMATICAL  THEORY  OF  ELECTRICITY  AND 

MAGNETISM.  By  J.  J.  Thomson,  F.R.S.  10s. 

ELEMENTS  l)F  ST’ATIC  ELECTRICITY.  By  P.  Atkinson.  Second  Edition.  Ts. 
ELECTRICITY  TREATED  EXPERIMENTALLY,  for  the  use  of  schools  and 

students.  By  Linnaeus  Camming,  M.A.  Fifth  Edition.  4s.  6d. 

THE  ALTERNATE-CURRENT  TRANSFORMER  IN  THEORY  AND 

PRACTICE  - see  pacjes  6 and  7. 

ELEC  I’KICITY  A NH  MAGNETISM.  By  S.  R.  Bottone.  3s.  6d. 

Book  E.  ARITH.MF.  ITCAL  PHYSICS.  Part  lU.— MAGNETISM  AND  ELEC- 

TKIt'lTY,  ELE.VIENTAKY  AND  ADVANCED.  With  Supplement  on  Lines  of  Force.  By  C.  J.  Wood- 

ward,  B.Sc.  2s. 

Bock  F.  AIHTHMETICAL  PHYSICS.  Part  IIb.— MAGNETISM  AND  ELEC- 

TRICITY,  DEGREE  AND  HONOURS  STAGES.  By  C.  J.  Woodward,  B.Sc.  New  Edition.  Ss.  6d. 

MAGNETIC  INDUCTION  IN  IRON  AND  OTHER  METALS  — see  page  Jj.. 
LLLCTRICITY  FCR  public  schools  AND  COLLEGES.  By  W.  Harden, 

M.A.  6s. 

ELEC  I'RICITY.  By  Dr.  Ferguson  ; revised  and  extended  by  Prof.  J.  Blyth.  3s.  6d. 
ELECTRICITY  AND  MAGNETISM.  By  Fleeming  Jenkin.  3s.  6d, 
electricity  AND  MAGNETISM.  ByProf.  F.  E.  Nipher.  Second  Edition.  14s. 
ELECTRICITY  AND  MAGNETISM.  By  Prof.  Balfour  Stewart,  F.R.S.,  and 

W.  W.  Haldane  Gee.  Crown  five,  7s.  6d.  ; School  Course,  2s.  6d. 

ELEC  rRICITY  AND  MAGNETISM.  A Popular  Treatise.  By  Am4d4e 

Guillemin.  Translated  by  Silvanus  P.  Thompson.  31s.  6d. 

ELEMENTARY  i'REAITSE  ON  PHYSICS,  Experimental  and  Applied.  Trans- 
lated from  Oanot’s  “ Elements  de  Physique,”  by  e.  Atkinson,  Ph.D.  Twelfth  Edition.  15s. 

ELEMENTARY  PHYSICS.  By  John  Henderson.  2s.  6d. 

PRACTICAL  ELECTRICirY  AND  MAGNETISM.  By  John  Henderson.  6a.  6d. 
PHYSICS.  Advanced  Course.  By  G.  F.  Barker.  218. 

THE  INTELLECTUAL  RISE  IN  ELECTRICITY.  By  Park  Benjamin,  Ph.D.  21s. 
TEXT-BOOK  OF  THE  PRINOIPLES  OF  PHYSICS.  By  Alfred  Daniell. 

Second  Edition.  21s. 

PHYSICAL  UNITS.  By  Magnus  Maclean,  M.A.,  D.S.C.,  HR.S.E.  2s.  6d. 
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ABSOLUTE  MEASUREMENTS  IN  ELECTRICITY  AND  MAGNETISM. 

By  Prof.  Andrew  Gray.  Second  Edition.  5i.  6d. 

ALTERNATING  CURRENTS  OF  ELECTRICITY.  By  T.  H.  Blakesley. 

Third  Edition.  5s. 

ALTERNATING  CURRENTS  OF  ELECTRICITY  : Their  Generation,  Measure- 
ment, Distribution,  and  Application.  By  Gisbert  Kapp.  4s.  6d. 

ALTERNATING  CURRENTS.  An  Analytical  and  Graphical  Treatment  for 

Students  and  Engineers.  By  Dr.  F.  Bedell  and  Dr.  A.  C.  Grehore.  Third  Edition.  11s. 

ALTERNATING  CURRENTS  OF  ELECTRICITY  AND  THE  THEORY  OF 

TEANSFOBMEBS.  By  Alfred  Still.  5s. 

ARITHMETIC  OF  MAGNETISM  AND  ELECTRICITY.  By  R.  Gunn.  2s.  6d. 
PHYSICAL  ARITHMETIC.  By  Alexander  Macfarlane.  7s.  6d. 

THE  ALTERNATING  CURRENT  CIRCUIT.  By  W.  Perren  Maycock.  2s.  6d. 
QUESTIONS  AND  EXAMPLES  IN  EXPERIMENTAL  PHYSICS,  SOUND, 

LIGHT,  HEAT,  ELECTBICITY,  AND  MAGNETISM.  By  B.  Loewy.  23, 

LESSONS  IN  ELEMENTARY  PHYSICS.  By  Prof.  B.  Stewart.  FifthEdition,48.6d. 
ELECTRICITY  AND  MAGNETISM  FOR  BEGINNERS.  By  F.  W.  Sanderson, 

ELECTRICITY  AND  MAGNETISM.  By  L.  Gumming,  M.A.  2s.  6d. 

THE  THEORY  AND  CALCULATION  OF  ALTERNATING  CURRENT 

PHENOMENA.  By  C.  P.  Steinmetz.  Second  Editon.  11s. 

HANDBOOK  OF  ELECTRICITY,  MAGNETISM,  AND  ACOUSTICS.  By 

Dr,  Lardner.  Edited  by  Geo.  Carey  Foster,  B.A.  5s. 

THEORY  OF  ELECTRICITY  AND  MAGNETISM.  By  C.  E.  Curry,  Ph.D., 

with  Preface  by  Prof.  L.  Boltzmann.  8vo.,  460  pages,  Ss,  Gd.  nett. 

INTRODUCTION  TO  THE  THEORY  OF  ELECTRICITY.  By  Linnaeus 

Cu mining,  M.A.  Fourth  Edition.  8s.  6d. 

PAPERS  ON  ELECTRO  STATICS  AND  MAGNETISM.  By  Lord  Kelvin. 

Second  Edition.  18s. 

PRACTICAL  NOTES  FOR  ELECTRICAL  STUDENTS-s««  page  IS. 
PRACTICAL  MEASUREMENT  OF  ELECTRICAL  RESISTANCE.  By  W.  A. 

Price,  M.A.  14s, 

POLYPHASED  ALTERNATING  CURRENTS.  By  E.  Hospitalier.  3s.  6d. 
MATHEMATICAL  THEORY  OF  ELECTRICITY  AND  MAGNETISM.  Vol. 

I.,  Electrostatics  ; Vol.  II.,  Magnetism  and  Electrodynamics.  By  H.  W.  Watson,  D.Sc.,  and  S,  H, 
Burbury,  M.A.  8vo,  10s.  Gd.  each. 

MATHEMATICAL  THEOKY  OF  ELECTRICITY  AND  MAGNETISM,  AN 

INTBODUCTION  TO.  By  W.  T.  A.  Emtage,  M.A.  Second  Edition.  Crown  8»ro,  7s.  Gd, 

ELECTRICITY  : A Sketch  for  General  Readers.  By  E.  M.  Caillard.  7s.  6d. 
ELEMENTS  OF  DYNAMIC  ELECTRICITY  AND  MAGNETISM.  By 

Philip  Atkinson,  A. M..  Ph.D.  10s.  Gd. 

ELEMENTS  OF  PHYSICS.  By  Prof.  H.  S.  Carhart.  5.8. 

PHYSICS,  A TEXPBOOK  OF.  By  W.  Watson.  10s.  6d. 

ELECTRICAL  ENGINEERING  FORMULiE  — see  page  5. 

THE  ARITHMETIC  OF  ELECTRICAL  MEASUREMENTS.  By  W.  R.  P. 

Hobbs,  Head  Master  of  the  Torpedo  School,  H.M.S.  “ Vernon.”  New  Edition.  Is. 

THEORY  AND  PRACTICE  OF  ABSOLUTE  MEASUREMENTS  IN  ELEC- 

TRICTTV  AND  MAGNETISM.  By  Andrew  Gray,  M.A.,  F.R.S.E.,  Professor  of  Physics  in  the  University 
College  of  North  Wales.  In  2 vols.,  crown  8vo.  Vol.  I.,  12s.  Gd.  Vol.  II.,  in  2 parts,  25s. 

PROBLExVIS  AND  SOLUTIONS  iN  ELEMENTARY  ELECTRICITY  AND 

MAGNETISM.  By  W.  »liiigo  and  a.  Brooker.  2s. 

THE  CAPILLARY  ELECTROMETER  IN  THEORY  AND  PRACTICE. 

By  George  J.  Burch,  M.A.  Paper  coveis,  2s.,  net,  strong  cloth,  2s.  Gd.,  net. 

EXERCISES  IN  ELECTRICAL  AND  MAUNETTC  MEASUREMENTS,  with 

Answers.  By  R.  E.  Day.  os.  Gd. 

INTRODUCTION  TO  PH mCAL  MEASUREMENTS.  By  Dr.  F.  Kohlrausch. 

Translated  by  T.  H.  Waller  and  H.  R.  Procter.  Third  English  Edition.  15s. 

ELECIKICAL  MEASUKEMEiNT  AND  I'HL  GALVANOMETER,  ITS  CON- 

STRIICTION  AND  USES.  By  T.  D.  Lockwood  Second  Edition.  6s. 

ELECTRIC  CURRENT:  How  Produced  ana  How  Used.  By  R.  Mullineux 

Walmsiev.  D.Sc.  IPs.  Gd. 
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ELECTRICITY,  ELECTROMETER,  MAC]NETISM  AND  ELECTROLYSIS. 

Bv  Gr.  Chrystal  and  W.  N.  Shaw.  5s.  nett. 

INTERMEDIATE  COURSE  OF  PRACTICAL  PHYSICS.  By  Prof.  A. 

Schuster  and  Charles  H.  Lees,  D.Sc.  5s. 

ELECTRICITY  IN  THEORY  AND  PRACTICE.  By  Lieut.  B.  A.  Fiske.  10s.  6d. 
ELECTRICITY  FOR  ENGINEERS.  By  Ch.  Desmond.  Revised  Edition.  10s.  6d. 
POTENTIAL  : Its  Application  to  the  Explanation  of  Electrical  Phenomena  Popu- 

larly  Treated.  By  Dr.  Tumlirz.  Translated  by  D.  Robertson,  M.A.  3s.  6d. 

ELECTRICAL  INFLUENCE  MACHINES  : containing  a full  account  of  theii 

Historical  Development,  their  Modern  Forms,  and  their  Practical  Construction.  By  John  Gray,  B.Sc 
89  illustrations.  4s.  6d. 

WHAT  IS  ELECTRICITY  ? By  John  Trowbridge,  S.D.  Crown  8vo,  5s 
UISITfe  ELECTRIQUES  ABSOLUES.  By  M.  G.  Lippmann.  8s.  6d. 
ELECTRICITY  IN  THE  SERVICE  OF  MAN.  A Popular  and  Practical 

Treatise  on  the  Applications  of  Electricity  in  Modern  Life.  New  Edition.  Revised  by  R.  Mullineux 
Walmsley,  D.Sc.  (Lond.),  F.R.S.E.  Medium  8vo.,  with  upwards  of  950  illustrations.  10s.  6d.  New 
and  Cheap  Edition,  7s.  6d. 

DOMESTIC  ELECTRICITY  FOR  AMATEURS.  Translated  from  the  French  of 

E.  Hospitaller,  with  additions  By  C.  J.  Wharton,  M.I.E.E.  Numerous  illustrations,  demy  8vo,  cloth,  6s. 

PRACTICAL  ELECTRICAL  MEASUREMENTS  By  Ellis  H.  Crapper.  2s.  6d. 
PRACTICAL  ELECTRICS ; A Universal  Handy  Book  on  Every-Day  Electric 

Matters.  Third  Edition.  3s.  6d. 

THE  WORK  OF  HERTZ.  — see  page  IS. 

PRACTICAL  MAGNETISM  AND  ELECTRICITY.  By  J.  R.  Ashworth.  2nd 

Edition.  2s.  6d. 

ELECTRICITY : A Hundred  Years  Ago  and  To-Day.  By  Prof.  E.  J.  Houston.  4s.  6d. 
ELECTRICITY  IN  MINING.  By  Silvanus  P.  Thompson,  D.Sc.,  F.R.S.  2s. 

A CENTURY  OF  ELECTRICITY.  By  Prof.  T.  C.  Mendenhall.  4s.  6d. 
LABORATORY  MANUAL  OF  PHYSIOS  AND  APPLIED  ELECTRICITY. 

By  Prof.  Edward  L.  Nichols.  12s.  6d. 

STANDARD  METHODS  IN  PHYSIOS  & ELECTRICITY  CRITICISED. 

AND  A TEST  FOR  ELECTRIC  METERS  PROPOSED.  By  H.  A.  Naber.  Demy  8vo.,  cloth  gilt, 
5s..  post  free. 

LEgONS  SUR  L’ELECTRICITE  ET  LE  MAGNETISME.  By  MM.  E. 

Mascart  and  J.  Joubert.  Two  volumes.  Second  Edition,  36s.  Each  volume,  i:5s. 

TB,A1TE  ELEMENTAIRE  D’ELECTRICITE.  By  J.  Joubert.  6s. 

TIIEORIE  DE  L’ELECTRICITE.  By  Prof.  A.  Vaschy.  16s. 

Lh.gONS  SUR  L'ELECTKICITE.  By  Eric  Gerard.  2 vols.,  fully  illustrated.  6th 

Edition.  19s.  In  2 Vols,,  It's.  each. 

TKAITF  PRA  riCUE  DE  L’ELECTRICITE.  By  Felix  Lucas.  13s  6d. 
TR.AlTE  D rji.ECTRIClTE  ; Theorie  et  Applications  Generales.  By  F.  Rodary. 

16s.  6d. 

THEORIE  DE  POTENTIEL  NEWTONIEN.  By  H.  Poincare.  12s. 


ELECTRIC  LIGHTING  & TRANSMISSION  OF  POWER. 

THE  ALTERNATE-CURRENT  TRANSFORMER  IN  THEORY  AND 

PRACTICE— see  page  6 . 

ALTERNATING  ELECTRIC  CURRENTS.  By  Prof.  E.  J.  Houston,  Ph.D.,  and 

A.  E.  Kennelly,  D.'-c.  4s.  6d. 

D YNAMO-ELEUTRICITY  : Its  Generation,  Application,  Transmission,  Storage 

and  Measurement.  By  G.  B,  Prescott.  545  illustrations.  £1.  Is. 

DYNAMO  MACHINERY  AND  ALLIED  SUBJECTS  (ORIGINAL  PAPERS 

OM).  By  Dr.  John  Hopkinson,  5s. 

ELECTRO  dynamics  : The  Direct  Current  Motor.  By  Prof.  C.  A.  Carus- 

Wilson.  7s.  6d. 

“THE  ELECTRICIAN”  PRIMERS  — see  page  8. 

STANDARD  POLYPHASE  APPARATUS  AND  SYSTEMS.  By  Maurice  E 

Oudin,M.S.  13s. 

SHOP  AND  ROAD  TESTING  OF  DYNAMOS  AND  MOTORS.  By  Eugene 

C Parham  and  John  C.  Shetid.  Os. 
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ARMATURE  WINDINGS  OF  ELECTRIC  MACHINES.  New  Ed.  By  H.  F. 

Parshall  and  H.  M.Bobart.  Large  4to.  140  illustrations  and  65  full-page  tables.  30s.  post  free.— J5 

DRUM  ARMATURES  AND  COMMUTATORS— see 

ELECTRIC  AliC  LIGHTING.  By  Prof.  E.  J.  Houston,  Ph.D.,  and  A.  E. 

Kennelly,  D.Sc.  Cloth,  4s.  6d. 

ELECTRO  MAGNETISM.  By  Prof.  E.  J.  HoustoD,  and  A.  E.  Kennelly.  4s.  6d. 

CARBON  MANUFACTURE  FOR  ALL  ELECTRICAL  PURPOSES.  By 

Frail  cis  Jehl.  See  page  JJf. 

CONTINUOUS-CURRENT  DYNAMOS  AND  MOTORS.  An  Elementary 

Treatise  for  Students.  By  Frank  P.  Cox.  9s. 

ELECTRIC  HEATING.  By  Prof.  E.  J.  Houston  and  A.  E.  Kennelly.  Cloth,  4s.  6d. 
THE  PRACTICAL  APPLICATION  OF  DYNAMO  ELECTRICAL  MACHI- 

NEE.Y.  By  C.  K.  MacFadden  and  Wm.  D.  Bay.  4s.  6d. 

PRACTICAL  NOTES  FOR  ELECTRICAL  STUDENTS  — seepage  18. 
HOW  TO  BUILD  DYNAMO-ELEOTRIO  MACHINERY.  ByEd.  Trevert.  10s.  6d. 
THE  INCANDESCENT  LAMP  AND  ITS  MANUFACTURE  — see  page  14. 
ELECTRIC  INCANDESCENT  LIGHTING.  By  Prof.  £.  J.  Houston,  Ph.D., 

and  A.  E.  Kennelly,  D.Sc.  Cloth,  4s.  6d. 

THE  ELECTRIC  MOTOR.  By  Prof.  E.  J.  Houston  and  A.  E.  Kennelly.  4s.  6d. 
DIGEST  OF  THE  LAW  OF  ELECTRIC  LIGHTING,  &c.  — seepage  8. 

DISSECTED  MODEL  OF  A DIRECT-CURRENT  DYNAMO,  with  a Descrip- 
tion of  the  Vaiious  Parts  and  an  Explanation  of  their  Mode  of  Action,  and  the  Method  of  Winding  a 
Dium  Armature.  By  Arnold  Philip.  4s.  6d. 

DYNAMO  CONSTRUCTION  : A Practical  Handbook  for  Engineer  Constructors 

and  Electricians  in  Chaige.  By  John  W.  Urquhart.  Second  Edition.  7s.  6d. 

DYNAMO-ELECTRIC  MACHINERY  : A Text-Book  for  Students  of  Electro- 

Technology.  By  Silvanus  P.  Thompson,  B.A.,  D.Sc.,  M.I.E.E.,  F.B.S  Fifth  Edition,  revised  and 
enlarged.  Cloth,  864  pages,  29  folding  plates,  498  illustrations  in  text.  24s.  post  free. 

DYNAMO  AND  MOTOR  BUILDING  FOR  AMATEURS.  By  C.  D. 

Parkhurst.  Cloth,  5s. 

DYNAMO,  THE  : Its  Theory,  Design  and  Manufacture.  By  C.  C.  Hawkins, 

A.M.Inst.C.E. , and  F.  WalPs.  Second  Edition.  10s.  6d, 

PUAC'IICAL  MANAGEMENT  UE  DYNAMOS  AND  MOTORS.  By  F.  B. 

Crocker  and  S.  S.  Wheeler.  Second  Edition.  4s.  6d. 

ELECTRICAL  ENGINEERING  FORMULAE  — seepage  5. 
ELECTRO-DYNAMIC  MACHINERY.  By  Prof.  E.  J.  Houston,  Ph.D.,  and 

A.  E.  Kennelly,  D.Sc.  232  illustrations.  Cloth,  IPs.  Cd. 

TRANSFORMERS  FOK  SINGLE  AND  MULTIPHASE  CURRENTS.  By 

Gisbeit  Kapp.  Translated  from  the  German  by  the  Author.  6s. 

TEXT  BOOK  ON  ELECTRO-MAGNETISM  AND  THE  CONSTRUCTION 

OF  DYJSAMOS.  By  Prof.  D.  C.  Jackson.  Vol.  I.,  Electro-magnetism  and  the  Construction  of  Continuous- 
current  Dynamos.  9s.  net ; Vol.  11.,  Alternating  Currents  and  Alternating  Current  Machinery.  14s.  net 

THE  MANUFACTURE  OF  ELECTRIC  LIGHT  CARBONS  — seepage  14. 
ELECTRICAL  POWER  TRANSMISSION.  By  Louis  Bell,  Ph.D.  Ils. 
PRACTICAL  DIRECTIONS  FOR  WINDING  MAGNETS  FOR  DYNAMOS. 

By  Carl  Bering.  3s.  6d. 

THE  STEAM  ENGINE  INDICATOR,  AND  INDICATOR  DIAGRAMS- 

see  page  15. 

ON  THE  DEYELOPMENT  AND  TRANSMISSION  OF  POWER  FROM 

CENTPi-AL  SI  ATlO.N.s.  By  i’rof.  W.  C.  Unwin.  10s.  nett. 

ELEMENTS  OF  GONSTKUCTiON  FOR  ELECTRO-MAGNETS.  By  Count  du 

Moncel.  Translated  by  C.  J.  Wharton.  4s.  6d. 

APPLIED  MAGNETISM,  ily  J.  A.  Kingdon,  B.A.  7s.  6d. 

ON  THE  CALCULATION  OF  NETWORKS  FOR  DISTRIBUTION  OF 

POWER  BY  CONTINUOUS  AXDAL'rERXATING  CUllllKXTS.  By  H.  Cahen.  In  German.  2s.  Cd. 

ELEC’JRIO  LlGHTiNO  AND  POWER  DiS  iRiBU  IIdN  : An  Elementary 

IMariual  for  Stude  nts.  Hy  W.  Perren  Maycock.  In  two  vols.  Vol.  I.  (Fourth  Edition)  6s. 

POLYPHASE  ELECTRIC  CURRENTS  AND  ALTERNATE  CURRENT 

MoT'OllS.  By  Prof.  Silvanus  P.  Thompson,  D.Sc.  New  Edition.  Demy  Svo.  Cloth  21s. 

CONTINENTAL  ELEClRiC  LiGHT  CENTRAL  STATIONS.  By  KilJ.ingworth 

Hedges.  15.S. 
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CENTKAL  STATION  ELECTRICITY  SUPPLY.  By  Albert  Gay  and  C.  H. 

Yeaman.  10s.  6fl. 

PRACTICAL  CALCULATIONS  OF  DYNAMO-ELECTRIC  MACHINES.  By 

Alfred  E.  Wiener.  11s. 

THEORETICAL  ELEMENTS  OF  ELECTRO -DYNAMIC  MACHINERY, 

Vol.  I.  By  A.  Kennelly,  F.R.A.S.  4s.  6d. 

THE  DYNAMO-TENDEE’S  HANDBOOK.  By  F.  B.  Badt.  4s.  6d. 
ELECTRIC  LIGHTING.  By  Francis B.  Crocker.  Vol.  I. : GeneratingPlant.  I2s.  6d. 
NOTES  ON  DESIGN  OF  SMALL  DYNAMOS.  By  George  Halliday.  2s.  6d. 
ELECTRIC  LIGHT  INSTALLATIONS.  By  Sir  David  Salomons,  Bart.  In 

Three  Volumes.  Vol.  I.,  5s.  : The  Management  of  Accumulators.  Vol.  II.,  7s.  6d. : Apparatus,  Engines, 
Dynamos  and  Motors,  Instruments,  Governors,  Switches  and  Switch  Boards,  Fuses,  Cut-Outs,  Connec- 
tors and  Minor  Apparatus,  Arc  Lamps,  Practical  Applications.  Vol.  III.,  5s.  : Application 

POWER  DISTRIBUTION  FOR  ELECTRIC  RAILROADS.  By  Dr.  L.  Bell.  I Is. 
ELECTRICAL  BOATS  AND  NAVIGATION.  By  T.  Commerford  Martin  and 

Joseph  Sachs.  Cloth  8vo,  232  pages,  143  illustrations.  10s.  6d.  ; post  free,  11s 

A HANDBOOK  OF  ELECTRICAL  TESTING.  By  H.  R.  Kempe,  M.I.E.E, 

Fifth  Edition,  revised  and  enlarged.  18s. 

THE  MAGNETIC  CIRCUIT  IN  THEORY  AND  PRACTICE.  By  Dr.  H.  du 

Bois.  Translated  by  Dr.  E.  Atkinson.  12s.  nett. 

ELECTRIC  LIGHT  : Its  Production  and  Use.  By  John  W.  Urquhart.  Sixth 

Edition,  caiefully  revised,  with  large  additions.  7s.  6d. 

ELECTRICAL  ENGINEERING:  For  Electric  Light  Artizans  and  Students. 

By  W.  Slingo  and  A.  Brooker.  ilevised  and  enlarged  edition.  12s. 

LOCALISATION  OF  FAULTS  IN  ELECTRIC  LIGHT  MAINS  — seepage  10. 
DISSECTED  MODEL  OF  A DIRECT-CURRENT  DYNAMO,  with  a Description 

of  the  Various  Parts  and  an  Explanation  of  their  Mode  of  Action  and  the  Method  of  Winding  a Drum 
Armature.  By  Arnold  Philip,  6. A.,  B.Sc.  4s.  6d. 

THE  ELECTRICAL  TRANSMISSION  OF  ENERGY.  By  A.  V.  Abbott. 

Second  Edition,  60S  pages,  with  eight  folding  plates  and  numerous  illustrations.  21s.  nett. 

ELECTRIC  SHIP  LIGHTING : For  the  use  of  Ship  Owners  and  Builders 

Engineers,  &c.  By  John  VV.  Urquhart.  7s.  6d. 

THE  PHOENIX  EIRE  OFFICE  RULES  FOR  ELECTRIC  LIGHT  INSTAL- 
LATIONS AND  ELECTRICAL  POWER  INSTALLATIONS.  By  Musgrave  Heaphy,  C.E.  Twenty-seventh 
Edition,  8vo,  sewed,  6d. 

THE  MANAGEMENT  OF  DYNAMOS.  ByG.Lummis-Paterson.  NewEditioD.4s.6d. 
ELECTRIC  LIGHTING  FOR  MARINE  ENGINEERS.  By  S.  F.  Walker.  5s. 
COLLIERY  LIGHTING  BY  ELECTRICITY.  By  S.  F.  Walker.  2s.  6d. 
ELECTRIC  LAMPS  AND  ELECTRIC  LIGHTING— page  5, 

HOW  TO  MAKE  A DYNAMO.  By  Alfred  Crofts.  5th  Edition.  Cloth,  2s. 
THE  DYNAMO:  HOW  MADE  AND  HOW  USED.  By  S.  R.  Bottone.  With 

39  illustrations  Tenth  Edition.  2s.  6d. 

TREATISE  ON  INDUSTRIAL  PHOTOMETRY,  with  Special  Application  to 

Electric  Lighting.  By  Dr.  A.  Palaz.  Translated  by  G.  W.  and  M.  R.  Patterson.  12s.  6d- 

MAY’S  POPULAR  INSTRUCTOR  FOR  THE  MANAGEMENT  OF 

ELECTRIC  LIGHTING  PLANT.  An  indispensable  Handbook  for  persons  in  charge  of  Electric  Lighting 
plants,  more  particularly  those  with  slight  technical  training.  Pocket  size,  price  2s.  6d.:  post  free,  2s  8d 

ELECTRIC  LIGHT  ARITHMETIC.  By  R.  E.  Day.  2s. 

THE  POTENTIOMETER  AND  ITS  ADJUNCTS.  — See  page  10. 

THE  GALVANOMETER  AND  ITS  USES.  A Manual  for  Electricians  and 

Students,  By  C.  H.  Haskins.  Second  edition.  Illustrated.  18mo.,  7s. 

TRANSFORMERS:  Their  Theory,  Construction,  and  Application  Simplified. 

By  Caryl  D.  Haskyns,  4s.  Cd. 

MAY'S  BELTING  TABLE.  Showing  the  relations  between — (1)  The  number 

of  revolutions  and  diameter  of  pulleys  and  velocity  of  belts  ; (2)  The  horse-power,  velocity,  and  square 
section  of  belts  ; (3)  The  thickness  and  width  of  belts  ; (4)  The  square  section  of  belts  at  different  strains 
per  square  inch.  For  office  use,  printed  on  cardboard,  with  metal  edges  and  suspender,  price  23.;  post 
free,  2s.  2d,  ; for  the  pocket,  mounted  on  linen,  in  strong  case,  2s.  6d.;  post  free,  23.  8d. 

ALTERNATE  CURRENTS  IN  PRACTICE.  Translated  from  the  French  of 

Loppd  and  Bouquet  by  F.  J.  Moffett.  15s. 
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ELECTRICITY  IN  TOWN  AND  COUNTRY  HOUSES.  By  P.  E.  Scrutton.  2s.  6d. 
INDUSTRIAL  ELECTRICITY.  Translated  from  the  French  of  M.  H.  De 

Graffigny,  aud  edited  by  A.  G.  Elliott.  2s.  6d. 

EXAMPLES  IN  ELECTRICAL  ENGINEERING.  By  S.  Joyce,  A.I.E.E.  5s. 

ELECTRIC  TRANSMISSION  OF  ENERGY,  and  its  Transformation,  Sub- 
division and  Distribution.  By  Gisbert  Kapp.  Fourth  Edition.  10s.  6d. 

ELECTRIC  LIGHT  CABLES  AND  TEE  DISTRIBUTION  OF  ELEC- 

TRICITY.  By  Stuart  A.  Russell,  Assoc.M.Inst.C.E.  107  illustrations  7s.  6d. 

PRACTICAL  ELECTRICAL  xNOTES  AND  DEFINITIONS,  for  the  use  of 

Engineering  Students  and  Practical  Men.  By  W.  Perren  Maycock.  Second  Edition.  3s. 

ELECTRICAL  ENGINEERS^  AND  STUDENTS’  CHART  AND  HANDBOOK 

OF  THE  BRUSH  ARC  LIGHT  SYSTEM.  By  H.  C.  Eeagen,  jun.  Second  Edition.  4s.  6d. 

THE  GALVANOMETER:  A Series  of  Lectures.  By  Prof.  E.  L.  Nichols.  4s.  6d. 

ELECTRIC  MOTIVE  POWER  — see  page  9. 

ELECTRO-MOTORS  : How  Made  and  How  Used.  By  S.  R.  Bottone.  2ad  ed.  3s. 
THE  ELECTRIC  RAILWAY  OF  TO-DAY.  By  H.  B.  Prindle.  2s.  6d. 
ELECTRIC  TRANSMISSION  HANDBOOK.  By  F.  B.  Badt.  4s.  6d. 
AMERICAN  ELECTRIC  STREET  RAILWAYS  : Their  Construction  and 

Equipment.  By  Killingworth  Hedges.  12s.  6d. 

ELECTRIC  RAILWAY  MOTORS  : Their  Construction,  Operation  and  Main- 
tenance. By  Nelson  W.  Perry.  4s.  6d. 

ELECTRIC  RAILWAYS  AND  TRAMWAYS  ; Their  Construcion  and  Opera- 

tion.  Revised,  enlarged  and  brought  up  to  date  from  Bhif/ineeringr.  By  Philip  Dawson,  C.E.  Demy  4to, 
handsomely  bound  in  Half  Morocco.  678  pages  illustrated,  and  containing  many  Tables,  Diagrams,  and 
Working  Drawings.  42s. 

ELECTRIC  TRACTION  POCKET  BOOK.  By  Philip  Dawson,  A M.I.C.E., 

M.I.E.E.  Fcap.  8vo,  12s.  6d.  net. 

ELECTRICITY  AS  A MOTIVE  POWER.  By  Count  du  Moncel  and  Frank 

Geraldy.  Translated  by  C.  J.  Wharton.  7s.  6d. 

ELECTRIC  TRANSFORMATION  OF  POWER.  By  Philip  Atkinson.  7s.  6d. 

MOTIVE  POWER  AND  GEARING— page  9. 

ELECTRIC  RAILWAYS,  RECENT  PROGRESS  IN.  By  Carl  Hering.  58. 
ELECTRIC  TRACTION.  By  Prof.  Ernest  Wilson.  5s. 

ELECTRIC  TRAMWAYS  AND  RAILWAYS  POPULARLY  EXPLAINED. 

By  H.  Scholey.  2s. 

ELECTRIC  RAILWAY  ENGINEERING.  By  Edward  Trevert.  8s. 
ELECTRIC  STREET  RAILWAYS.  By  Prof.  E.  J.  Houston,  Ph.D.,  and  A.  E. 

Kennelly,  D.Sc.  Cloth,  4s.  6d. 

THE  WESTINGHOUSE  AND  BALDWIN  SYSTEMS  OF  ELECTRIC 

LOCOMOTIVES.  5s. 

PRIMARY  BATTERIES.  By  H.  S.  Carhart,  A.M.  67  illustrations.  6s. 
ELECTRO-MOTORS  : The  Means  and  Apparatus  employed  in  the  Transmission 

of  Electrical  Energy  and  its  Conversion  into  Motive  Power.  By  John  W.  Urquhart.  7s.  6d. 

THE  STORAGE  OF  ELECTRICAL  ENERGY,  and  Researches  in  the  Effects 

created  by  Currents  Combining  Quantity  with  High  Tension.  By  G.  Plants.  Translated  from  the 
French  by^Paul  Bedford  Elwell.  With  89  illustrations,  8vo,  cloth,  12s. 

THE  ELECTRIC  MOTOR  AND  ITS  APPLICATIONS.  By  T.  C.  Martin 

and  J.  Wetzler  (with  an  Appendix  on  the  Development  of  the  Electric  Motor  since  1888,  by  Dr.  Louis 
Bell).  Third  Editjon.  Quarto,  315  pages,  353  illustrations.  12s.  6d. , post  free  13s.  6d. 

LA  TRACTION  ELECTRIQQE  SUR  VOIES  FERREES.  By  Prof.  A.  Blondel 

and  F.  Paul-Dubois.  Two  vols.  42s, 

DISTRIBUTION  DE  L’ENERGIE  PAR  COURANTS  POLYPHASES.  By 

J.  Eodet.  7s. 

LES  DYNAMOS.  By  J.  A.  Montpellier.  12s.  6d. 

TRAITE  DES  piles  ELECTRIQUES;  Piles  hydro-61ectriques— Accumula- 

teurs — Piles  thermo-^lectriques  et  pyro-61ectriques.  By  Donato  Tommasi,  Docteur-fes-Sciences.  8vo.,108. 

TRAITE  COMPLET  D’ELECTRO-TRACTION.  By  Ernest  Gerard.  25s. 

LES  TRAMWAYS  ELECTRIQUES.  By  H.  Mar^chal.  6s.  6d. 
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DYNAMOMASCHINEN  FUR  GLEICH  UND  WECHSELSTEOM.  By  Gisbert 

Kapp.  12s,  6d. 

ARC  LAMPS  AND  HOW  TO  MAINTAIN  THEM.  By  Smithson  and  Sharpe.  Is, 
UNTERSUCHUNGEN  UEBBR  DIE  AUSBREITUNG  DER  ELEKTRISOHEN 

KRAFT.  By  the  late  Prof.  H.  Hertz.  Price  6s.  6d. 

ELEKTROMECHANISCHE  KONSTRUKTIONEN.  By  Gisbert  Kapp.  200 

quarto  pages,  25  tables,  and  54  illustrations.  21s. 

WIRKUNGSWEISE,  BERECHNUNG  UND  KONSTRUKTION  ELEK- 

TRISCHEE  GLEICHSTROM-MASCHINEN’.  By.  J.  Fischer-Hinnen.  Fourth  Edition,  revised  and 
enlarged,  14s.  ^ 


WIRING  AND  ELECTRIC  LIGHT  FITTING. 

“THE  ELECTRICIAN”  WIREMAN’S  POCKET  BOOK—see  rage  U. 

THE  INCANDESCENT  LAMP  AND  ITS  MANUFACTURE— 

ELECTRIC  LIGHTING  SPECIFICATIONS,  for  the  Use  of  Engineers  and 

Architects,  By  E.  A.  Merrill,  6s. 

STANDARD  WIRING  FOR  ELECTRIC  LIGHT  AND  POWER.  By 

H.  C.  Cushing,  Jr.  Strongly  bound  in  cloth,  4s.  6d.,  post  free. 

ELECTRIC  WIRING.  For  the  Use  of  Architects,  Underwriters  and  the  Owners 

of  Buildings.  By  Russell  Robb.  16s. 

ELECTRIC  LIGHT  FITTING  : A Handbook  for  Electrical  Engineers.  By  John 

W.  Urquhart.  Fully  Illustrated.  6s. 

COMPREHENSIVE  INTERNATIONAL  WIRE  TABLES.  By  W.  .S. 

Boult.  Full  particulars  of  469  Conductors  (4  gauges).  Single  Wires  and  Cables,  in  English,  American, 
and  Continental  Units.  Price  5s.,  post  free  See  page  U, 

ELECTRIC  LIGHT  FOR  COUNl’RY  MANSIONS.  By  John  Henry  Knight.  Is. 
PRACTICAL  ELECTKIC  LIGHT  FITTING.  By  F.  C.  Allsop.  6s. 

WIRING  SLIDE  RULE  (Trotter’s  Patent).  By  which  can  be  found  at  once  . — 

I.  Size  of  Cable;  2.  Length  of  Cable ; 3.  Current  Cable  will  carry;  4.  Current  Density;  5.  Maximum 
Current;  6,  Resistance  in  Ohms;  7.  Sectional  Area  in  Square  inches.  Full  printed  .instructions  are 
supplied  with  each  rule.  For  the  pocket.  Price  2s.  6d.;  post  free,  2s.  7d. 

STANDARD  TABLES  FOR  ELECTRIC  WIREMEN.  By  Charles  M.  Davis.  6s. 

MAY'S  TABLE  OF  ELECTRIC  CONDUCTORS.  Showing  the  relation.^ 

between— (1)  The  sectional  area,  diameter  of  conductors,  loss  of  potential,  strength  of  current,  and  length 
of  conductors  ; (2)  The  economies  of  incandescent  lamps,  their  candle-power,  potential,  and  strength  of 
current;  (3)  The  sectional  area,  diameter  of  conductors,  and  strength  of  current  per  squanre  inch.  For 
office  use,  printed  on  cardboard,  with  metal  edges  and  suspender,  price  2s.  ; post  free,  2s.  2d. ; for  the 
pocket,  mounted  on  linen,  in  strong  case,  2s.  6d.;  post  free,  2s.  8d. 

UNIVERSAL  WIRING  COMPUTER.  By  Carl  Hering.  6s. 

INCANDESCENT  WIRING  HANDBOOK.  With  Tables.  By  F.  B.  Badt. 

4s.  6d. 

DOMESTIC  ELECTRICITY  FOR  AMATEURS.  By  E.  Hospitalier.  Translated 

by  C.  J.  Wharton.  6s. 

HOW  TO  WIRE  BUILDINGS.  By  Augustus  Noll.  Fourth  Edition  6s.  6d. 

LOCALISATION  OF  FAULTS  IN  ELECTRIC  LIGHT  MAINS— see  JO. 

PHCENIX  FIRE  OFFICE  RULES  FOR  ELECTRIC  LIGHT  INSTALLATIONS 

AND  ELEOrRIOAL  POWER  INSTALLATIONS  By  Musgrave  Heaphy,  C.E.  6<i.  . 

ELECTKiCAL  INSTALLATIONS  FOR  ARCHITECTS,  BOROUGH  SURVEYORS, 

&c.  By  F.  J.  Warden  Stephens.  2s.  6d. 

ALTERNATING  CURRENT  WIRING  AND  DISTRIBUTION.  By  Wm.  Leroy 

Emmett.  4s.  6d. 

THE  ELECTRIC  WIRING  AND  FITTING  DETAILS  BOOK.  By  W.  Perren 

Maycock.  28.  6d. 

ELECTRIC  WIRING,  FITTINGS,  SWITCHES  AND  LAMPS.  By  W.  Perren 

Maycock.  6s. 

ARC  LAMPS  and  HOW  to  MAINTAIN  THEM.  By  Smithson  and  Sharpe.  Is. 
ELECTRICITY  IN  TOWN  AND  COUNTRY  HOUSES.  By  Percy  E. 

Scrutton.  ?e.  6d. 

THE  INTERNAL  WIRING  OJ  BUILDINGS.  By  H.  M.  Leaf.  Ss.  6d. 

1,  2 and  3,  Salisbury  Court,  Fleet  Street,  London,  E.C. 
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“^^tEBTOPHY  AND  TELEPHONY.  ~ 

TEMPERATURE  COEFFICIENTS  OF  CONDUCTIVITY  COPPER.  By 

Clark,  Forde  and  T?i.y\ov— see  page  Ik. 

STUDENTS’  GUIDE  TO  SUBMARINE  CABLE  TESTING— sdd  15. 

PRACTICAL  NOTES  FOR  ELECTRICAL  STUDENTS— 5^^  IS. 

ELECTRICITY  AND  THE  ELECTRIC  TELEGRAPH.  With  numerous  illus- 
trations. By  George  B.  Prescott.  Eighth  Edition,  2 vols.,  8vo,  cloth,  £1.  10s. 

ELECTRIC  TELEGRAPHY.  By  Prof.  E.  J.  Houston,  and  A.  E.  Kennelly.  4s.  6d. 

ELECTRICAL  ENGINEERING  ’FOBMUhlK— seepage  5. 

THE  ELECTRIC  TELEGRAPH  : Its  History  and  Progress.  With  Descriptions 

of  some  of  the  Apparatus.  By  K..  Sabine,  C.E.,  F.S.A.  Limp  cloth,  3s. 

SUBMARINE  CABLE  LAYING  AND  REPAIRING-see  p.  10.  (Smith  21s 
RISE  AND  EXTENSION  OF  SUBMARINE  TELEGRAPHY.  By  Willoughby 
TELEGRAPHY.  By  W.  H ireece,  C.B.,  F.R.S.,  M.I.C.E.,  and  Sir  J. 

Sivewright,  K.C.M.G.,  M.A.  New  Edition,  revised  and  enlarged.  6s.  [12s.  6d. 

MODERN  PRACTICE  OF  THE  ELECTRIC  TELEGRAPH.  By  Frank  L.  Pope. 
HANDBOOK  OF  THE  ELECTRO  MAGNETIC  TELEGRAPH.  A.  E.  Loring.  2s. 

“THE  ELECTRICIAN”  PRIMERS  — see  page  8. 

ELECTRICAL  TESTING  FOR  TELEGRAPH  ENGINEERS-s^^ i5. 

TELEGRAPHIC  CONNECTIONS  : Embracing  Recent  Methods  in  Quadruplex 

Telegrapny.  By  Charles  Thom  and  W.  H.  Jones.  7s.  6d. 

PRACTICAL  GUIDE  TO  THE  TESTING  OF  INSULATED  WIRES  AND 

CABLES.  By  Herbert  Laws  Webb.  4s.  6d. 

A HANDBOOK  OF  ELECTRICAL  TESTING.  By  H.  R.  Kempe.  Fifth 

edition,  revised  and  enlarged.  18s. 

SUBMARINE  TELEGRAPHS  : Their  History,  Construction  and  Working.  By 

Charles  Bright,  F.R.S.E.  £3.  3s.  net.  [6th  Edition.  3s.  6d. 

ELECTRICITY  IN  ITS  APPLICATION  TO  TELEGRAPHY.  By  T.  E.  Herbert. 
THE  TELEGRAPHIST’S  GUIDE  TO  THE  NEW  EXAMINATIONS  IN 

TECHNICAL  TELEGRAPHS.  By  James  Bell.  Fourth  Edition.  Is.  6d. 

THE  ELECTRIC  TELEGRAPH  : Being  selected  Extracts  from  the  letters  of 

the  late  Sir  W.  F.  Cooke  (1836-39)  relating  to  the  Invention  and  Development  of  the  Electric  Telegraph. 
Edited  bv  F.  H.  Webb,  late  Secretary  Inst.E.E.  Cloth,  3s. 

SIGNALLING  ACROSS  SPACE  WITHOUT  WIRES  — see  jjage  13. 

TELEGRAPHIE  SANS  FILS.  By  Andre  Broca.  3s.  6d. 

WIRELESS  TELEGRAPHY.  By  Richard  Kerr.  Is. 

WIRELESS  TELEGRAPHY : A History  of.  By  J.  J.  Fahie.  6s. 
CENTENARY  OF  THE  ELECTRIC  CURRENT.  1799-1899  — see  page  13. 
PRACTICAL  INFORMATION  FOR  TELEPHONISTS.  By  T.  D.  Lockwood.  Ss. 
COMMERCIAL  AND  DOMESTIC  TELEPHONY.  By  M.  Byng  and  F.  Bell.  2s.  6d. 
TELEPHONES  : Their  Construc.ion  and  Fitting.  4th  Edition  By  F.  C.  Allsop.  5s. 
ELECTRIC  TELEPHONY.  By  Prof.  E.  J.  Houston  and  A.  E.  Kennelly,  4s.  6d 
TELEPHONE  LINES  AND  THEIR  PROPERTIES.  By  W.  J.Hopkins.  2ndEd.  6s.6d 
THE  PRACTICAL  TELEPHONE  HANDBOOK.  By  Joseph  Poole.  2nd  Ed.  Ss. 
MANUAL  OF  THE  TELEPHONE.  By  W.  H.  Preece  and  A.  J.  Stubbs. 

Over  500  pages  and  334  illustrations.  15s 

THE  TELEPHONE  SYSTEMS  OF  THE  CONTINENT  OF  EUROPE.  By 

A.  R.  Bennett,  M.I.B.E.  169  illustrations.  15a 

THE  TELEPHONE : Outlines  of  the  Development  of  Transmitters  and 

Receivers.  Bv  Prof.  W.  J.  Hopkins.  3s.  6d. 

AMERICAN  TELEPHONE  PRACTICE.  By  Kempster  B.  Miller.  9s. 

THE  TELEPHONE,  THE  MICROPHONE,  AND  THE  PHONOGRAPH.  By 

Count  du  Moncel.  Third  Edition,  5s. 

THE  MAGNETO  HAND  TELEPHONE.  By  Norman  Hughes.  3s.  6d. 
PHILIPP  KEIS,  INVENTOR  OF  THE  TELEPHONE.  A Biographical  Sketch. 

By  Silvanus  P.  Thompson,  B.A.,  D.Sc.  With  portrait  and  wood  engravings.  8vo,  cloth,  7s.  6d. 

ELECTROMAGNETIC  THEORY  — see  page  Jf. 

TRAITE  DE  TkLkGRAPHIE  ELECTEIQUE.  By  H.  Thomas.  £1. 

TRAITE  DE  TELEGRAPHIE  SOUS-MARINE.  By  E.  WUnschendorff  ISs. 
LA  TELEPHONIE.  By  E.  Pierard.  83.  6d. 
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ELECTRO-GHEMiSlRY  k ELEUTRO-METALLURGY. 


THEOEY  AND  PEACTICE  OF  ELECTEOLYTIC  METHODS  OF  ANALYSIS. 

By  Dr.  B.  Jfeumann.  Translated  by  J.  B.  C.  Kershaw.  lOs.  6d. 

“THE  ELECTRICIAN’’  PRIMERS  — set  page  8. 

ELECTEIC  SMELTING  AND  EEFINING.  A Translation  of  the  Second 

Edition  of  Dr,  W.  Bdrcher’s  “ Elektro-Metallurgie.”  By  W.  G.  McMillan.  21s, 

ELECTEO-PLATING : A Practical  Handbook  on  the  Deposition  of  Copper, 

Silver,  Nickel,  Gold,  Aluminium,  Brass,  Platinum,  &c,  &c.  By  John  W,  Urquhart,  Third  Edition,  Ss. 

ELECTEO-DEPOSITION  : A Practical  Treatise  on  the  Electrolysis  of  Gold, 

Silver,  Copper,  Nickel,  and  other  Metals  and  Alloys,  By  Alexander  Watt,  F,E,  S,S,A.  With  numerous 
illustrations.  Third  Edition,  Crown  8vo,  cloth,  9s, 

PEACTICAL  METALLUEGY  AND  ASSAYING.  By  A.  H.  Hiorns.  6s. 
ELECTEO  METALLUEGY  : Practically  treated.  By  Alexander  Watt,  F.E.S.A. 

Ninth  Edition,  12mo,  cloth  boards,  4s, 

AET  OF  ELECTEO-METALLUEGY,  INCLUDING  ALL  KNOWN  PEO- 

CESSES  OF  ELECTRO-DEPOSITION,  By  G,  Gore,  LL,D,;  F.R,S,  With  56  illustrations,  fcp,  8vo,  6s. 

THE  ART  OF  ELECTROLYTIC  SEPARATION  OF  METALS— 

ELECTEO-METALLUEGY,  TEEATISE  ON  By  Walter  G.  MkMillan.  10s.  6d. 
ELECTEO-PLATEE’S  HANDBOOK.  By  G.  E.  Bonney.  Third  Edition.  3s. 

ELECTRO-CHEMISTRY— 566  page  11. 

ELECTEO-DEPOSITION  OF  METALS.  By  Dr.  G.  Langhein.  25s. 

CHEMISTRY  FOR  ENGINEERS  AND  MANUFACTURERS.  By  Bertram 

Blount,  F I,C.,  F,C,S.,  and  A.  G.  Bloxam,  In  two  vols.  Vol.  I,— Chtmistry  of  Engineering,  Building  and 
Metallurgy.  10s.  6d.  Vo).  II.,  Chemistry  of  Manufacturing  Processes.  16s. 

ELEMENTS  OF  ELECTEO  - CHEMiSTEY.  Treated  Experimentally.  By 

Dr.  Liipke.  Translated  from  the  German  by  W.  M.  Pattison  Muir.  7s.  6d. 

ELEMENTS  OF  ELECTRO-CHEMISTRY.  By  Prof.  M.  le  Blanc.  Trans- 

lated  bv  W,  R.  Whitney.  6s. 

QUANTITATIVE  CHEMICAL  ANALYSIS  BY  ELEOTEOLYSIS.  Translated 

from  the  German  of  Dr.  A.  Classen  and  Dr.  W.  Lob  by  W.  H.  Herrick  and  B.  B.  Boltwood.  12s.  6d. 

ELECTRICAL  ENGINEERING  FORMULAE  — see  page  h. 

TEAITE  THEOEIQUE  ET  PEaTIQUE  D’ELECTEOCHIMIE.  By  Donate 

Tommasi.  Docteur-fes-Sciences,  Large  Svo,  1,200  pages.  36s. 

LE  FOUE  ELECTEIQUE.  By  M.  Henri  Moissan.  12s.  6d. 
ELEKTEO-METALLUEGIE.  By  Dr.  W.  Borchers.  6s.  6d. 

JAHEBUCH  DEE  ELEKTEOCHEMIE.  By  Prof.  Nernst  and  Dr.  Borchers.  16s.. 

MEDICAL  ELECTRICITY. 


LECTURES  ON  PHYSIOLOGY.  First  Series  on  Animal  Electricity.  By 

Augustus  D.  Waller,  F.R.S.  5s. 

ELECTRO-PHYSIOLOGY.  By  Prof.  W.  Biedermann.  Translated  by  Frances  A. 

Welby.  Vols.  I.  and  II.,  each  17s.  net. 

PRACTICAL  ELECTRICITY  IN  MEDICINE  AND  SURGERY.  By  Drs. 

G.  A.  Liebig  and  G.  H.  Rohd.  Royal  Svo,  400  pages,  profusely  illustrated,  11s.  6d. 

ELECTRlCn  Y IN  THE  DISEASES  01;'  WOMEN.  By  G.  Botton  Massey,  M.D. 

2nd  Ed.  12mo,  8s.  6d.  [by  A.  de  Watteville,  M.D.,  &c.  Demy  Svo,  18s. 

MANUAL  OF  ELECTRO-THEEAPEUTICs.  By  W.  Erb,  M.D.  Translated 
INTERNATIONAL  SYSTEM  OF  ELECTEO-THERAPF.UTICS.  For  Students. 

General  Practitioners,  and  Specialists.  Edited  by  H.  R.  Bigelow.  34s. 

CURKEJNT  FROM  THE  MAilN  : The  Medical  Employment  of  Electric  Lighting 

Currents.  By  W.  S.  Hedley,  M.D.  Second  Edition , 2s.  6d. 

THERAPEUTIC  ELECTRICITY.  By  W.  S.  Hedlev,  M.D.  8s.  6d. 
PRACTICAL  MUSCLE  'I’ESTING  AND  THE  TREATMENT  OF  MUSCULAR 


Atrophies.  By  W.  S.  Hedley,  M.D,  3s.  6d.  [Cloth,  5.s. 

USES  OF  ELECTROLYSIS  IN  SURGERY.  By  Dr.  W.  E.  Steaveuson. 
ELECTRICITY  AND  ITS  MANNER  OF  WORKING  IN  THE  TREATMENT 


OF  DISEASE.  A Thesis  for  the  M.D.  Cantab  Degree,  1884.  By  the  late  William  E.  Steavenson,  M.D., 
M.R.C.P.  To  whicii  is  appended  an  Inaugural  Medical  Dissertation  on  Electricity  for  the  M.D.  (Edin.) 
Degree,  written  in  Latin  by  Robert  Steaven.son,  M.D.,  in  1778,  with  Translation.  4s.  6d. 

ELECTRICITY  IN  ELECTRO-THERAPEUTICS.  By  Prof.  E.  J.  Houston, 

Ph.D.,  and  A.  E.  Kennelly,  l>.Sc.  Cloth,  4s.  6d. 

THE  ELECTRo-MAGNET  AND  ITS  EMPLOYMENT  IN  OPHTHALMIC 


SURGERY. 

VALUE  OF 


By  Simeon  Snell,  M.R.C.S.  3s.  6d. 

ELECTRICAL  TREATMENT. 


By  Julius  Althaus  M.D. 


33.  6d. 
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ELECTRICAL  INSTRUMENTS,  BELLS,  Sco. 

^‘THE  ELECTRICIAN’^  PRIMERS  — see  page  8. 

ELECTRICAL  INSTRUMENT  MAKING  FOR  AMATEURS.  A Practical 

Handbook.  By  S.  R.  Bottone.  Fifth  Edition.  3s. 

INDUCTION  COILS  AND  COIL  MAKING.  By  F.  C.  Allsop.  3s.  6d. 

THE  POTENTIOMETER  AND  ITS  ADJUNCTS— page  10. 

INDUCTION  COILS  : A Practical  Manual  for  Amateur  Coil  Makers.  By  G.  E. 

Bonney.  3s. 

ELECTRICAL  ENGINEERING  FORMULAE  — see  page  5. 

DYNAMOMETERS  AND  THE  MEASUREMENT  OF  POWER.  By  Prof.  J.  J. 

Flather.  8s.  6d. 

RUHMKORFF  INDUCTION  COILS.  By  H.  S.  Norrie.  2s.  6d. 

PRACTICAL  ELECTRIC  BELL  FITTING.  By  F.  C.  Allsop.  3s.  6d. 
INTENSITY  COILS  ; HOW  MADE  AND  HOW  USED.  By  Dyer.  Is.  2d. 

THE  INDUCTION  COIL  IN  PRACTICAL  WORK.  By  Lewis  Wright,  4s. 
THE  BELL-HANGER’S  HANDBOOK.  By  F.  B.  Badt.  4s.  6d. 

ELECTRIC  BELL  CONSTRUCTION.  By  F.  C.  Allsop.  Fifth  Edition.  3s.  6d. 
ELECTRIC  BELLS,  AND  ALL  ABOUT  THEM.  By  S.  R.  Bottone.  4th  edition.  3s. 
ELECTRICAL  APPARATUS  FOR  AMATEURS.  By  Various  Authors.  Is. 
THE  PHONOGRAPH  : and  How  to  Construct  It.  Bv  W.  Gillett.  5s. 
INSTRUMENTS  ET  METHODES  DE  MESURES  ELECTRIQUES  INDUS- 

TRIELLES.  By  H.  W.  Armagnat.  10s.  6d. 

RONTGEN  RAY  LITERATURE. 

PRACTICAL  RADIOGRAPHY.  By  A.  W.  Isenthal  and  H.  S.  Ward.  2nd  Ed.  2s.  6d. 
THE  A B C OF  THE  X-RAYS.  By  W.  H.  Meadowcroft.  4s. 

THE  X-RAY  ; or,  Photography  of  the  Invisible.  By  W.  J.  Morton  and  E.  W. 

Hammer.  4s. 

BIBLIOGRAPHY  OF  X-RAY  LITERATURE  AND  RESEARCH— p.  18. 

THE  NEW  PHOTOGRAPHY.  By  A.  B.  Chatwood.  4s. 

PROF.  RONTGEN’S  “X”-RAYS  AND  THEIR  APPLICATIONS  TO  THE 

New  Photography.  By  August  Dittmar.  Is 

X-RAYS,  THEIR  PRODUCTION  & APPLICATION.  By  F.  S.  Kolle,  M.D.  4s.  6d. 
THE  DISCHARGE  OF  ELECTRICITY  THROUGH  GASES.  By  J.  J. 

Thomson,  D.Sc.,  F.R.S.  4s.  6(3.  nett. 

THE  ARCHIVES  OF  THE  RONTGEN  RAY.  Edited  by  T.  Moore,  F.R.C.S., 

and  E.  Payne,  M.A.  Price  4s.  ; Ann.  Sub.  16s.  An  illustrated  quarterly  publication  containing  the  pro- 
ceedings of  the  Eontgen  Society  of  London,  besides  many  original  articles  and  illustrations. 

RADIATION  : An  Elementary  Treatise  on  Electromagnetic  Radiation  and  on 

Eontgen  and  Cathode  Eays.  By  H.  H.  Francis  Hyndman,  B Sc.  6s. 

LIGHT,  VISIBLE  AND  INVISIBLE.  By  Prof.  Silvanus  P.  Thompson,  D.Sc., 

F E.S.  6s.  nett. 

MANUAL  OF  MEDICAL  ELECTRICITY,  WITH  CHAPTERS  ON  THE 

Eontgen  Eays.  By  Dawson  Turner,  B.A.,  M.D.,  &c.  Price  7s.  6d. 

RONTGEN  RAYS  IN  MEDICAL  WORK.  ByD.Walsh.M.D.  2ndEd.10s.6a.net. 
RADIOGRAPHY  AND  THE  X-RAYS  IN  PRACTICE  AND  THEORY.  By 

S.  R.  Bottone.  3s. 

LES  RAYONS-X.  By  C.  E.  Guilleaume.  2s.  6d. 

RONTGEN  RAYS,  AND  THE  PHENOMENA  OF  THE  CATHODE  AND 

ANODE.  By  E.  P.  Thompson  and  W.  A.  Anthony.  7s.  6d. 

LA  RADIOGRAPHIE  APPLIQUEE  A L’ETUDE  DES  ARTHROPATHIES 

DEFOEMANTES.  By  Dr.  F.  Barjon.  Price  6s.  6d. 

LA  TECHNIQUE  DES  RAYONS  X.  By  A.  Herbert.  Price  Is.  6d. 

LUCE  E RAGGI  RONTGEN.  By  Professor  0.  Murani,  with  preface  by  Prof.R. 

.... ...  photography,  ko. 

SCIENCE  AND  PRACTICE  OF  PHOTOGRAPHY.  By  Chapman  Jones, 

F.C.S.  New  Edition,  3s.  Cloth,  4s. 

PHOTOGRAPHY  WITH  EMULSIONS.  By  Capt.  Sir  W.  de  W.  Abney,  F.R.S.  38. 
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BOOK  OP  THE  LANTERN.  By  T.  C.  Hepworth,  F.C.S.  New  Edition.  4s. 
PEACTICAL  POCKET  BOOK  OF  PHOTOGEAPFIY.  By  Dr.  E.  Vogel. 

Translated  by  E.  C.  Coni  ad,  F C.S.  Is.  3d.  Cloth,  Is.  9d. 

CHEMISTRY  OF  PHOTOGRAPHY.  By  Proi.  R.  Meldoia.  Crown  8vo.  6s. 
FIRST  PRINCIPLES  OF  PHOTOGRAPHY.  By  C.  J.  Reaper,  F.C.S.  5s 
PHOTOGRAPHY  FOR  AMATEURS.  By  T.  C.  Hepworth.  Cloth,  Is.  6d. 
PHOTOGRAPHIC  AND  OPTICAL  ELECTRIC  LAMPS.  Bv  R.  Kennedy.  2s.  6d. 
INSTRUCTION  IN  PHOTOGRAPHY.  By  Capt.  W.  de  W.  Abney,  F.R.S. 

Ninth  Edition.  4s. 

OPTICS  OF  PHOTOGRAPHY.  By  B.  J.  Trail  Taylor.  3s.  6d. 
PHOTOGRAPHIC  REFERENCE  BOOK.  By  W.  A.  Watts.  6s.  6d. 

DICTIONARIES,  DIRECTORIES,  TABLES,  he. 

“THE  ELECTRICIAN”  ELECTRICAL  TRADES’  DIRECTORY  AND 

HANDBOOK— see  page  3. 

WILLING’S  BRITISH  AND  IRISH  PRESS  GUIDE.  A concise  and  comprehen- 

sive  Index  to  the  Press  of  the  United  Kingdom,  with  Lists  of  principal  Colonial  and  Foreign  Journals.  Is. 

HAZELL’S  annual.  A Cyclopaedic  Record  of  Men  and  Topics  of  the  Day.  3s.  6d. 
STATESMAN’S  YEAR  BOOK : A Statistical  and  Historical  Annual  of  the 

States  of  the  World.  Revised  after  Official  Returns,  10s.  6d. 

WHITAKER’S  ALMANACK.  2s.  6d. 

SELL’S  DIRECTORY  OF  REGISTERED  TELEGRAPHIC  ADDRESSES  t 

From  Official  Lists.  Price,  including  supplements,  subscribers,  i8s.,  non-subscribers,  21s. 

KELLY’S  POST  OFFICE  AND  OTHER  DIRECTORIES.  {Farticulars  and 

lowest  prices  on  application.) 

GAS  AND  ELECTRIC  LIGHTING  COMPANIES’  DIRECTORY  AND 

STATISTICS,  &c.  Revised  to  June,  1899.  Twentienth  issue.  6s. 

ELECTRICAL  ENGINEERING  FORMULiS  — see  page  5. 

A POCKET-BOOK  OF  ELECTRICAL  RULES  AND  TABLES,  for  the  use 

of  Electricians  and  Engineers.  By  John  Munro,  <^.E.,  and  Andrew  Jamieson,  C.E.,  F R.S.E.  Thirteenth 
Edition.  Revised  and  enlarged.  Pocket  size,  leather,  8s.  6d.,  post  free. 

USEFUL  RULES  AND  TABLES  FOR  ENGINEERS  AND  OTHERS.  By 

Prof.  Rankine.  With  Appendix  by  Andrew  Jamieson,  C.E.  ]0s.  6d. 

A MANUAL  OF  RULES,  TABLES  AND  DATA  FOR  MECHANICAL 

ENGINEERS  By  D K.  Clark.  Cloth,  16s. ; half-bound  20s. 

LAXTON’S  PRICE  BOOK.  Published  Annually.  4s. 

LOCKWOOD’S  BUILDERS’  PRICE  BOOK.  Edited  by  Francis  T.  W.  Miller.  4s. 
THE  ELECTRICAL  ENGINEER’S  POCKET-BOOK  OF  MODERN  RULES, 

FORMULA,  TABLES,  AND  DATA.  By  H.  R.  Kempe,  M.I.E.E.  Price  5s.  post  free. 

ENGINEER’S  YEAR  BOOK  of  Formulae,  Rules,  Tables,  Data,  and  Memoranda. 

By  H.  R.  Kempe.  8s. 

THE  STANDARD  ELECTRICAL  DICTIONARY.  By  Dr.  T.  O’Conner 
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